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In  presenting  a  foreword  to  this  volume,  the  authors  have 
little  to  add  to  the  statements  made  in  the  preface  of  the 
First  Course.  They  have  tried  faithfully  to  fulfill  in  content 
and  in  spirit  the  plan  there  outlined. 

Of  the  First  Course,  the  chapters  on  Modem  Systems  of 

Power  Transmission,  Single-phase  Alternators,  Polyphase 

Alternators,  The  Generation  of  Proper  E.M.F.  Wave-form, 

and  Armature  Windings  were  written  by  Mr.  Higbie.    The 

c^  chapters  on  Fundamental  Ideas,  Series  and  Parallel  Cir- 

1^   cuits.  Power  and  Power-Factor,  Inductive  Reactance,  and 

Simple  Trigonometric  Functions  were  written  by  Mr.  Timbie. 

^    The  Introduction  to  Chapter  II  was  kindly  contributed  by 

>    Mr.  A.  L.  Williston. 

^  Of  the  Second  Course,  the  chapters  on  The  Regulation 
)"  and  Control  of  Alternators,  Parallel  Operation  of  Alter- 
nators, Fundamental  Principles  of  the  Transformer,  Oper- 
ation and  Polyphase  Connections  of  Transformers,  and 
Asynchronous  Motors  were  written  by  Mr.  Higbie.  The 
chapters  on  Short  Transmission  and  Distribution  Lines, 
Long  Transmission  Lines  and  Capacitance,  Synchronous 
Motors,  Converters  and  Rectifiers  were  written  by  Mr. 
Timbie.  The  authors,  however,  have  cooperated  in  the 
criticism,  correction  and  elaboration  of  all  parts  of  the  text. 
They  again  wish  to  express  their  appreciation  to  Mr.  J.  M. 
Jameson  for  his  efficient  editing  and  to  Mr.  Bates  for  his 
valuable  suggestions  on  the  text  and  for  the  solution  of  the 
problems  and  the  checking  of  the  data  and  the  examples. 

W.  H.  T. 
H.  H.  H* 

Boston,  Mass., 

Ann  Arbob,  Mich., 

January,  1916. 
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CHAPTER  I 

PERFORMANCE  OF  ALTERNATING-CURRENT  GENER- 
ATORS.   REGULATION  AND  CONTROL. 

The  armature  windings  of  alternators  have  been  taken  up 
in  detail  in  the  ''First  Course"  as  a  practical  means  of 
studying  the  current  and  voltage  relations  in  polyphase  cir- 
cuits. It  is  now  necessary  to  note  the  performance  of  the 
alternator  as  a  whole  when  in  service. 

The  purchaser  and  the  operator  of  an  alternating-current 
generator  are  concerned  about  the  following  features: 

First  How  does  the  generator  behave  when  it  delivers 

power? 
Second.  How  much  power  can  a  given  generator  deliver 
without  endangering  its  own  safety;  or,  how  large  a 
generator  is  required  to  carry  a  given  load? 
Third.  How  does  the  generator  interact  with  other  parts 
of  the  system  to  which  it  must  be  connected? 
These  actions  or  properties  are  more  or  less  interdependent, 
and  it  is  impossible  to  discuss  any  one  of  them  without  in- 
volving all.    The  discussions  in  the  two  following  chapters 
are  prepared  for  the  man  who  is  responsible  for  the  mainte- 
nance of  good  service  in  the  electric  plant  or  system  and  for 
the  man  who  pays  the  bills  and  seeks  the  profit,  rather  than 
for  the  designer. 


ALTERNATING-CURRENT  ELECTRICITY 


1.  Effects  of  Loading  an  Alternator.  As  we  increase  the 
current  taken  from  an  alternator,  by  increasing  the  load 
which  is  connected  across  its  terminals,  we  notice  the  follow- 
ing effects: 

First.  The  armature  windings  heat  up,  and  there  is  in 
consequence  a  general  temperature  rise  all  over  the 
machine. 
Second.  The  efficiency  changes,  at  first  rising  as  the 
load  increases,  but  falling  off  again  for  very  large 
loads. 
Third.  The  terminal  voltage  tends  to  fall;    to  keep 
it   constant   requires   adjustment,   either   manually 
by  an  operator,  or  automatically  by  a   ''voltage 
regulator." 
Fourth.  The  form  of  the  e.m.f.  wave  may  change. 
These  effects  have  been  stated  in  the  usual  order  of  their 
importance.    All  of  them  are  troublesome  or  undesirable 
in  one  way  or  another.    If  any  one  of  them  were  to  proceed 
far  enough  it  might  set  a  limit  to  the  amount  of  power  that 
could  be  taken  from  the  alternator,  although  usually  the 
heating  limit  is  reached  first. 

2.  Heating  of  the  Alternator.  All  of  the  losses  in  an 
electrical  machine  appear  as  heat,  in  one  part  or  another. 
These  losses  are: 

First  PR  in  the  armature  winding. 

Second.  J%  in  the  field  winding. 

Third.  Hysteresis    and    eddy-current    losses    ("  iron 

losses")  in  the  armature  core. 
Fourth.  Friction,  of  the  shaft  in  the  bearings,  of  brushes 

on  collecting-rings,  and  of  all  moving  parts  against 

air. 
Fifth.  Eddy-current  loss  in  the  faces  of  the  poles. 
When  heat  energy  is  developed  in  or  applied  to  any  body,  the 
temperature  of  the  body  is  raised.*    The  body  tends  to  lose 

*  This  statement  does  not  apply  to  bodies  which  are  in  process  of 
changing  from  solid  to  liquid,  or  liquid  to  gas,  or  vice  versa. 
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heat  energy  to  its  surroundings  in  proportion  to  the  excess 
of  its  own  temperature  above  the  temperature  of  the  sur- 
roundings. The  temperature  of  the  body  wiU,  therefore, 
rise  until  the  rate  of  losing  heat  is  equal  to  the  rate  of  de- 
veloping or  supplying  heat  in  the  body.  When  this  state  of 
equflibrium  is  attained,  the  temperature  ceases  to  rise  and 
is  steady.  It  is  as  if  we  were  pumping  water  into  a  tank  with 
a  hole  in  its  base;  the  level  will  rise  until  the  pressure  or 
''head"  due  to  it  forces  water  out  through  the  hole  as  fast  as 
it  is  being  pumped  in.  Then  the  level  becomes  stationary. 
The  heady  or  pressure,  is  a  measure  of  the  outflow  of  water 
and  corresponds  to  the  excess  of  temperature  of  a  body  above 
its  surroundings. 

If  we  keep  the  size  of  outlet  from  the  tank  fixed,  and  increase  the 
rate  of  pumping,  the  head  increases.  If  we  keep  the  rate  of  pumping 
fixed  and  reduce  the  outlet,  the  head  also  increases.  Similarly,  if 
we  increase  the  rate  of  heat  development  in  a  machine  by  operating 
it  in  a  manner  to  increase  any  of  its  losses,  leaving  the  surroundings 
unchanged,  the  temperature  rises;  and  conversely,  if  the  losses  be 
decreased,  the  temperature  falls.  Also,  if  we  do  an3rthing  which 
facilitates  the  escape  of  heat,  the  temperature  corresponding  to  any 
given  rate  of  loss  will  be  lowered,  and  if  we  retard  the  escape  of 
heat,  the  temperature  will  be  raised. 

Temperature  has  a  very  profound  and  serious  effect  upon  most 
materials  which  are  suitable  to  be  used  as  insulators  in  an  electrical 
machine.  Such  materials  are  paper  or  sheet  fiber,  and  fabrics  of 
cotton,  linen  or  silk.  These  are  impr^nated  with  shellacs  or 
varnishes  made  of  natural-oil  resins  or  gums,  such  as  are  used  in 
insulating  paints  and  compounds.  At  comparatively  low  tem- 
peratures the  resins  and  gums  become  partial  conductors  and  allow 
leakage  currents  to  flow  within  the  machine  from  one  c(mductor  to 
another.  This  develops  more  heat,  which  very  quickly  ruins  the 
windings  and  makes  a  short^ircuit.  The  papers  and  fabrics  at 
high  temperatures  quickly  become  charred  and  crumble,  allowing 
the  conductors  to  come  in  contact  with  one  another  and  with  the 
frame  of  the  machine.  The  highest  permissible  temperature  to 
which  ordinary  insulations  may  be  subjected  continuously  is  about 
9ff  to  100^  C.  Below  this  temperature,  the  insulation  is  not  per- 
manent, but  deteriorates  very  slowly,  breaking  down  in  perhaps 
twenty  to  fifty  yearq.    Above  this  temperature,  the  rate  of  deteriorar 
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tion  increases  very  rapidly;  on  short-circuit,  it  might  be  completely 
ruined  in  a  few  seconds. 

The  time  required  by  the  generator  to  reach  this  maximum 
allowable  temperature  depends  upon  many  conditions.  If  the 
machine  is  heavy  and  contains  a  great  quantity  of  material,  its 
heat-storage  capacity  is  large,  and  it  may  take  12  hours  continuous 
operation  at  full  load  to  reach  a  steady  temperature.  If  it  is  a  small 
highH3peed  machine  for  the  same  capacity  and  having  approxi- 
mately equal  losses,  it  may  reach  a  steady  temperature  in  6  hours. 
This  time  depends  also  upon  the  ratio  between  power  losses  and 
radiating  surface. 

In  most  modem  machines  a  great  increase  of  output  is  obtained 
from  a  given  size  and  weight  by  using  fans  or  vanes  to  force  air 
currents  through  ''ventilating  ducts "  in  the  machine.  The  amount 
ol  losses  or  heat  that  can  be  carried  away  from  each  square  inch  of 
surface  without  exceeding  the  highest  permissible  temperature,  is 
thus  increased  enormously.  If  anything  should  happen  to  restrict 
the  quantity  of  air  blown  through  this  machine,  such  as  a  stoppage 
of  the  fans,  the  temperature  would  rise  very  rapidly,  probably 
beyond  the  allowable  limit  in  a  few  minutes.  In  some  locations, 
dirt  in  the  atmosphere  sticks  to  the  ventilating  passages  and  con- 
tracts them  so  that  the  machine  must  be  dismantled  and  cleaned 
periodically,  notwithstanding  the  facts  that  the  air  velocities  in  the 
passages  are  cyclonic  and  that  the  air  is  often  cleansed  before 
being  taken  to  the  machine. 

Variations  of  the  output  of  a  machine  also  have  an  im- 
portant effect  upon  both  the  rate  and  ultimate  amount  of 
its  temperature  rise.  The  average  power  output  depends 
directly  upon  the  average  value  of  the  effective  current;  but 
the  average  rate  of  heating  depends  upon  the  average  square 
of  the  effective  current  (PR)*  If  the  power  or  amperes  out- 
put varies,  we  shall  find  that  the  average  value  of  {PR)  is 
greater  than  the  value  of  (Average  /)*  X  R-  This  means, 
that  if  the  temperature  of  a  generator  or  other  machine  de- 
pends upon  the  average  rate  of  heating,  or  upon  the  average 
losses,  the  temperature  will  be  higher  on  a  fluctuating  load  than 
on  an  equivalent  steady  load. 

However,  if  the  variations  of  load  are  very  slow,  and  particularly 
if  the  high  loads  are  persistent,  the  danger  of  overheating  may  not 
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be  determined  by  the  average  watts  lost,  but  by  the  watts  lost  at 
the  high  loads.  Thus,  it  is  frequently  specified  or  guaranteed  that 
a  generator  shall  be  able  to  carry  rated  full-load  continuously, 
25  per  cent  overload  for  two  hours,  50  per  cent  overload  for  one 
minute,  and  100  per  cent  overload  momentarily,  all  without  danger 
to  its  insulation.  Evidently  the  temperature  rises  at  a  much 
greater  rate  than  the  load. 

The  operating  temperature  of  the  generator  depends  also  upon 
the  temperature  of  its  surroundings  and  upon  the  temperature  of 
the  air  supplied  to  it  for  ventilation.  The  load  determines  the 
power  losses,  and  these  determine  the  temperature  difference 
between  the  machine  and  its  surroundings.  But  the  danger  to  the 
insnlatioa  depends  upon  the  actual  maximum  temperature  of  the 
insulation.  If  the  operating  room  in  general,  and  the  ventilating 
2ur  in  particular,  has  a  high  temperature,  this  will  reduce  the  per- 
nuasible  margin  of  the  temperature  rise,  which  limits  the  rate  of 
heat  loss,  and  therefore  the  load.  If  the  air  temperature  is  low,  the 
generator  may  carry  a  larger  load  with  safety.  Sometimes,  par- 
ticularly in  small  plants,  the  capacity  of  the  generators  is  reduced, 
or  their  depreciation  at  rated  full  load  is  increased,  by  locating 
them  in  a  hot  or  poorly-ventilated  room.  Heating  is  a  condition 
which  aggravates  itself,  because  a  rise  in  temperature  of  the  windings 
increases  their  resistance,  so  that  the  same  current  produces  a 
greater  PR  loss,  and  this  tends  to  increase  the  temperature  still 
further. 

This  matter  of  heating  is  too  important  to  be  left  to  the 
varying  judgment  of  individuals,  and  therefore  definite  rules 
as  to  the  amount  of  temperature  rise  permissible,  and  the 
conditions  imder  which  it  should  be  measured,  have  been 
agreed  upon  by  electrical  engineers  and  manufacturers  of 
electrical  machinery.  These  are  to  be  found  among  the 
''Standardization  Rules"  of  the  American  Institute  of 
Electrical  Engineers,  which  specify  the  minimum  require- 
ments of  good  practice  in  the  operating  and  testing  of  electri- 
cal machinery.  The  rules  cover  in  detail  'many  points  other 
than  the  heating  and  rating  of  machines,  and  are  too  exten- 
sive to  be  reviewed  here.  They  may  be  found  in  any  elec- 
trical handbook,  and  should  be  referred  to  whenever  the 
rating  or  performance  of  any  electrical  machine  is  in  question. 
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Example  1.  The  Standardization  Rules  state  that  the  tempera* 
ture  of  the  field  and  annature  should  not  be  permitted  to  rise  more 
than  55**  C.  above  a  room  temperature  of  40**  C.  The  armature 
temperature  of  a  certain  generator  rises  70**  C.  when  delivering  a 
steady  load  of  200  kv-a.  What  is  the  greatest  load  in  kilovolt- 
amperes  which  this  generator  should  be  permitted  to  carry  con- 
tinuously at  this  voltage? 

Note,  (a)  The  rate  of  heat  loss  is  approximately  proportional 
to  the  difference  between  machine  temperature  and  room  tempera- 
ture. 

(6)  It  is  safe  to  assume  that  half  the  heat  loss  with  a  55**  rise  in 
temperature  is  due  to  hysteresis  and  eddy  currents  in  the  machine 
and  is  constant  at  all  loads.  The  other  half  is  due  to  the  PR  loss 
in  the  copper  and  is  thus  proportional  to  the  square  of  the  current. 

Applying  (a), 

loss  with  55^  rise      55      11 


loss  with  70**  rise      70^^14 


Applying  (6), 


let 


But 


I  =  current  with  55**  rise, 
I\  =  current  with  70**  rise. 
Loss  with  55**  rise  =  iron  loss  +  7V  loss. 


Thus 
Thus 

iron  loss  =  7*r  loss. 

loss  with  55**  rise  =  2  7V  loss. 
Loss  with  70**  rise  =  iron  loss  +  /iV  loss 

=  /V  loss  +  /i*r  loss. 

loss  with  55**  rise               2  (/*r  loss)               11 

or 
Thus 

loss  with  70**  rise      (ZV  loss)  +  (/i*r  loss)       14 

28  (7V  loss)  =  11  (7V  loss)  +  11  (7iV  loss) 
17  (7V  loss)  =  11  (7iV  loss). 

7V10SS       11 
7iV  loss      17 

That  is,  the  heat  loss  due  to  the  current  in  the  armature  windings 
must  be  reduced  so  that  it  is  only  H  of  its  present  value,  if  the 
temperature  is  not  to  rise  more  than  55**. 
This  heat  loss  is  proi>ortional  to  the  square  of  the  current,  thus 

7V108S  ^/^^ll 
7,*rloss      7i«      17* 
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But  the  kilovolt-amperes  delivered  by  the  generator  at  a  given 
voltage  is  proportional  to  the  current  in  armature  windings.    Hius 

kv-a.  (with  55**  rise)      I_  ^  .  /u  ^  8^ 

200  (with  70**  rise)    "  /i  "  V  17  ""  10* 

Therefore  the  output  of  the  generator  which  will  cause  a  55°  rise 
only  is  ^  of  the  output  which  causes  a  70**  rise,  or  -f^  of  200  =  160 
kv-a. 

The  generator  could  thus  be  run  as  a  160-kv-a.  machine  and  not 
overheat. 

Prob.  1-1.  When  operated  continuously  at  the  full-load  rating 
on  the  name  plate,  the  armature  of  a  certain  generator  attains  a'con- 
stant  temperature  of  40**  C.  above  the  room  temperature.  On  the 
basis  of  the  assumptions  of  Example  1,  calculate: 

(a)  By  what  percentage  the  total  heat  losses  in  the  armature 
may  safely  exceed  those  at  rated  full  load.  • 

(6)  By  what  percentage  the  current  output  may  safely  exceed 
the  rated  full-load  current? 

Prob.  2-1.  Fig.  1  shows  the  variations  of  current  input  to  a 
motor  driving  an  automatically-controlled  planer,  during  a  little 
more  than  one  cycle  of  operation.    Calculate: 

(a)  The  numerical  average  value  of  the  current,  regardless  of 
direction. 

(6)   The  effective  value  of  the  current. 

(c)  The  ratio  between  the  PR  loss  in  the  motor  during  one 
cycle  due  to  the  actual  current  as  shown  by  Fig.  365,  and  the  PR 
loss  that  would  occur  during  the  same  time  if  the  current  were 
steady  at  the  numerical  average  value. 

Prob.  S-1.  Fig.  2  shows  approximately  the  variation  of  cur- 
rent supplied  to  an  800-horse-power  2200-volt  225-r.p.m.  three- 
phase  induction  motor,  during  one  complete  cycle  of  operation  of  a 
water-hoist  to  which  it  is  geared,  in  a  mine.    Calculate: 

(a)  Average  value  of  /*. 

(6)  Square  of  average  value  of  /. 

(c)  Percentage  by  which  actual  watts  PR  loss  during  one  cycle 
of  operation  is  greater  or  less  than  the  PR  loss  would  be  if  the 
motor  were  to  take  an  equivalent  constant  current. 

Prob.  4-1.  The  rotating-field  coils  of  a  certain  alternator  rise 
45**  C.  above  the  room  temperature  of  25®  C,  when  carrying  such 
current  that  full  rat«d  voltage  is  obtained  from  armature  terminals 
at  zero  load,  rated  frequency.  The  field  current  of  this  alternator 
must  be  increased  15  per  cent  to  deliver  the  same  (rated)  voltage 
across  armature  terminals  at  full  load,  same  frequency.  Under 
ordinary  conditions,  the  excess  of  machine  temperature  above  room- 
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temperature  is  directly  proportional  to  the  heat  losses  in  the 
machine.  What  will  be  the  temperature  rise,  and  the  actual  tem- 
perature, of  the  field  coils  when  the  alternator  operates  steadily 
at  full  load?  (For  an  api»oximate  solution,  the  increase  in  resist- 
ance of  the  field  coils  due  to  temperature  may  be  neglected.) 


J9 


%^        ^ 


oecona^ 

Fig.  2.  Curve  of  current  taken  by  an  800-h.p.,  2200-yolt,  225-r.p.m. 
three-phase  induction  motor,  geared  direct  to  a  mine  water-hoist, 
having  a  capacity  of  260,000  gal.  per  hr.  The  curve  shows  one  hoist- 
ing cycle.    General  Electric  Co, 

3.  Advantages  of  High  Efficiency.    Efficiency  expressed 
exactly,  as  a  number,  is  the  ratio  between  the  output  of 
and  the  input  to  a  given  machine  or  process.    Thus: 
Instantaneous  efficiency  = 

real  power  output  in  watts,  kw.  or  h.p. 
real  power  input,  in  same  units  at  same  instant 

All-day  efficiency  = 
energy  output  during  one  day  in  kw.-hours  or  h.p-hours 
energy  input  during  same  day,  in  same  units. 

Efficiency  may  be  calculated  in  any  one  of  several  ways, 
depending  upon  the  form  in  which  it  is  convenient  or  neces- 
sary to  obtain  the  data.    Thus: 
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Efficiency  = 

output output input— total  losses 

input       output  +  total  losses  "  input 

It  is  not  within  the  scope  of  this  book  to  explain  methods 
for  measuring  the  quantities  which  must  be  known  in  order 
to  calculate  the  efficiency.  But  we  are  concerned  in  finding 
what  conditions  promote  the  highest  efficiency  of  the  alter- 
nator, and  what  it  costs  us  to  permit  a  lower  efficiency  than 
might  be.    A  higher  efficiency  means: 

1.  Less  cost  of  input  to  produce  a  given  output,  or  more 
'of  valuable  output  from  a  given  expenditure  for  input. 

2.  Larger  and  more  costly  engines  required  to  deliver 
a  given  amount  of  electric  power.  More  fixed  charges 
and  more  space  required. 

Prob.  &~1.  When  the  total  losses  of  a  machine  are  10  per  cent 
of  its  output,  what  is  its  efficiency? 

Prob.  6-1.  When  the  total  losses  of  a  machine  are  10  per  cent 
of  its  input,  what  is  its  efficiency? 

Prob.  7-1.  An  alternator  is  delivering  250  kv-a.  at  85  per  cent 
power-factor,  and  its  efficiency  at  this  load  is  92  per  cent.  How 
many  horse-power  must  the  direct-connected  engine  deliver  at  the 
shaft,  to  drive  this  alternator? 

4.  delation  of  Efflcieilcy  to  Load  on  Alternator.    The 

efficiency  is  lowered  by  any  condition  which  increases  the 
ratio  of  losses  to  output.  The  losses  in  an  alternator  are 
listed  in  Art.  2.  The  power  output  is  directly  proportional 
to  the  amperes  output  from  the  terminals,  to  the  volts 
between  terminals,  and  to  the  power-factor  of  the  receiving 
circuit,  or  the  phase  difference  between  the  current  and 
pressure  at  the  terminals. 

Suppose  we  increase  the  amperes  output  while  the  terminal 
volts  and  power-factor  remain  constant.  The  watts  output 
will  increase  in  direct  proportion  to  the  amperes  output, 
under  these  conditions.  But  the  PR  loss  in  the  armature 
will  increase  in  proportion  to  the  square  of  the  current.  No 
other  loss  is  affected  appreciably  by  the  change,  except  the 
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PR  loss  in  the  field.  The  voltage  tends  to  fall  when  the 
armature  current  increases,  and  to  keep  the  terminal  voltage 
constant  requires  an  increase  in  field  current.  This  increases 
the  field  PR  loss,  though  not  nearly  in  proportion  to  the  arm- 
ature PR  loss.  Whether  the  ratio  of  the  total  losses  to  the 
output  will  be  increased  or  diminished  depends  upon  whether 
the  losses  which  vary  with  the  load  are  greater  or  less  than  the 
losses  which  do  not  vary  with  the  load.  If  the  fixed  losses 
are  greater  than  the  variable  losses,  an  increase  of  output 
will  raise  the  efficiency.  But  as  soon  as  the  variable  losses 
become  greater  than  the  fixed  losses,  a  further  increase  of  out- 
put will  lower  the  efficiency.  For  illustration,  Table  I  gives 
results  of  a  test  for  losses  and  efficiency  on  a  fairly  large 
alternator;  it  is  taken  from  an  article  on  ''Shop  Testing  of 
Alternating-Current  Generators  and  Synchronous  Motors" 
in  "The  Electric  Jomnal,"  December,  1913. 


Tablb  I 


Load,  per  ceht  of 

rated 

Line  amperes  per 

{erminal 

Field  amperes 

Terminal  volts 

Core  loss,  in  kw 

Field  copper  loss, 

kw 

Armature     copper 

loss,  kw 

Friction  and  wind- 

agei  kw 

Total  losses,  kw 

Kv-a.  output 

Ileal  kw.  output. . . 

Real  kw.  input 

Efficiency,  per  cent 


0.0 

25.0 

50.0 

75.0 

100.0 

0.0 

49.0 

98.0 

147.0 

196.0 

77.0 

81.5 

86.5 

94.0 

101.5 

6300.0 

6300.0 

6300.0 

6300.0 

6300.0 

39.4 

39.5 

39.6 

39.7 

39. a 

4.68 

5.24 

5.92 

6.98 

8.13 

0.0 

0.42 

1.68 

3.78 

6.72 

30.25 

30.25 

30.25 

30.25 

30.25 

74.33 

75.41 

77.45 

80.71 

84.90 

0.0 

534.0 

1071.0 

1604.0 

2140.0 

0.0 

427.0 

857.0 

1283.0 

1712.0 

74.33 

502.4 

934.4 

1363.7 

1796.9 

0.0 

85.0 

91.7 

94.1 

95.3 

125.0 

245.0 
112.0 
6300.0 
39.9 

9.92 

10.51 

30.25 
90.58 
2672.0 
2137.0 
2227.6 
95.9 


At  all  loads  covered  by  Table  I,  the  sum  of  fixed  losses  (consisting 
of  friction,  windage  and  core  loss)  is  larger  than  the  sum  of  variable 
losses  (field  copper  loss  and  armature  copper  loss),  and  the  efficiency 
is  continually  increasing  as  the  output  increases.    It  is  apparent, 
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however,  that  the  efficiency  is  approaching  a  maxiTnnm  ralue,  as 
the  variable  losses  become  more  nearly  equal  to  the  constant 
losses. 

By  drawing  from  the  above  data  a  curve  with  field  copper  loss 
and  per  cent  load  as  codrdinates,  and  extending  this  curve  as  far  as 
260  per  cent  of  rated  load,  we  may  arrive  at  the  following  approxi- 
mate values: 

At  200  per  cent  load,  output  =  3424  kw. ;  core  loss  »  40.2  kw.; 
friction  and  windage  =  30.3  kw.;   field  copper  loss  ^  20.7 
kw.;   armature   copper   loss  »  26.9 kw. 
Effidency  =  96.6  per  cent;  '*  constant "  losses  =  70.5  kw. ;  ''  vari- 
able "  losses  =47.6  kw. 
At  220  per  cent  load,  output  —  3770  kw.;  core  loss  «=  40.3  kw.; 
friction  and  windage  ^  30.3  kw.;   field  copper  loss  =  26.1 
kw.;  armature  copper  loss  »  32.5  kw. 
Efficiency  »  96.6  per  cent;  ''  constant "  losses  =  70.6  kw. ;  ^'  vari- 
able "  losses  =  58.6  kw. 
At  240  per  cent  load,  output  »  4110  kw.;  core  loss  «  40.4  kw.; 
friction  and  windage  =>  30.3  kw.;   field  copper  loss  =  39.3 
kw. ;  armature  copper  loss  »  38.7  kw. 
Efficiency  =  96.5  per  cent;  '*  constant "  losses  =  70.7  kw. ;  "  vari- 
able "  losses  =  78.0  kw. 
At  260  per  cent  load,  output  »  4450  kw. ;  core  lo^  »  40.5  kw. ; 
friction  and  windage  =  30.3  kw.;   field  copper  loss  =  59.6 
kw.;  armature  copper  loss  »  45.4  kw. 
Efficiency  =s  96.1  per  cent;  "  constant "  losses  =  70.8  kw. ;  "  vari- 
able "  losses  =  X05  kw. 

These  results  illustrate  several  important  facts: 

1.  The  efficiency  reaches  its  maximum  value  at  about 
that  load  for  which  the  sum  of  the  losses  that  vary 
with  load  is  equal  to  the  sum  of  losses  that  do  not  vary 
with  load.  This  relation  is  in  general  only  approxi- 
mate, but  it  may  be  proved  by  mathematics  to  hold 
exactly  for  any  case  where  the  total  variable  loss  is 
proportional  to  the  square  of  the  output.  This  is  true 
of  the  armature  copper  loss  but  not  of  the  field  copper 
loss.  Neither  is  the  field  copper  loss  constant.  If 
the  variation  of  field  current,  required  to  keep  the 
terminal  voltage  constant,  were  not  great,  the  field 
copper  loss  would  be  grouped  with  the  constant  losses 
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in  applying  this  general  relation  for  maximum  effi- 
ciency. 

2.  The  core  losses  are  very  nearly  constant.  They  con- 
sist of  hysteresis  and  eddy-current  losses  in  arma- 
ture core  and  pole  faces,  and  their  amount  depends 
upon  the  frequency  (speed)  and  flux  density  in  the 
cores.  The  frequency  and  terminal  voltage  are 
assumed  to  be  held  constant.  As  the  load  or  arma- 
ture current  increases,  the  e.m.f .  induced  in  the  arma- 
ture windings  must  increase  sUghtly  to  overcome  the 
voltage  drops  within  these  windings  and  keep  the 
terminal  voltage  constant.  Consequently,  the  flux 
(and  therefore  the  flux  density)  must  be  increased 
slightly  as  the  output  increases,  and  the  core  loss  is 
therefore  greater.  A  part  of  the  increase  of  field 
current  is  for  the  purpose  of  producing  this  increase 
of  flux  and  induced  e.m.f. 

3.  The  friction  and  windage  losses  are  constant.  These 
depend  principally  upon  the  speed,  which  is  constant. 

4.  The  armature  copper  loss  increases  as  the  square  of 
the  armature  current,  or  as  the  square  of  the  kv-a. 
output  if  the  voltage  is  constant,  or  as  the  square  of 
the  kilowatt  output  if  the  voltage  and  power-factor 
are  both  constant. 

5.  The  field  copper  loss  increases  with  the  output.  In 
this  particular  case  it  increases  quite  rapidly;  in  other 
cases  it  may  be  almost  constant  and  independent 
of  the  load.  To  keep  the  terminal  voltage  constant, 
as  is  usually  required,  some  increase  of  field  current 
is  necessary  for  reasons  cited  in  (2).  If  the  iron  is 
already  nearly  saturated  with  flux,  a  large  increase  in 
field  current  is  necessary  to  produce  a  small  increase 
in  flux.  Alternators  are  usually  designed  so  that  their 
cores  are  not  nearly  saturated  at  rated  full  load;  but 
if  they  are  operated  at  great  overloads  or  much  above 
rated  voltage,  saturation  may  be  approached. 
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The  load  on  this  particular  alternator  has  a  power- 
factor  of  0.80,  and  therefore  the  armature  current  has 
a  considerable  reactive  component.  It  will  be  shown 
presently  that  current  lagging  90^  behind  the  induced 
e.m.f.  in  an  alternator  exercises  a  magnetic  effect 
C' armature  reaction'')  which  directly  opposes  that 
of  the  field  winding  and  tends  to  reduce  the  flux. 
To  keep  the  voltage  constant,  therefore,  a  further 
increase  of  field  current  may  be  necessary,  to  neutn^ 
lize  the  demagnetizing  effect  of  any  lagging  reactive 
component  of  armature  current  that  exists  when  the 
power-factor  of  the  load  is  less  than  unity. 

The  rate  at  which  the  field  current  must  increase 
with  the  load  depends,  therefore,  very  much  upon  the 
power-factor  of  the  receiving  circuit.  It  depends  also 
upon  the  construction  of  the  machine.  If  the  number 
of  turns  in  the  armature  coils  is  large,  a  comparatively 
weak  field  winding  will  produce  enough  flux  to  generate 
rated  voltage;  but  a  given  amount  of  reactive  current 
through  this  large  number  of  armature  tiuns  produces 
an  excessive  demagnetizing  effect  upon  the  weak 
field.  In  such  case,  a  large  increase  of  field  current 
is  necessary  to  compensate  the  demagnetizing  effect 
of  the  large  number  of  armature  turns.  This  means 
a  large  increase  of  field  copper  loss  with  increase  of 
output,  which  affects  the  efficiency  as  already  ex- 
plained. 

Prob.  8-1.  Is  the  alternator  whose  performance  is  given  in 
Table  I  a  three-phase  or  a  two-phase  machine?    Prove  your  answer. 

Prob.  9-1.  Assuming  the  alternator  of  Table  I  to  be  three- 
phase,  star-connected,  calculate  the  effective  resiBtance  per  phase 
of  the  winding.  Repeat  the  calculation,  assuming  it  to  be  delta- 
connected. 

Prob.  lQ-1.  From  Table  I  draw  a  set  of  curves,  using  per  cent 
of  rated  output  as  abscissas,  and  as  ordinates  the  following: 

(a)  friction  and  windage  loss; 

(&)  friction  and  windage  loss  plus  core  loss; 
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« 

(c)  friction  and  windage  loss,  plus  core  loss,  plus  field  copper 
loss; 

(d)  total  losses; 

(e)  efficiency.  The  ordinates  of  the  loss  curves  are  to  be  plotted 
to  a  scale  of  kilowatts,  and  of  the  efficiency  curves  to  a  scale  of 
percentage.  Explain  how  these  curves  illustrate  the  points  dis- 
cussed in  the  preceding  article. 

Prob.  11-1.  (a)  If  the  alternator  of  Table  I  were  to  operate 
at  full  rated  load  and  100  per  cent  power-factor,  what  losses  would 
be  changed,  and  how? 

(6)  What  would  be  the  approximate  value  of  effidenpy  under 
this  condition? 

(c)  What  would  be  the  efficiency  when  delivering  full  rated  load 
at  50  per  cent  power-factor,  neglecting  change  of  field  current 
required  for  constant  voltage? 

6.  What  is  a  Good  Efficiency?  High  efficiency  is  ob- 
tained generally  by  increasing  the  first  cost  of  the  machine. 
High  efficiency  means  small  losses  corresponding  to  a 
given  output.  Small  copper-losses  mean  low  resistances,  and 
low  resistances  mean  large  sizes  of  wire  which  are  heavy 
and  cost  much  more.  Small  core-losses  mean  low  flux 
densities,  and  low  densities  mean  large  core-areas  to  carry 
enough  flux  to  generate  the  required  e.m.f.  at  standard 
frequency.  Large  core-areas  mean  large  volume  and  weight 
of  iron  in  the  magnetic  circuit,  which  again  increases  the 
cost  of  thq  machine.  Low  core-loss  also  means  high-grade 
iron  or  steel,  with  thin  laminations  well  insulated  from  one 
another,  and  all  this  increases  the  cost  still  further. 

It  is  possible  for  the  designer  to  build  an  alternator  for 
almost  any  desired  output  with  almost  any  desired  efficiency, 
by  being  sufficiently  liberal  with  quantity  and  quality  of 
materials  and  skilled  labor.  Experience  has  indicated,  how- 
ever, that  it  is  not  economical  to  build  the  average  alternator 
of  given  size  for  an  efficiency  higher  than  a  certain  fairly 
definite  value.  We  have  here  a  distinction  between  efficiency 
and  economy.  Why  is  it  not  economical,  or  why  does  it 
not  "pay,"  sometimes  to  build  machines  for  the  highest 
possible  efficiency? 
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Consider  that  we  have  a  hydro-electric  plant  with  a  limited 
amount  of  power  available  (1000  kw.)  and  a  market  for  all  tilie 
eneisy  we  can  generate  (24  hours  per  day)  at  1  cent  per  kilowatt- 
hour.  Will  it  pay  to  specify  a  96  per  cent  efficiency  for  the  generator, 
rather  than  95  per  cent?  If  we  get  the  higher  efficiency  alter- 
nator, we  shall  reduce  the  total  losses  by  10  kw.,  or  1  per  cent  of 
the  input,  or  we  shall  have  this  much  more  of  salable  output  from 
the  same  water  power.  During  one  year  this  represents  (24  X 
365  X  10)  =  87,700  kw-hours,  which,  at  1  cent  per  kw-hour,  will 
sell  for  $877  per  year.  Now,  every  dollar  invested  in  the  plant 
must  earn  or  save  at  least  13  cents  per  year.  This  is  the  amount 
necessary  to  pay  *'  fixed  charges  "  (consisting  of  interest,  deprecia- 
tion, taxes  and  insurance)  on  one  dollar  of  invested  capital  for  one 

$877 
year.     Therefore,  we  can  afford  to  pay  r-— -  =  $6750  more  for 

U.lo 

the  generator  having  96  per  cent  efficiency,  than  for  the  generator 

having  95  per  cent  efficiency.    If  the  extra  cost  of  the  higher 

efficiency  generator  is  less  than  this  figure,  we  should  by  all  means 

specify  a  96  per  cent  efficiency  (or  perhaps  even  higher),  because  the 

increase  in  earning  will  pay  more  than  the  fixed  charges  on  the 

additional  investment  required,  or  will  pay  higher  dividends  than 

were  anticipated.    If,  on  the  other  hand,  the  extra  cost  of  the  96 

per  cent  generator  is  more  than  $6750,  it  would  be  unwise  (from 

the  view-point  of  cost  alone)  to  specify  96  per  cent  efficiency,  and 

some  lower  value  would  be  more  economical. 

A  wise  engineer  would  consider  future  prospects,  also,  to  some 

extent  in  solving  this  problem.    If  a  generator  were  to  be  used  in  a 

water-power  plant  so  located  that  there  would  be  not  even  a  remote 

prospect  of  selling  all  the  power  that  could  be  had  from  the  water 

available,  it  would  be  "poor  business"  to  pay  more  than  necessary 

for  the  generator  by  demanding  an  unusually  high  efficienoy.    On 

the  other  hand,  in  locations  where  the  cost  of  fuel  is  high  and  space 

for  generating  equipment  is  expensive  (as  in  steam-electric  plants 

situated  in  cities),  even  a  small  fraction  of  one  per  cent  increase  in 

efficiency  has  a  very  great  value,  and  improvements  or  refinements 

which  reduce  the  losses  will  pay  well.    It  is  obvious,  from  these 

considerations,  that  the  efficiency  should  be  chosen  with  regard  for 

the  demand  for  and  value  of  a  kilowatt-hour  to  the  plant  in  question, 

and  also  with  regard  for  the  increase  of  first-cost  of  the  alternator 

to  produce  a  higher  efficiency. 

Efficiencies  at  rated  full  load  measured  by  test  on  many 
alternators,  large  and  small,  are  given  in  Table  II,  which  is 
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taken  from  a  paper  by  E.  M.  Oliiii  Trans.  A.I.E.E.,  June, 
1912.  Notice  that  in  general  the  efficiencies  are  lower  for 
the  smaller  machines.  Neither  the  size  and  weight  nor  the 
losses  of  a  dynamo  can  be  reduced  in  exact  proportion  to  its 
rated  output.  A  small  machine  is  always  heavier  and  more 
expensive  in  proportion  to  its  capacity,  and  usually  has  a 
lower  efficiency,  than  a  larger  machine,  other  things  being 
equal  (such  as  quality  of  materials,  workmanship,  and  the 
like). 

Notice,  also,  from  Table  II,  that  several  machines  of  the  same 
rated  output  may  have  efficiendes  that  differ,  although  the  values 
are  fairly  close  together.  This  is  due  to  the  influence  of  conditions 
already  mentioned.  The  alternators  also  differ  widely  in  the  distri- 
bution of  losses  at  their  rated  full  load.  For  instance,  the  ratio  of 
variable  losses  iWPR)  to  constant  losses  (TT^  +  Wr)  varies  between 

{2!^'  0.064)for  Alternator  No.  30,  and(^;^=1.49) 

for  Alternator  No.  2.  We  have  seen  that  the  efficiency  is  greatest 
in  any  one  machine  when  this  ratio  is  approximately  unity  (1.00). 
Ther^ore  it  appears  that  Alternator  No.  30  (8000  kw.)  will  reach  its 
maximum  efficiency  when  greatly  overloaded,  and  that  Alternator 
No.  2  reached  its  maximum  efficiency  at  a  load  considerably  less 
than  its  rated  output. 

The  rated  full  load  of  an  alternator  is  usually  the  largest 
output  which  it  can  deliver  continuously  without  exceeding 
a  safe  temperature  in  any  part  of  the  machine.  It  is  within 
the  power  of  the  designer  to  determine  whether  the  maximum 
efficiency  of  the  alternator  shall  occur  when  the  output  is 
less  than,  equal  to,  or  greater  than  this  rated  full  load.  By 
being  generous  with  copper  and  sparing  of  iron,  making  the 
variable  losses  small  in  comparison  with  the  fixed  losses,  the 
maximum  efficiency  is  caused  to  happen  at  a  heavy  load. 
By  being  generous  with  iron  in  the  magnetic  circuits  and 
sparing  of  copper  in  the  electrical  circuits,  the  variable  losses 
are  caused  to  be  large  in  comparison  with  the  fixed  losses, 
and  the  maximum  efficiency  occurs  at  light  load.  The  same 
statements  apply  to  electric  motors,  transformers,  and  other 
apparatus. 
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1 

Fable  II. 

—  Epficibncy  Tests  on  A-C.  Generators* 

No. 

Size 

J^re- 

LO08, 

Loes, 

LofSB, 

Total 

Efficiency 

rated  kv-a. 

quency. 

WlXR. 

Wf, 

Wr, 

leas. 

St  full-load. 

1 

100 

60 

2.78 

1.08 

3.50 

7.36 

93.15 

2 

100 

60 

6.14 

0.82 

3.30 

10.26 

90.7 

3 

125 

60 

3.19 

3.70 

2.97 

9.86 

91.1 

4 

200 

60 

2.58 

1.72 

2.45 

6.75 

93.7 

5 

300 

25 

1.77 

0.71 

3.33 

5.81 

94.5 

6 

300 

60 

1.89 

1.90 

2.40 

6.19 

94.15 

7 

333 

60 

0.83 

1.47 

2.94 

5.24 

95.0 

8 

400 

60 

2.64 

0.61 

3.00 

6.25 

94.15 

9 

500 

25 

2.25 

0.50 

1.42 

4.17 

96.0 

10 

500 

60 

0.65 

3.66 

4.16 

8.47 

92.25 

11 

600 

60 

0.83 

1.79 

2.27 

4.89 

95.4 

12 

700 

60 

1.65 

0.94 

1.86 

4.45 

95.78 

13 

725 

60 

1.52 

0.70 

1.27 

3.49 

96.7 

14 

1000 

60 

1.67 

1.52 

1.83 

5.02 

95.26 

15 

1000 

60 

0.74 

4.10 

1.66 

6.50 

93.9 

16 

1250 

60 

1.25 

0.83 

2.65 

4.73 

95.5 

17 

1250 

60 

1.04 

0.83 

2.59 

4.46 

95.77 

18 

1500 

60 

0.66 

3.16 

3.16 

6.98 

93.5 

19 

2000 

60 

1.03 

0.92 

2.10 

4.05 

96.13 

20 

2000 

60 

1.20 

1.19 

1.83 

4.22 

96.0 

21 

2500 

60 

0.56 

2.00 

2.40 

4.96 

95.3 

22 

3000 

60 

0.95 

2.01 

2.46 

5.42 

94.82 

23 

3000 

60 

0.76 

1.47 

2.57 

4.80 

95.4 

24 

3000 

25 

0.51 

3.73 

2.00 

6.24 

94.15 

25 

3000 

60 

1.18 

1.62 

1.70 

4.50 

95.76 

26 

3  750 

60 

1.47 

0.49 

1.46 

3.42 

96.75 

27 

4000 

60 

0.47 

4.13 

2.53 

7.13 

93.3 

28 

5000 

60 

0.91 

0.89 

1.98 

3.78 

96.4 

29 

6666 

60 

0.41 

2.17 

2.55 

5.13 

95.1 

30 

8000 

60 

0.32 

2.77 

2.23 

5.32 

94.9 

31 

10  000 

60 

0.40 

2.40 

1.85 

4.65 

95.6 

*  All  losses  expressed  in  per  cent  of  output  at  rated  full-load,  non-inductive. 

WiiR  »  loss  due  to  resistance  of  windings,  brushes,  and  sliding  contacts,  to  useful 

current  flowing,  in  field  and  armature; 
Wf^  loes  in  friction; 
Wr  —  rotation  loss,  not  frictional,  due  to  hysteresis  and  eddy  currents  caused  by 

rotation  of  iron  through  the  magnetic  field,  and  all  /'A  losses  due  to  local 

or  useless  currents  within  the  armature. 

Prob.  12-1.  Calculate  the  efficiency  at  J,  J,  Ij,  and  \\  times 
rated  full-load,  for  the  500  kv-a.  alternator  No.  9  in  Table  II. 
Assume  that  the  values  given  in  Table  II  correspond  to  rated  full- 
load  unity  power-factor,  and  that  one-quarter  of  the  total  full-load 
copper-loss  remains  constant  at  all  loads,  while  the  remainder  of 
the  copper  loss  varies  as  the  square  of  the  current  output  and  that 
all  rotational  losses  are  constant. 
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Prob.  18-1.  For  the  alternator  of  Prob.  12-1  draw  curves, 
using  per  cent  of  rated  full-load  kv-a.  output  as  abscissas  in  all  cases, 
and  as  ordinates  the  following: 

(a)  Kw.  lost  in  friction. 

(6)  Kw.  lost  in  friction  +  rotation  losses. 

(c)  Kw.  lost  in  friction  +  rotation  +  copper,  or  total  kw.  loss. 

{d)  Efficiency  in  per  cent. 

Extend  these  curves  if  need  be,  and  discuss  the  relation  between 
tiie  losses  when  the  load  is  such  that  the  efficiency  is  maximum. 

Assume  friction  and  rotation  losses  constant  at  aU  loads. 

Prob.  14-1.  For  each  alternator  listed  in  Table  II,  calculate 
each  loss  as  a  percentage  of  the  total  losses,  at  full-load.  Tabulate 
these  values,  showing  the  distribution  of  the  losses  in  the  various 
sizes  of  alternators  covered  by  Table  II.    Discuss  your  results. 

6.  Effect  of  Load  on  Voltage  of  Alternator.  Addition 
of  load  usually  causes  the  terminal  voltage  of  an  alternator 
to  change.  If  the  power-factor  of  the  load  is  100  per  cent, 
the  voltage  falls.  If  the  power-factor  is  less  than  100  per 
cent  and  the  current  lags,  the  voltage  falls  much  more  than 
with  non-inductive  load.  If  the  power-factor  is  less  than 
100  per  cent  and  the  current  leads,  the  voltage  will  fall  less 
than  with  non-inductive  load,  or  may  even  rise,  depending 
upon  the  proportion  of  leading  reactive  component.  Most 
generators  are  required  to  deliver  lagging  current.  Leading 
loads  are  the  exception,  and  are  met  usually  in  very  long 
distance  and  very  high  voltage  transmission  systems. 

The  inherent  or  automatic  change  of  voltage  which  occurs 
when  the  load  is  reduced  from  rated  full-load  to  zero  load, 
while  the  speed  and  field  current  are  kept  constant,  is  known 
as  the  "voltage  regulation."  It  is  usually  expressed  as  a 
percentage,  thus: 

Voltage  regulation,  in  per  cent  = 

(zero-load  voltage  —  full-load  voltageN      ^^ 
full-load  voltage  / 

An  ordinary  value  for  the  voltage  regulation  of  an  alter- 
nator would  be  8  per  cent  on  non-inductive  load  and  24  per 
cent  on  a  lagging  inductive  load  having  80  per  cent  power- 
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factor.  For  the  average  central  station  load,  consisting  of 
lighting  and  power,  a  power-factor  of  80  per  cent  should  be 
assumed.  Power-factors  of  90  to  95  per  cent  are  usually  ob- 
tained only  when  the  load  is  entirely  incandescent  lighting  or 
heating.  Power-factors  as  high  as  this,  or  even  above  95 
per  cent,  may  be  obtained  if  a  large  part  of  the  load  consists 
of  sjmchronous  motors,  which  are  adjusted  to  take  a  leading 
reactive  component  of  current  from  the  system.  A  power- 
factor  of  70  per  cent  may  be  expected  in  a  plant  having  a 
large  proportion  of  induction  motors,  arc  lighting,  electric 
furnaces,  or  electric  welding  load.*  An  extensive  set  of 
measurements  of  power-factor  on  motor  service  circuits  and 
industrial  installations  in  Cleveland,  reported  by  H.  L. 
Wallau  in  the  Electrical  World,  Nov.  22,  1913,  shows  maxi- 
mum and  minimum  values  of  0.95  and  0.20  respectively, 
with  an  average  of  0.69.  The  power-factor  of  the  entire 
station  load  was  89  per  cent  by  day  and  92  per  cent  by  night. 
From  this  data  it  is  evident  that  the  effect  of  load,  and 
particularly  of  low  power-factor,  upon  the  voltage  of  alter- 
nators must  be  studied.  In  many  central  stations  the  maxi- 
mum allowable  variation  of  voltage  is  considered  to  be  5 
per  cent  during  the  daytime  and  2  per  cent  during  the  night. 
Sudden  variations  are  much  more  objectionable  than  slow 
variations.  Good  inherent  voltage  regulation  in  the  alter- 
nator itself  must  be  depended  upon  to  limit  these  variations 
of  voltage  due  to  very  rapid  fluctuations  of  load.  Automatic 
voltage-regulators,  operating  to  adjust  the  field  current,  are 
perfectly  capable  of  preventing  the  slower  variations  of 
voltage.  Where  the  load  is  principally  motors,  constancy  of 
voltage  is  not  usually  as  important  as  where  the  load  is 
largely  lighting. 

Sxample  2.  What  is  the  power-factor  of  a  generator  when  it 
is  loaded  with  400  kw.  at  87  per  cent  lagging  power-factor  and  with 
600  kw.  at  75  per  cent  lagging  power-factor? 

*  See  Electric  Journal,  1911,  page  623. 
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Draw  Fig.  3  representmg  the  400  kw.  by  the  line  OA. 

Draw  OB  at  an  angle  of  30°  (87  per  cent  =  cos  S(f)  and  draw  AB 
perpendicular  to  OA. 

The  line  OB  represents  the  kilovolt-ampere  load  of  which  the  line 
OA  IS  the  effective  power  and  the  line  AB  is  the  reactive  power. 


Flo.  3.    Topographic  vector  diagram  showing  the  method  of  adding 

loads  with  different  power-factors. 

Similarly  draw  BC  from  B  parallel  to  OA  to  represent  the  effective 
load  of  600  kw.  Draw  BD  and  DC  to  represent  the  total  kv-a.  load 
and  the  reactive  load  respectively. 

Draw  the  construction  lines  AE  and  CE, 

Total  effective  power  =  OA  +  BC  =  1000  kw. 

Total  apparent  power  =  OD  =  VdE^  +  OE^. 

DE^DC  +  CE 

=  600  tan  41.5°  +  400  tan  3tf* 
=  631  +  231 
=  762. 
[OE^OA+AE 
=  400  +  600 
=  1000 

Thus  OD  =  V762«  +  1000« 

=  1260  kv-a. 
Power-factor  of  load       =  cos  9 

_1000 

1260 
=  79.7  per  cent. 

Prob.  11^1.  An  alternator  supplies  three  feeders,  one  of  which 
takes  100  kw.  at  80  per  cent  power-factor,  another  200  kw.  at  85 
per  cent  power-factor  and  the  third  150  kw.  at  95  per  cent  power- 
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factor,  all  lading.     What  load,  in  kilowatts  and  in  kilovolt- 
amperes,  is  the  alternator  deUvering,  and  at  what  power-factor? 

Prob.  16-1.  (a)  If  a  load  of  50  kw.  at  90  per  cent  power-factor 
is  suddenly  added  to  the  third  feeder,  by  what  percentage  is  the 
total  armature  current  of  the  alternator  increased,  and  what  does 
its  power-factor  become? 

(&)  If,  at  the  same  instant,  the  second  feeder  drops  a  load  of 
100  kw.  having  95  per  cent  power-factor,  by  what  percentage  is  the 
armature  current  of  the  alternator  greater  or  less  than  its  initial 
value,  and  what  is  its  power-factor?  Assume  terminal  voltage  to 
be  held  constant. 

Prob.  17-1.  If  an  alternator  supplies  two  feeders,  one  at  a 
power-factor  of  70  per  cent  and  the  other  at  95  per  cent,  what  must 
be  the  ratio  between  the  power  (kilowatts)  taken  by  these  two 
feeders  in  order  that  the  total  power-factor  of  the  alternator  may 
be  85  per  cent?  If  the  terminal  voltage  of  the  alternator  is  kept 
constant  when  the  first  feeder  is  disconnected,  by  what  percentage 
will  the  power  output  and  the  rate  of  heating  (PR)  in  the  arma- 
ture be  reduced? 

7.  Effects  of  Unsteady  Voltage.  Fluctuation  of  volt- 
age in  an  electric  supply  system  is  a  disadvantage  to  both 
central  station  and  customer,  and  there  are  no  compensating 
advantages.  Considering  the  lamps  connected  to  the  sys- 
tem, we  find  that  when  they  are  operated  at  a  voltage  above 
normal  their  life  decreases  very  rapidly;  and  this  shortening 
of  life  is  particularly  bad  with  carbon  lamps  and  gem  lamps, 
which  it  is  the  practice  of  central  stations  to  renew  free  of 
charge.  If  the  voltage  drops  below  normal,  the  life  is 
lengthened  correspondingly,  but  the  candle-power  and  the 
watts  consumed  by  the  lamp  decrease  very  rapidly.  This 
is  unsatisfactory  to  the  central  station,  because  the  consumer 
takes  less  kilowatt-hours  and  the  income  of  the  central 
station  is  correspondingly  reduced.  It  is  also  unsatisfactory 
to  the  consumer  both  because  the  power  consumed  by  the 
lamps  does  not  decrease  in  proportion  to  the  candle  power 
and  because  a  flickering  or  unsteady  light  is  very  disagreeable 
and  injurious  to  the  eyes. 

Considering  motors  connected  to  the  circuit,  we  find  that 
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the  speed  of  most  types  of  alternating-current  motor  is  not 
much  affected  by  changes  of  voltage.  The  speed  of  the 
synchronous  motor  would  not  change  at  all;  the  speed  of 
the  induction  motor  would  change  slightly,  and  the  speed 
of  the  series  motor  considerably  more.  However,  the  maxi- 
mum torque  which  an  induction  motor  (commonest  type  of 
alternating-current  motor)  can  develop  varies  approximately 
as  the  square  of  the  voltage  applied.  This  means  that  a  given 
percentage  decrease  of  voltage,  such  as  is  likely  to  result 
from  bad  regulation  of  generator  and  Une  when  the  motor 
is  overloaded  and  is  taking  a  large  current  at  low  power- 
factor,  will  reduce  its  capacity  for  instantaneous  overloads 
by  a  much  greater  percentage. 

8.  Causes  of  Voltage  Variation  in  Alternator.  In  order 
to  make  the  discussion  more  definite  and  simple,  we  shall 
consider  at  first  a  single-phase  alternator,  or  one  phase  of  a 
polyphase  alternator.  Also  we  shall  assume  that  the  field 
current  of  the  alternator  is  held  constant.  All  alternators 
are  driven  at  practically  constant  speed  by  well-governed 
engines,  because  a  variation  of  frequency  would  cause  a 
proportional  change  of  speed  in  all  motors  connected  to  the 
alternator,  which  is  objectionable  to  the  consumer.  Under 
these  conditions,  changes  of  terminal  voltage  must  be  due 
to  changes  of  flux  or  to  voltage  drops  or  reactions  within  the 
armature  windings.  In  fact,  both  of  these  effects  are  pro- 
duced when  current  fiows  through  the  armature  windings. 

The  winding  has  some  resistance,  and  a  part  of  the  e.m.f. 
which  is  generated  must  be  used  up  within  to  overcome  the 
opposition  which  this  resistance  offers  to  the  flow  of  current. 

In  Fig.  4,  the  vector  Ei  represents  the  total  e.m.f.  induced, 
and  /  the  current  flowing,  in  the  winding.  The  e.m.f.  vector  r/, 
opposite  to  /,  represents  the  reaction  against  the  flow  of  ciurent 
due  to  resistance;  r  is  the  effective  resistance  of  the  winding  (per 
phase).  The  resultant  of  the  generated  e.m.f.  {Ei)  and  the  reaction 
{rl)  is  the  terminal  e.m.f.  Et,  on  the  supposition  that  there  is  no 
reaction  except  that  caused  by  resistance.     The  induced  e.m.f. 
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Om  ^vpowOT  fMtor 

OftlMUMd 


may  be  thou^t  of  as  compoeed  of  two  components,  as  in  Fig.  5, 

the  tenninal  voltage  Et  and  the  voltage  (r/)  used  to  overcome 

the  armature  resistance.  The  power- 
factor  of  the  receiving  circuit  or  load 
is  equal  to  the  coeme  of  the  aii^e  (6) 
of  phase  difference  between  Et  and  /. 
The  eflfective  reststance  or  alternating- 
current  resistance  (r)  is  a  number 
which,  multiplied  by  the  square  of 
the  effective  value  of  current  flowing 
through  the  winding,  gives  a  product 
equal  to  the  total  averi^  watts  lost 
or  transformed  into  heat,  in  the 
armature  copper.  It  is  usually  about 
15  per  cent  greater  than  the  direct- 

Fig.  4.  The  terminal  e.m.f.  current  resUtance.  The  difference 
Et  is  the  resultant  of  the  between  the  alternating-current  resist- 
induoed  e.m.f.  Ei  and  the  ance  and  the  direct-current  resistance 
resistance  reaction  (r/)  in  ig  due  to  eddy  currents  in  the  con- 
the  armature.  ductors,  and  to  the  tendency  (called 

"skin  effect'')  of  alternating-currents  to  flow  near  the  surface 

of  wires  (particularly  when  the  wires  are 

large  or  the  frequency  is  high). 
But  there  are  other  reactions  be^des 

that  due  to  resistance  of  the  armature 

winding.    When    current    flows    through 

the  armature,  the  conductors  build   up 

around  themselves   local  fluxes   entirely 

independent  of  the  main  field  flux  which 

produces  Ei,    These  local  fluxes  alternate 

with  the  armature  current,  and  this  alter- 
nation of  flux  linking  with  the  annature 

wires    induces    e.m.f .'s    in    these  '  wires. 

This  local  flux  is  in  phase  with  the  anna-  Fig.   5. 

ture  current  /,  and  the  e.m.f.  induced  by 

this  flux  is  90^  out  of  phase  with  the  flux 

ahd  lagging  behind  it.    This  e.m.f.  is  the 

reaction  or  counter-e.m.f.  due  to  self-induo- 

tance  of  the  annature  winding,  and  it  thus 

lags  90^  behind  L    In  Fig.  6,  we  take 

account  of  the  reactance  (x),  due  to  self- 
inductance  of  the  annature  winding,  as  well  as  of  the  resistance  (r). 

In   this  figure   (xl)   is  the  induced  e.m.f.   or  reaction   due  to 


r/drop 


The  induced 
e.m.f.  Ei  is  composed 
of  two  parts,  Etf  the 
terminal  e.m.f.  and 
(r/)  the  volts  required 
to  overcome  the  arma- 
ture resistance. 


ALTERNATORS:    RBOULATtON  AND  CONTKJL       25 

change  in   tbe   number  of  interlinkagea  bMween  the  armature 
wiresandthefluxproducedbyarmaturecurreut;  r/istbe 
'  reaclj(»i,  as  in  fig.  4;  zl  (the  vector  ^ 

sum  at  rl  and  xl)  is  the  total  reactiOD, 
or  impedance  voltage,  due  to  resist- 
ance and  inductive  reactance  of  tbe 
armature    winding.     The    resultant 
of  z/  and  Ei  is  the  terminal  voltage  B^ 
A    more    usual    and   convenient 
method  which  am  be  used  for  find- 
ing Ei  when  Ei,  I  and  coe  9  (or 
power-factor  of  load)  are  ^ven,  is 
shown  in  Rg.  7.    This  ia  a  topo- 
graphic diagram   corresponding  ex-     rrvtu  ' 
actly  to  the  polar  diagram  of  Fig.  6, 
except  for  the  fact  that  it  ia  the 
reverse   procesa, '  namely,    that   of               (i™«u,« 
detennining  what  total  e.m.f.  (£<} 
must  be  induced  by  the  main  field, 
in  order  to  have  a  ^ven  e.m.f.  {EtI 
between  terminals,  when  a  current 
of  /  amperes  is  deUvered  at  a  power- 
factor  (cob  B).    In  this  case,  we  begin  by  drawing  Et.    Then  lay 
off  /,  lagging  behind  Et  by  on 
angle  whose  cosine  is  the  (pven 
power-factor.     Then  lay  out  from 
the    end    of    Et  an    e.m.f.    (ob) 
parallel   to  /  and  in  the  same 
direction,  and  of  a  length  repre- 
senting (r7)  volts  (to  the  same 
scale  that  Et  is  drawn).     This  is 
.  the  e.ni.f.  required  to  overcome  flie 
reactioa  due  to  renstance  of  the 
armature   winding.    Now,    from 
Fio.   7.     A   topographic    vector  the  end  6  lay  out  a  vector  {6c), 
diagram  tor  deUtrmining  the  in-  in  direction  leading  /  by  90°,  and 
duced  vdtage  Ei  neceeeary  in  in  value  equal  to  {xl)  where  x  is 
order  to  deliver  the  terminal  the  inductive  reactance  (in  ohms) 
voltage  Et  and  current  /  at  a  of  tiie  armature  winding.    This 
powo^fackff  (rf  006  ».                  is  the  e.m.f.  which  ia  reqnifed  to 
overcome    the    reaction    due    to 
•«U-ln4nctance    of    the    winding.    The   vectcff    tnm    of   Et,    ab 
and    he    is   the    total    e.m.f.    that    must    be    induced    in    the 


1, 


Pio.  6.  The  terminal  voltage 
Et  is  the  resultant  of  the 
EUToature  reactions  {xl)  and 
(rJ)  andtheinducede.m.f.Ej. 


26  ALTERNATINQ^URRENT  ELECTRICITY 

winding  by  the  main  field,  in  order  to  have  Et  volts  at  the 
terminals. 

I 

The  magnetic  effect  of  the  current  flowing  in  the  armature 
conductors  produces  not  only  a  reacting  e.m.f .  (counter  e.m.f . 
of  self-induction)  in  the  conductors,  but  also  produces 
important  changes  in  the  main  field  flux.  These  magnetic 
effects  of  the  armature  currents  upon  the  main  field  are 
known  by  the  general  term  ''  armature  reaction."  The 
armature  reaction  may  be  analyzed  or  resolved  into  two 
effects,  namely: 

First  A  distortion  of  the  main  field,  causing  it  to  be- 
come more  dense  at  some  places,  and  at  other  places 
less  dense,  than  it  was  at  zero  load. 
Second.  A  direct  weakening  or  strengthening  effect,  caus- 
ing the  main  field  flux  to  be  less  or  greater  than  it 
was  at  zero  load. 

The  distortion  of  the  main  field  changes  the  form  of  the  e.m.f. 
wave  in  each  armature  inductor,  and  may  cause  the  wave-shape  of 
the  terminal  e.m.f.  to  be  either  further  from  or  closer  to  a  sine  wave, 
when  the  load  is  increased  (see  First  Course,  Fig.  297).  This 
change  of  wave-shape  may  change  slightly  the  effective  value  of 
voltage.  The  weakening  or  strengthening  effect  decreases  or  in- 
creases the  amount  of  e.m.f .  (E,)  which  is  induced  in  the  armature, 
and,  therefore,  also  decreases  or  increases  the  terminal  e.m.f.  {Et). 

We  may  consider  the  armature  current  as  consisting  of  two  com- 
ponents which  flow  through  the  same  winding.  One  of  these,  in 
phase  with  Ei,  has  an  average  effect  to  distort  the  main  field  but 
not  to  change  appreciably  the  amount  of  fiux  or  the  effective  value 
of  Ei,  The  other  component  of  /,  lagging  or  leading  90**  with  re- 
spect to  Ei,  has  an  average  effect  to  reduce  or  to  increase  the  main 
fiux  and,  therefore,  correspondingly  reduce  or  increase  the  effective 
value  of  Ei  and  Et,  If  the  load  is  inductive  and  has  a  low  power- 
factor,  the  lagging  quadrature  component  of  /  is  relatively  large, 
the  weakening  of  the  main  field  is  greater,  therefore,  Ei  and  Et  fall 
more  for  a  ^ven  increase  of  7  than  would  be  the  case  with  a  higher 
power-factor.  It  was  the  demagnetizing  effect  due  to  lag^ng 
reactive  component  of  7,  which  caused  the  voltage  regulation  of  the 
alternator  in  Art.  120  to  be  24  per  cent  at  80  per  cent  power-factor, 
although  it  was  only  8  per  cent  at  100  per  cent  power-fkctor. 
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Example  8.  What  is  the  voltage  regulation  of  a  500-kv-a. 
single-phase  2300-volt  generator  at  unity  power-factor?  Effective 
armature  resistance  is  0.5  ohm  and  reactance  is  4  ohms.  Neglect 
all  reactions  except  those  represented  by  the  internal-resistftnce  drop 
and  the  inherent  reactance  drop. 


The  current  at  unity  power-factor  = 


500,000 
2300 


=  217  amp. 


Fia.  8.    Topographic  vector  diagram  for  determining  the  voltage  regu- 
lation of  a  generator  at  unity  power-factor. 

Construct  Fig.  8,  drawing  OEi  along  current  vector  I  to  repre- 
sent the  terminal  voltage  of  the  generator  under  full  load. 

Ir  =  217  X  0.5 
=  109  volte. 

Add  vector  7r  to  ^i  in  phase  with  Ei. 
Voltage  to  overcome  armature  reactance: 

Ix  =  217  X  4 

=  868  volte. 

Add  vector  Ix  leading  Ir  by  90**. 

The  vector  E  represente  the  e.m.f.  which  must  be  generated  to 
supply  the  terminal  voltage  Ei^  the  resistance  drop  Ir  and  the  re- 
actance drop  Ix. 

E  =  \/(2300  +  109)«  +  868« 
=  2560  volte. 

When  the  load  is  removed  from  the  generator,  the  terminal  volt- 
age will  rise  to  the  value  of  J&  or  to  2560.  Thus  the  no-load  voltage 
«2560. 

(no-load  volte)  —  (full-load  volte) 


Regulation  » 


(fuU-load  volte) 
^  2560  -  2300 

2300 
=  11.3  per  cent 
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Prob.  18-1.  A  three-phase  alternator  rated  1000  kv-a.  6600 
volts  has  an  effective  resistance  of  0.5  ohm  and  a  reactance  of 
10.0  ohms  per  phase  of  the  winding.  Assmning  these  constants 
to  represent  all  reactions  which  affect  the  drop  of  terminal  voltage 
under  load,  calculate  the  following  (the  phases  being  Y-connected) : 

(a)  Volts  required  between  terminals  of  each  phase  of  the  winding 
at  rated  full  load,  power-factor  1.00. 

(6)  Amperes  in  each  phase  of  winding,  rated  full  load. 

(c)  Volts  required  to  overcome  reactions  due  to  resistance,  and 
to  reactance. 

(d)  Total  voltage  induced  in  each  phase. 

(e)  Increase  of  voltage  when  full  load  is  removed. 

(/)  Voltage  r^ulation,  per  cent.  Illustrate  solution  by  vector 
diagram. 

Prob.  1^1.  Repeat  calculations  of  Prob.  lS-1  on  basis  of 
Y-connected  alternator  supplying  load  of  80  per  cent  lagging 
power-factor. 

Prob.  20-1.  Repeat  Prob.  18-1  for  alternator  A-connected 
at  same  phase  voltage  with  load  of  100  per  cent  power  factor. 

Prob.  21-1.  Repeat  Prob.  18-1  for  alternator  A-connected 
with  load  of  80  per  cent  power-factor. 

9.  Armature    Reaction    in    Single-phase    Alternators. 

Some  explanation  of  the  bare  statement  of  facts  given  in  the 
preceding  article  is  necessary  to  a  proper  understanding  of 
important  operating  features  of  alternating-current  genera- 
tors and  motors.  Let  us  first  analyze  the  me^netic  actions 
of  the  armature  of  a  single-phase  alternator,  or  a  polyphase 
alternator  of  which  only  one  phase  is  loaded.  In  Fig. 
9  to  28,  this  phase  occupies  two  slots  per  pole  of  an  alter- 
nator having  6  slots  per  pole  with  any  number  of  poles. 

When  I  is  in  phase  with  £«•,  Fig.  9  to  12  illustrate  conditions 
at  consecutive  instants  one-quarter  period  apart,  for  one  complete 
cycle  of  e.m.f.  In  Fig.  9,  Ei  is  maximum,  and  /  is  also  maximum 
in  same  direction.  The  armature  current  produces  flux  repre- 
sented by  lines  I  and  c.  The  var3ring  amount  of  I  and  c  aa  I 
alternates  is  the  cause  of  the  self-induction  reaction  denoted  by 
(x7)  in  previous  diagrams.  At  the  instant  illustrated  by  fig.  9, 
any  armature  flux  c  which  passes  through  the  field  poles  does  so  in  a 
general  direction  at  right  angles  to  the  flux  m  which  is  produced  by 
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the  fidd  windings.  It  weakens  the  mun  field  at  the  leading  pole- 
tip  but  strengthens  it  in  equal  amoi^t  at  Uie  tiailing-tip.  The 
total  fiux  per  pole  is  not  altered  unless  the  average  permeability  of 
the  iron  is  changed  by  the  redistributioa  of  fluT. 


1 


Fia.  9.  The  e.m.f.  and  the  ourrent  in  the  annature  coils  are  in  phase 
and  have  a  nuudmum  value  at  this  instant.  The  magnetic  lines 
c,  c,  c,  due  (o  current  in  armature  windings  are  at  right  angles  to  the 
linea  10,10,1^,  due  to  the  field  coils.  This  weakens  the  leading  pole- 
tip  and  BtrengUtois  the  trailing  tip. 


Fio.  10.  One-quarta  of  a  ofole  later  than  Fig.  9.  The  current  and 
e.m.f.  of  the  armature  are  sero,  and  the  field  is  unaffected.  While 
pusing  from  position  in  Fig.  9  to  that  of  Fig.  10  the  field  was  both 
distorted  and  weakened. 

On&Kjuarter  period  later  the  eonditJons  are  aa  repreeented  in 
Hg.  10.  If  /  were  still  flowing  in  the  same  direction  as  in  Fig.  9, 
the  armature  flux  c  would  pass  through  the  magnetic  circuit  paral- 
lel to  the  main  field  m  and  in  direct  opposttfani  to  it  —  i.e.,  its  entire 


r 


ALTERNATING-CURRENT  ELECTRICITY 


action  upon  m  would  be  demagnetizing  or  weakening,  instead  of 
cross-magnetizing  or  diBtorting.  But  at  this  instant  (Fig.  10)  / 
equals  zero  because  /  is  in  phase  with  Ei  which  is  zero  as  conductora 
are  cutting  no  lines-  While  we  are  pas^ng  from  F^.  9  to  10, 
the  onnature  reactioa  is  partty  distortiiig  and  parfl7  weakening.    Be- 


Fio.  11.  One-half  cycle  luter  than  Fig.  9.  lliere  is  again  a  majdmu.n 
distortion  of  the  Geld,  but  no  weakening  or  atrengthening.  Both  / 
and  E  are  again  mnvimiim  though  in  the  direction  opposite  to  that  of  ' 
P^g.  g.  Field  is  distorted  and  strengthened  in  pasung  from  Fig.  10 
to  Fig.  11. 


Fio.  12.  Three-quarters  of  a  cycle  later  than  Tig.  9.  Between  this 
figure  and  Fig.  II  the  effect  of  the  armature  reaction  was  to  distort 
and  weaken  main  field. 


tween  Fig.  10  and  11,  it  is  partiy  distorting  and  partlj  strengthening 
the  main  field.  At  the  ipstant  of  Fig.  11,  we  have  maximum  dis- 
tortion and  no  weakening  or  atrengthening.  Between  Y\g.  11 
and  I2,'it  is  partly  distorting  and  partly  weakening  agun.     At 
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the  instant  of  Fig.  12,  both  effects  are  zero.  Between  Fig.  12 
and  9  (completing  one  cycle  of  e.m.f .)  the  armature  reaction  partly 
distorts  and  partly  strengthens  the  main  field. 

Summarizing  the  effects  throughout  one  cycle  of  e.m.f. 
we  find  that,  when  I  is  in  phase  with  £<: 

(a)  There  is  a  distorting  effect,  varying  in  intensity 
n              from  a  maximum  to  zero  to  maximum  to  zero  (or 

¥  through  two  cycles  during  each  cycle^^pf  e.m.f.),  but 

I         ^  ^always  tending  to  concentrate  the  flux  at  the  trailing 
^   ^pole-tip. 

(b)  There  is  a  direct  effect,  alternately  weakening  and 
strengthening  the  main  field  twice  during  each  cycle 
of  Eif  but  having  a  zero  average  effect  upon  the 
amoimt  of  flux  from  each  pole  and  the  effective  value 
otEi. 

It  follows,  therefore,  that  the  decrease  of  terminal  voltage 
with  increase  of  non-inductive  load  on  a  single-phase  alter- 
nator is  caused  principally  by  resistance  and  self-inductance 
of  the  armature  winding.  The  armature  reaction  causes  the 
flux  to  oscillate  across  the  pole-faces,  which  would  seriously 
increase  the  loss  due  to  eddy-currents  in  the  pole-faces  if  they 
were  not  well  laminated. 

Having  seen  from  this  discussion  how  the  magnetic  action  of 
armature  currents  affects  the  main  field  of  any  multipolar  alterna- 
tor, the  student  is  prepared  to  appreciate  and  use  a  very  valuable 
diagram  of  armature  reaction  used  by  Professor  Moiecroft.*  In 
Fig.  13  to  20,  the  length  and  direction  of  the  vector  n  represent 
the  strength  (ampere-turns)  and  direction  of  the  magnetic  action 
of  the  armature.  The  total  action  of  n  is  equivalent  to  c  ampere- 
turns  acting  at  right  angles  to  the  field  ampere-turns  (producing 
distortion  of  flux),  plus  w  or  a  ampere-turns  acting  parallel  to  the 
field  ampere-turns  (decreasing  or  increasing  the  main  flux).  Fig. 
13  corresponds  to  Fig.  9  and  Fig.  14  corresponds  to  an  instant  or 
position  midway  between  Fig.  9  and  10.  During  one  cycle  of 
induced  e.m.f.,  the  end  of  vector  n  moves  twice  around  the  dotted 

*  See  *'  Continuous  and  Alternating  Current  Machinery "  by  J.  H. 
Morecroft,  John  Wiley  and  Sons. 
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Fig.  13.  The  line  n  represents  the  amount  and  direction  of  the  mag- 
netic action  of  the  armature.  The  line  c  represents  that  component 
of  n  which  is  at  right  angles  to  the  main  field.  This  figure  corresponds 
to  Fig.  9,  and  thus  c  ^  n  since  the  whole  magnetic  ^ect  of  the 
armature  is  to  cross-magnetuK  the  poles. 


Fig.  14.  The  condition  half-way  between  Fig.  9  and  Fig.  10.  The 
magnetic  effect  n  has  become  smaller,  and  has  two  components,  c» 
tending  to  cross-magnetise  the  field,  and  tr,  tending  to  weaken  the 
field. 
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Fig.  15.    The  condition  shown  in  Fig.  10.    The  entire  magnetisiiig 

effect  of  the  armature  is  zero. 
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circle.    A  careful  study  of  these  diagrams  will  disclose  the  same 
actions  described  from  Fig.  9  to  12. 
When  the  armature  current  Q)t  l^gs  90^  behind  the  Induced 


Fig.  16.  A  condition  half-way  between  that  of  Fig.  10  and  that  of  Fig.  1 1 . 
The  annature  magnetic  effect  n  now  has  two  components,  c,  tending 
to  crofls-magnetize  the  field,  and  s,  tending  to  strengthen  it. 


no 


I 
I 
\ 


Fig.  17. 


The  condition  of  Fig.  11.    All  the  annature  magnetic  effect 
tends  to  distort  the  field  by  cross-magnetizing  it. 


Fig.  18.     Half-way  between  Fig.  11  and  Fig.  12.    There  is  a  weakening 

effect  w  and  a  distorting  effect  c. 

e.m.f.  (^«'),  the  effects  of  armature  reaction  on  the  main  field 
may  be  seen  clearly  by  examining  Fig.  21,  22,  23  and  24.  The 
Morecroft  diagram  corresponding  to  this  case  is  Fig.  29.    If  we 
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Fig.  10.    The  same  condition  as  shown  in  Fig.  12.    No  mag- 
netic effect  from  the  armature. 


Fig.  20.  Half-way  between  Fig.  12  and  Fig.  9.  The  armature  mag- 
netic force  now  has  a  distorting  effect  c  and  a  strengthening  effect  8. 
When  the  armature  coil  has  completed  one  cycle,  the  magnetizing 
effect  of  the  armature  has  completed  two  cycles. 


Fig.  21.  The  e.m.f.  is  a  maximum  but  the  current  is  zero  in  the  arma- 
ture because  the  current  lags  90^.  No  magnetizing  effect  by  the 
armature. 


n 
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Fig.  22.    One-quarter  cycle  later  than  Fig.  21.    Note  that  the  armature 
current  tends  to  weaken  the  field.    Fig.  29  ehowa  the  Morecroft 
IS  for  the  condition  half-way  between  Fig.  21  and  Pig.  22. 


Fia.  23.  One-half  cycle  la,iet  than  Fig.  21.  Hie  current  haa  again  be- 
come lero,  therefore,  the  magnetiiing  effect  of  the  armature  again 
becomes  » 


Fiti.  24.    lliree-quarters  of  a  cycle  later  than  Fig.  21. 
annature  reaction  weakens  the  fidds. 
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follow  the  cross-magnetizing  and  the  weakening  or  strengthening 
actions  of  the  armature  ampere-turns,  through  one  complete  cycle 
of  current,  we  shall  find  that: 

(a)  There  is  a  distorting  effect  which  varies  cyclically  with  twice 
the  frequency  of  the  current,  pushing  the  flux  out  of  its  normal  or 
zero-load  position  first  toward  one  pole-tip  and  then  toward  the 
other  pole-tip.  The  average  distorting  effect  is  zero.  The  pole- 
face  eddy-current  losses  are  likely  to  be  large. 

(6)  There  is  a  direct  effect  in  line  with  the  ampere-turns  of  the 
field  winding.  This  effect  varies  cyclically  between  zero  and  a 
maximum  value,  but  always  acts  to  weaken  the  main  field.  There 
is  an  average  weakening  effect,  and  Ei  is  reduced.  It  is  evident, 
therefore,  that  when  /  lags  90^  behind  Ei  it  causes  a  larger  drop  in 
Etj  and  makes  the  voltage  regulation  worse  than  with  non-inductive 
load. 

When  I  leads  £<  by  go^,  conditions  are  as  represented 
by  Fig.  25,  26,  27,  28  for  successive  instants,  or  by  Fig.  30 


FiQ.  25.    The  current  leads  the  e.m.f.  by  00^.    With  the  armature  in 
this  position  the  magnetizing  effect  of  the  armature  is  zero. 


for  an  entire  cycle  of  current.    Analyzing  the  meaning  of 
these  diagrams  in  the  manner  indicated,  we  find  that: 

(a)  There  is  a  distorting  effect  similar  to  that  produced 
when  /  lags  90®  behind  Ei.  The  average  distortion 
is  zero. 

(b)  There  is  a  pulsating  direct  effect  parallel  to  the  main 
field,  but  always  in  a  direction  to  increase  the  flux. 
On  the  average  this  effect  increases  Ei  and  Et, 
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Fla.  26.  One-quarter  of  a  cycle  later  than  Fig.  25.  The  armature  re- 
action strengthens  the  fidds.  Fig.  30  is  the  Morecroft  diagism  for  a. 
condition  half-^way  between  this  and  Fig.  25. 


action  is  sen). 


Fia.  28.  Three-quarters  of  t 
rent  bu  beoome  a  moximu: 
the  aimatun  TeMtkm. 


cycle  later  than  Fig.  26.    Again  the  cur- 
a  and  the  fidds  an  again  stoengtheiwd  by 
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Now  consider  the  general  case  when  /  lags  behind  Ei  some  angle 
between  (f  and  90**,  or  the  power-factor  of  the  entire  circuit  is 


YiQ.  29.  A  condition  half-way  between  Fig.  21  and  Pig.  22.  The  cur- 
rent lags  90°  behind  the  voltage.  The  armature  reaction  n  tends  to 
croea-magnetize  c  and  weaken  U7,  the  main  field.  Note:  The  marks 
O  and  ©  indicate  direction  of  current^  not  e.m.f . 

Is 


Fig.  30.    The  current  leads  the  voltage  by  90^    The  armature  reaction 
has  a  cross-magnetizing  component  c  and  a  strengthening  component 
The  condition  half-way  between  Fig.  25  and  26.  ^ 


«. 


Fig.  31.  The  armature  current  lags  behind  the  voltage  6^.  The  arma- 
ture reaction  n  has  a  field  weakening  effect  w  and  a  cross-magnetizing 
effect  c.    The  circles  C  and  M  are  component  circles  of  circle  A, 

between  1.00  and  0.00.  Fig.  31  is  drawn  for  a  power-factor  equal 
to  cos  0»  The  coil  is  shown  at  the  instant  when  I  has  its  maximum 
value;  the  total  armature  ampere-turns  is  represented  by  n,  which 
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18  equivalent  to  a  distorting  effort  of  c  ampere-turns  plus  a  weaken- 
ing effect  of  w  ampere-tamSi  on  the  main  field.  As  the  coil  makes 
one  revolution,  the  end  of  the  vector  n  rotates  twice  around  the 
circle  A.  The  vertical  component  of  n  has  an  average  value  up- 
ward, indicating  that  the  flux  is  pushed  toward  the  trailing  pole-tip 
most  of  the  time,  although  it  concentrates  slightly  on  the  other  tip 
for  a  small  part  of  each  half-cycle  of  current.  The  horizontal 
component  of  n  has  an  average  value  opposite  to  the  main  field, 
although  it  increases  the  flux  for  a  small  part  of  each  half-cycle  of 
current.  The  analysis  is  simplified  by  resolving  I  into  two  com- 
ponents, one  in  phase  with  Ei 

and  the  other  90**  behind  Ei.  ^— — tt^^ti 

The  magnetizing  action  of  the 
former  is  represented  by  the 
circle  C  and  of  the  latter  by 
the  circle  M  (compare  Fig.  14 
and  29). 

By  this  analysis  we  see  that 
whatever  average  distorting 
effect  there  may  be,  is  due  to 
the  component  of  /  in  phase 
with  Eiy  and  whatever  average 
weakening  effect  there  may  be, 
IS  due  to  the  component  of  / 
which  la^s  90"*  behind  Ei,  It  Fig.  32.  Note  that  the  decrease  of 
follows  that  a  given  reduction       the  power-factor  from  1.00  to  .90 


increases  the  reactive  component 
of  the  current  from  zero  to  IiCu 
or  about  44  per  cent  of  the  total 
value  of  the  current  (O/i). 


of  power-factor  will  affect  the 
voltage  regulation  much  more 
seriously  when  the  power-factor 
is  high,  than  when  it  is  low. 
Thus,  Fig.  32  shows  that  when 
we  reduce  the  power-factor  from  100  per  cent  to  90  per  cent,  the 
wattless  or  reactive  component  cji  increases  from  0  to  43.6  per 
cent  of.  /,  while  a  further  equal  decrease  of  power-factor  (from  90 
per  cent  to  80  per  cent)  increases  the  reactive  component  by  16.4 
per  cent  of  /  (or,  to  0.60  7).  A  reduction  of  power-factor  from  20 
per  cent  or  30  per  cent  to  zero  would  produce  an  insignificant 
change  in  the  quadrature  component  of  7,  and  therefore  would  not 
appreciably  alter  the  flux  and  the  voltage  regulation. 


Prob.  22-1.  What  factors  must  be  considered  as  limiting  or 
preventing  the  rapid  displacements  of  flux  across  the  pole-faces, 
which  theory  indicates  should  result  from  the  varying  cross-mag- 
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netizing  component  of  armature  reaction  in  the  single-phase  al- 
ternator? 

Prob.  28-1.  Prove  that  the  path  of  the  end  of  the  vector  n 
(Fig.  13  to  20),  as  the  armature  winding  rotates,  is  truly  a 
circle. 

Prob.  24-1.  Describe  in  detail  the  magnetizing  action  of  the 
armature  for  one  complete  cycle,  when  the  current  lags  90^  behind 
induced  e.mi.    See  Fig.  21,  22,  23,  24,  29. 

Prob.  2&-1.  Repeat  Problem  24-1,  but  assume  the  current 
to  lead  the  induced  e.m.f.  by  90°.    See  Fig.  25,  26,  27,  28,  30. 

Prob.  26-1.  The  single  armature  coil  in  Rg.  13  to  20  has  10 
turns  and  carries  an  harmonic  current  whose  effective  value  is  10 
amperes.  Calculate  the  maximum  and  average  cross-magnetizing 
force  due  to  the  armature,  in  ampere-turns.  Current  is  in  phase 
with  induced  e.m.f. 

Prob.  27-1.  The  armature  specified  in  Prob.  26-1  carries  a 
current  which  lags  90°  behind  the  induced  e.m.f.,  as  illustrated  by 
Fig.  29.    Calculate: 

(a)  The  maximum  and  average  values  of  cross-magnetizing 
ampere-turns. 

(6)  The  maximum  and  average  values  of  demagnetizing  ampere- 
turns. 

10.  Armature  Reaction  of  Polyphase  Alternator.  When 
a  polyphase  alternator  carries  a  balanced  load  (equal  current 
at  same  power-factor  in  all  phases),  the  magnetic  field  due  to 
the  currents  in  the  armature  windings  is  steady,  or  constant 
in  value  and  fixed  in  direction.  When  I  is  in  phase  with 
the  £<  which  produces  it,  the  armature  reaction  pushes 
the  flux  toward  the  trailing  tip  of  each  pole  and  holds  it 
there  steadily  but  neither  increases  nor  decreases  apprecia- 
bly the  amount  of  flux.  When  I  lags  90°  behind  £»,  the  flux 
is  reduced  by  the  counter  magneto-motive  force  of  the 
armature  ampere-tums,  but  the  distribution  of  flux  is  nearly 
the  game  as  at  zero-load.  Between  these  two  extremes,  ot 
when  the  power-factor  of  the  entire  circuit  is  between  1.00 
and  zero,  the  armature  current  produces  both  distortion  and 
weakening  of  the  main  field  (/  lagging).  Each  effect  is 
constant,  and  depends  upon  the  values  of  /,  cos  B,  and  numl^er 
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of  turns  in  the  armature  winding.  High  power-factors,  few 
armature  turns  and  strong  fields  are  conducive  to  good  volt* 
age  regulation. 

Fig.  33  to  38  present  an  analyse  of  the  armature  reaction  in 
a  three-phase  alternator  with  balanced  load.     In  Pig.  33,  n\  rep- 


I'la,  33.  The  vector  n,  represente 
the  amiattire  reaction  in  Phase  1 
of  a  thTeei>luae  generator  with 
balanced  load  of  unity  power- 


Fio.  34.  The  vector  nj  repreeenta 
the  armature  reaction  of  PhaM 
2  of  the  generator  at  the  game 

inetant   aa  that  represented  in 
Fig.  33. 


Fio.  35.  The  vector  tii  represents 
the  armature  reaction  of  Phase 
3  at  same  instant  as  Fig.  33 
and  34. 


Fio.  36.  The  vector  n  represents 
the  resultant  armature  reaction 
of  the  three  phaaee  of  Fig.  33, 
34and3S. 


rceenta  the  total  ampere-turns  of  Phase  1,  at  the  instant  when 
the  currsit  in  it  is  maximum.  The  current  is  in  phase  with  Et,  and 
the  dotted  circle  represents  the  path  of  the  end  of  vector  ni,  as  the 
armature  rotates  (compare  Fig.  ]3).  Pig.  34  represents  Phase  2, 
and  Fig.  35  represents  Phase  3,  all  at  the  same  instant.  If  we  add 
vectorially  the  three  annature  reactions,  ng,  ni,  tti,  as  in  Fig.  36, 


42 


ALTERNATING^URRENT  ELECTRICITY 


we  find  that  the  vector  On  represents  the  total  ampere-turns  of  all 
phases,  both  as  to  value  and  direction.  The  vector  On  remains  the 
same  length  and  the  same  direction,  for  all  positions  of  the  armature, 

provided  /  remains  in  phase 
with  Ei.  To  illustrate  this,  Fig. 
87  is  drawn,  representing  ni,  tis, 
and  713  at  an  instant  30  electrical 
degrees  or  ^  period  after  Fig. 
36;  at  this  instant,  nt  has  in- 
creased, ni  has  decreased,  and 
nz  has  become  zero  (current  in 
Phase  3  is  zero  at  this  instant). 
When  /  lags  ^  behind  Ei 
(power-factor  of  entire  circuit, 
Vir..  37.  The  vector  n  represents  including  armature  winding, 
the  resultant  armature  reaction  equal  to  cos  ^),  conditions  are 
of  the  three-phase  generator  at  as  represented  by  Fig.  38.  The 
an  instant  SO""  later  than  that  of  vector  On  represents  total  am- 
Fig.  36,  when  nt  has  become  zero,  pere-tums  of  the  armature,  as 
Note  that  the  value  of  n  has  to  both  value  and  direction, 
remained  unchanged.  The  armature  currents  producf 

a  constant  counter  m.m.f.  of  Od 
ampere-turns  in  the  magnetic  circuit,  reducing  the  flux,  and  Ei, 
There  is  a  constant  cross-magnetizing  m.m.f.  of  Oc  ampere-turns, 
distorting  the  flux.  The  main  difference  between  the  armature 
reaction  of  the  poljrphase  and 
the  single-phase  alternator  is 
seen  to  be  in  the  constancy  of 
the  former  and  the  double- 
frequency  cyclic  variation  of 
the  latter. 

Prob.  2a-l.    Each  phase  of 
the  winding  in  Fig.  33  to  37 
has   10  turns   and   carries   an 
harmonic  current  whose   effec-  Fig.  38.    The  vector  n  represents 
tive  value  is  10  amperes.    Cal-      the  constant  armature  reactions 
culate   the  maximum  ampere-      of  a  three-phase  generator,  when 
turns  of   one    phase,    and  the      the  power-factor  is  cos  tf. 
total  ampere-turns  of  all  three 

phases  together  for  the  position  shown  in  Fig.  36.  Repeat  for 
Fig.  37.  Compare  these  total  values  and  note  how  they  agree 
with  statements  in  the  text. 
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Prob.  29-1.  Can  you  make  a  general  proof  that  the  total  mag- 
netic effect  (n)  of  all  phases  of  a  three-phase  winding  is  constant? 
What  is  the  ratio  between  the  total  effect  of  all  phases,  and  the 
maximum  effect  of  one  phase,  in  a  three-phase  alternator? 

Prob.  30-1.  Draw  vector  diagrams  for  a  two-phase  alternator, 
after  the  manner  of  Fig.  33  to  37. 

11.  Synchronous  Impedance.  The  effects  of  armature 
self-inductance  and  of  armature  reaction  cannot  be  measured 
separately  by  any  convenient  commercial  test.  In  rough 
calculations  of  voltage  regulation  of  an  alternator  (by  the 
so-called  E.M.F.  Method),  the  effects  of  these  two  reactions 
upon  the  terminal  voltage'  are  combined  in  a  factor  known 
as  the  "synchronous  reactance  (X)."  The  "synchronous 
impedance"  is  a  factor  which  measures  the  combined  effect 
of  armature  resistance  and  synchronous  reactance,  upon  the 
terminal  voltage. 

Synchronous  impedance  is  always  measured  (as  the  name 
implies)  while  the  alternator  (or  synchronous  motor)  is  rotat- 
ing at  synchronous  speed,  i.e.,  at  rated  speed.  It  has  little 
relation  to  the  impedance  of  the  same  armature  as  measured 
at  standstill,  even  with  currents  of  rated  frequency.  The 
armature  is  short-circuited  through  an  ammeter  connected 
directly  across  the  terminals,  the  field  current  being  adjusted 
to  a  value  low  enough  to  produce  approximately  full-load 
amperes  through  the  short-circuited  armature.  After  meas- 
uring /,  the  short-circuit  is  opened,  and  the  open-circuit 
voltage  is  measured.  This  open-circuit  voltage  must,  there- 
fore, be  the  voltage  required  to  force  the  full-load  current 
through  the  armature  alone.  Then,  for  the  same  field  cur- 
rent and  (rated)  frequency: 

Synchronous  impedance  (per  phase)  = 

open-circuit  volts,  per  phase     _  « 
short-circuit  amperes,  per  phase 

Then  we  measure  the  resistance  of  each  phase  of  the  winding, 
usually  with  direct  current,  using  the  ammeter-voltmeter 
method.    Increasing  this  by  15  per  cent  to  allow  for  eddy- 
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currents  and  skin-effects  in  windings,  we  get  r,  the  alter- 
nating-current resistance  of  one  phase.    From  this  we  get: 
Synchronous  reactance  (per  phase)  = 


v/ 


(Synchronous  impedance)*  —  (a-c.  resistance)*  _  x 
(per  phase)  (per  phase)      ~  ^ 


Example  4.    A  Y-connected  alternator  rated  to  deliver  5000  kv-a. 

at  6600  volts,  60  cycles,  yields  the  following  data  when  tested  for 

synchronous  impedance: 

Short-circuit  annatiu^  current  =  438  amperes  per  termmal. 

Open-circuit  volts  between  terminals  =  2790  for  same  field 

current  and  rated  frequency. 

Measm^  resistance  of  the  armature  (hot)  between  any  two 

terminals  »  0.0962  ohm. 

From  these  we  calculate  as  follows: 

2790 

=  1610. 


Volts  induced  in  each  phase  of  winding  =     rr 
Amperes  in  each  phase  of  winding  =  438. 
Synchronous  impedance  of  each  phase  of  winding  = 


1610 
438 


=  3.68  ohms. ' 

n  nQA9 
Direct-current  resistance  of  each  phase  =  -^-^ —  =  0.0481  ohm. 

(two  phases  in  series  between  terminals) 

Altemating-cuirent  resistance  per  phase  =115    per   cent    of 

0.0481  =  0.0554  ohms. 

Synchronous     reactance     per    phase  =  V(3.68)*  —  (0.0554)* 

=  3.678  ohms. 

Prob.  81-1.   The  following  test  readings  show  the  relation  between 

open-circuit  volts  and  field  amperes  for  a  deltsrconnected  alternator 

rated  2140  kv-a.  three-phase  60  cycles  6300  volts  300  r.p.m.,  and 

operated  at  rated  speed  (see  Mectric  Journal,  Nov.  1913,  page  1189) : 


Volts  between 
termiDaU. 

Field  amperes. 

When  the  aimature  is  short-oinniited  the  fol- 
lowing readincB  are  taken,  also  at  rated  speed. 

0 

1200 
2400 
3600 
4800 
6000 
6300 
6930 
7800 
8550 

0.0 
13.2 
26.7 
40.5 
55.5 
72.5 
77.1 
90.0 
118.0 
155.0 

Short-circuit 

amperes  per 

terminal. 

Field 

Short^nrouit 
looBtkw. 

0 

99 

195 

294 

390 

0.0 
15.3 
30.0 
46.0 
60.5 

0.0 

3.5 

13.5 

30.0 

53.5 

n 
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The  armature  resistanoe  per  phase  as  measured  by  direct  current  is 
0.1025  ohm  at  25''  C.  The  field  resistance  is  0.718  ohm  at  25''  C. 
From  these  data,  draw  curves  with  field  current  as  abscissas,  open- 
circuit  volts  per  phase  and  short-circuit  amperes  per  phase  as  ordi- 
nates.  Calculate  the  synchronous  impedance  per  phase  from  these 
curves,  corresponding  to  each  value  of  current  observed  in  the  short- 
circuit  test.  Does  the  synchronous  impedance  appear  to  be  a  con- 
stant quantity  within  the  range  of  these  observations?  Calculate 
also  the  synchronous  reactance.     Phases  are  A-connected. 

12.  Calculation  of  Voltage  Regulation  by  Synchronous 
Impedance  Method.  Let  it  be  required  to  calculate  the 
voltage  regulation  of  the 
alternator  of  Example  4, 
from  rated  full-load  kv-a. 
at  80  per  cent  power-factor 
to  zero-load.  First  con- 
sider the  case  of  a  lagging 
current,  as  in  Fig.  39.    Lay 

out  a  reference  vector  01  of    GF — *— * '• ^i 

any  length,  representing  the  Fig.  39.    The  vector  Oa  represents 

current  in  one  phase.     Then  the  e.m.f .  which  must  be  generated 

lay  out  Od,  leading"  01  by  ^  supply  a  terminal  Voltage  of  Od, 

^    (=  angle  whose    cosine  7*^^°.^^^  power-f actor  of  the  ex- 

.     ->  r^^    7t                  I.     ^     \  temal  circuit  is  cos  0. 

18  0.80,  the  power-factor).  ^        Oa«Od®dc®ca.      . 

The  length  of  Od  represents 

the  e.m.f.  required  to  be  produced  at  the  terminal  of  each 

phase  of  the  winding,  which  in  this  case  is  3750  volts.    Then 

from  d  lay  out  the  vector  dc  parallel  to  01  and  in  the  same 

direction,  and  of  length  representing  {rl)  volts.    This  is  the 

e.m.f.  required  to  overcome  the  resistance  reaction  in  each 

phase. 

5000  kv-a. 
7  (per  phase)  =  ;;^^^-^^j^  =  437  amperes. 

rl  (per  phase)  =  0.0554  X  437  =  24.2  volts. 

Then  from  c  we  lay  out  ca  in  a  direction  leading  01  by  90**, 
and  of  a  length  proportional  to  (XZ),  the  e.m.f.  required  to 
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overcome  the  reactions  represented  by  the  synchronous 
reactance. 

XI  (per  phase)  =  3.678  X  437  =  1608  volts. 

The  resultant  vector  Oa  represents  the  e.m.f.  that  should  be 
generated  by  a  field  excitation  sufiicient  to  overcome  the 
reactions  or  voltage  drops  due  to  resistance,  inductance  and 
armature  reaction,  and  still  have  Od  volts  remaining  between 
the  terminals.    We  calculate  Oa  as  follows: 

Component  of  Oa  in  phase  with  01  =  Oh  +  dc  = 

{Od  cos  e  +  rl)  =  (3750  X  0.8)  +  24  =  3024  volts. 
Component  of  Oa  in  quadrature  with  01  =  hd  +  ca  = 
(Odsin^  +  XI)  =  (3750  X  0.6)  +  1608  =  3858  volts. 
Oa  =  \/(3024)2  +  (3858)«  =  4900  volts. 

If  the  field  current  and  speed  are  kept  constant,  presumably 
we  should  get  this  voltage  between  the  terminals  of  each 
phase  when  the  current  is  reduced  to  zero,  since  then  there 
would  be  no  reactions  of  any  sort  within  the  armature.  As 
the  winding  is  Y-connected,  the  pressure  between  terminals 
at  zero-load  should  be  Vs  X  4900  =  8500  volts.  The  rise 
in  voltage  from  full-load  to  zero-load  would  be  (8500  — 
6600)  =  1900.    Then: 

Voltage  regulation  at  80  per  cent  power-factor 
by  synchronous  impedance  method 

=  nnf<R  =  28.8  per  cent. 
6600 

Fig.  40  shows  the  method  of  computing  the  voltage  regu- 
lation for  a  leading  current. 

When  tested  under  actual  full-load  conditions,  alternators 
nearly  always  show  a  lower  or  better  voltage  regulation  than 
is  obtained  by  calculation  according  to  the  synchronous 
impedance  method  explained  above.  This  may  be  due  to 
a  number  of  causes.  X  is  computed  from  short-circuit 
readings  taken  under  conditions  of  low  flux  densities  in  the 
iron  and  very  low  power-factor,  yet  we  assume  it  to  retain 
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the  same  value  at  much  higher  power-factors,  and  much 
higher  degrees  of  saturation  necessary  to  produce  full  rated 
voltage.  Moreover,  in  our  diagrams  (Fig.  39  and  40)  we 
draw  the  synchronous  reactance  e.m.f.  {XI)  perpendicular 
to  I  just  as  if  it  were  all  due 
to  genuine  inductive  reac- 
tance; nevertheless  we  know 
that  the  change  of  Ei  due 
to  field-weakening  effect  of 
armature  reaction  is  in  quad- 
rature with  Ei,  and  is  not  Fig.  40.  The  current  leads  the  volt- 
strictly  proportional  to  the  age  by  d**.  The  generated  e.m.f. 
current  /.  However,  this  represented  by  Oa  may  be  lees 
.  V    J  .  .,  -T   J        than  the  terminal  voltage  Oa. 

method  is  very  easily  apphed, 

the  data  are  easy  to  obtain,  and  the  error  is  on  the  safe  side. 
The  student  should  be  thoroughly  familiar  with  this  method 
because  it  applies  to  transmission  lines  even  better  than  to 
alternators  and  is  theoretically  correct  in  all  respects. 

Prob.  32-1.  Calculate  (by  the  85mchronous  impedance  method) 
the  voltage  regulation  of  the  alternator  specified  in  Prob.  31-1, 
when  delivering  rated  full-load  output  at  100  per  cent  power-factor. 
Draw  complete  vector  diagram  to  illustrate  your  solution. 

Prob.  33-1.  (a)  Solve  Problem  32-1  using  a  load  of  80  per  cent 
lading  power-factor. 

(6)  80  per  cent  leading  power-factor. 

Prob.  34-1.  What  would  be  the  voltage  regulation  in  Problem 
33-1  if  the  resistance  drop  were  n^lected,  and  the  value  of  syn- 
chronous impedance  were  used  in  place  of  the  value  of  synchronous 
reactance,  thus  eliminating  the  vector  dc  and  slightly  lengthening 
ca,  in  Fig.  39  and  40?  (The  Ir  drop  in  this  armature  is  really  much 
smaller  than  is  usual.) 

Prob.  36-1.  Using  the  synchronous  impedance  method,  cal- 
culate the  terminal  voltage  of  the  alternator  specified  in  Problem 
31-1,  when  the  current  output  is  reduced  to  one-half  of  rated  full- 
load  value,  while  keeping  the  field  excitation  constant  at  full-load 
value.    Power-factor  of  load  is  constant  at  80  per  cent. 

13.  Calculation  of  Voltage  Regulation  by  A.I.E.E. 
Method.     The   following   method    is    prescribed   by    the 
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Standardization  Rules  of  the  A.I.E.E.  (see  Proceedings 
A.I.E.E.,  Aug.  1914),  because  experience  proves  that  values 
of  regulation  obtained  by  it  are  in  close  agreement  with  those 
obtained  by  load  test.  The  most  trustworthy  value  of 
voltage  regulation  is  obtained  by  taking  real  load  from  the 
generator,  but  on  account  of  the  amount  of  power  required 
this  is  not  practicable  with  very  large  machines. 

This  method  consists  in  computing  the  regulation  from 
experimental  data  of  the  open-circuit  saturation  curve  and 


O  B  Field  Ezdtetloii 

Fig.  41.  Curves  OA  and  BO  are  drawn  from  data  obtained  on  a  no- 
load  run  and  a  full-load  zero  power-factor  run.  The  curve  Bd'  is 
plotted  from  values  obtained  from  OA  and  BO  by  means  of  Fig.  42. 

the  zero  power-factor  saturation  curve.  The  latter  curve, 
or  one  approximating  very  closely  to  it,  can  be  obtained  by 
supplying  full-load  current  of  the  generator  to  a  load  of  idle- 
running  synchronous  motors  adjusted  to  take  lagging  current 
at  lowest  possible  power-factor.  The  power-factor  under 
these  conditions  is  very  low  and  the  load  saturation  curve 
approaches  very  closely  to  what  it  would  be  at  zero  power- 
factor  with  the  same  current  delivered.  From  this  curve 
and  the  open-circuit  curve,  points  for  the  load  saturation 
cu^e  for  any  power-factor  can  be  obtained  by  means  of 
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vector  diagrams.    From  the  saturation  curves  the  voltage 
r^ulation  may  be  calculated. 

The  alternator  is  operated  at  constant  rated  frequency  with  / 
equal  to  zero,  and  the  voltage  is  measured  corresponding  to  various 
values  of  field  current.  These  are  plotted  as  ''open-circuit  saturar 
tion'*  curve  OA,  Fig.  41.  The  armature  is  then  connected  to  a 
load  capable  of  taking  the  full  rated-load  current  of  the  alternator 
at  or  near  zero  power-factor.  Power-factors  of  10  per  cent  or 
20  per  cent  are  practically  equivalent  to  zero,  as  shown  by  means 
of  Fig.  32.  The  current  and  power-factor  are  kept  constant  while 
the  field  current  is  varied,  and 
the  corresponding  values  of 
volts  at  terminals  are  plotted 
as  curve  BG,  Fig.  41,  usually 
called  the  ''load  saturation 
curve"  at  zero  power-factor. 

At  any  given  field  excitation 
Oc,  the  voltage  that  would  be 
induced  on  open  circuit  is  ac. 
The  terminal  voltage  at  zero 
power-factor  and  full-load  cur- 
rent is  6c,  and  the  apparent 
internal  drop  is  ab.  The  teiv 
minal  voltage  dc  with  full-load 
current  of  any  other  power- 
factor  can  then  be  found  by  Fig.  42.    Lay  off  be.     Draw  the  ver- 


drawing  an  e.m.f .  diagram  as 
in  Fig.  42,  where  0  is  an  angle 
the  cosine  of  which  is  the 
power-factor  of  the  load.  The 
line  he  is  the  resistance  drop 
(/r)  in  the  armature  winding, 


tical  line  from  e.  Draw  &/  at  angle 
^  to  6e  and  swing  an  arc  with  a 
radius  equal  to  a6,  Fig.  41,  until 
it  cuts  the  vertical  at  a.  From 
a  swing  an  arc  with  a  radius  of  ae, 
Fig.  41,  to  cut  b/at  c. 


ha  is  the  total  internal  drop 

and  ac  is  the  total  induced  voltage,  ha  and  ac  being  laid  ofif  to 
correspond  with  the  values  obtained  from  Fig.  41.  The  terminal 
voltage  at  power-factor  cos  ^  is  then  db  of  Fig.  42,  which,  laid  off  in 
Fig.  41,  locates  the  point  d.  By  finding  a  number  of  such  points, 
the  curve  Bdd'  for  power-factor  cos  ^  is  obtained,  and  we  have: 

Regulation  in  per  cent  (at  power-facJ»r  cos  <^)  ~  37-7  X  100, 

a  c 

since  a'd'  is  the  rise  in  voltage  when  we  throw  off  the  rated  full-load 

current  at  rated  voltage  c^d'  and  power-factor  cos  ^. 


r 
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Generally  the  resistance  drop  (r/)  may  be  neglected,  as  it  has 
very  little  influence  on  the  regulation,  except  in  very  low  speed 
machines  where  the  armature  resistance  is  relatively  high,  or  in 
some  cases  where  the  regulation  at  unity  power-factor  is  being 
estimated;  for  low  power-factors,  its  effect  is  negligible  in  practically 
all  cases.  If  resistance  is  neglected,  the  simpler  e.m.f.  diagram  of 
Fig.  43  may  be  used  to  obtain  points  on  the  load  saturation  curve 
for  the  power-factor  under  consideration.  Where  it  is  not  pos- 
sible to  obtain  by  test  a  zero 
power-factor  saturation  curve, 
this  curve  may  be  estimated 
closely  from  open-circuit  and 
short-circuit  curves,  by  a  method 
explained  in  Proceedings  A.I.E.E., 
Aug..  1914,  page  1263. 

Example  6.  An  alternator  has 
saturation  curves  as  shown  in  Fig. 
44,  which  are  reported  in  Trans. 
A.I.E.E.,  1908,  page  1065.  Cal- 
culate the  voltage  regulation  of 
this  generator  for  a  power-factor 
of  unity. 
From  full-load  curve  at  1.00 
takes  this  simple  form  when  the  power-factor  in  Fig.  44,  we  find 
resistance  drop  he  is  not  con-  that  there  must  be  235  amperes 
sidered.  in  the  field  to  produce  the  normal 

voltage  of  12,000  volts. 
From  the  no-load  saturation  curve  we  find  that  these  235  amperes 
in  the  field  will  produce  a  terminal  voltage  of  13,000  volts,  when 
the  load  is  thrown  off.     The  rise  in  voltage  from  full-load  to  no- 
load  is  13,000  -  12,000  =  1000. 

1000 
The  regulation  at  1.00  power-factor  =  =8.3  per  cent. 

Example  6.  Calculate  the  regulation  of  the  above  generator  for 
a  power-factor  of  0.70.    Neglect  armature  resistance. 

Select  a  field  current  of  300  amperes  as  a  value  which  will  prob- 
ably produce  full-load  voltage  of  about  12,000  volts  at  this  power- 
factor. 

The  difference  in  voltage  between  no-load  and  full-load  at  zero 
power-factor  is  represented  by  the  distance  ah  in  Fig.  44.  Lay 
off  this  distance  as  ab  in  Fig.  45.  Draw  the  line  he  of  indefinite 
length  at  an  angle  of  45.5°  to  hx,    (45.5°  is  the  angle  of  which 


Fits.  43.    The  diagram  of  Fig.  42 


n 


ALTERNATORS:    REGULATION  AND  CONTROL       51 

0.70  Ls  the  coeine.)  In  Fig.  44,  the  lengf,h  ac  ia  the  no-load  volt- 
age for  this  field  current.  Take  off  this  distance  in  Fig.  44  with 
coropasses  and  draw  an  arc  in  Y\%.  45,  with  the  point  a  as  the 
center,  until  it  cuts  the  Une  6c  at  c.  The  line  cb  represents  the  full- 
load  v<Jtage  at  a  power-factor  of  70  per  cent.  Lay  this  distance  off 
from  c  to  d  on  the  line  ca  of  I^.  44.    Draw  a  line  through  d  parallel 


» In  Field  WluUluK 
Pia.  44.    Tj-pical  test  curves  for  an  alteroating-cumnt  generator. 

to  the  curve  for  the  full-toad  current  at  zero  power-factor,  and  thus 
determine  the  point  d'  which  shows  what  field  current  b  needed  to 
produce  a  full-load  voltage  of  12,000  volts  at  70  per  cent  power- 
factor.  The  corresponding  point  a'  for  the  same  field  current  on 
the  no-load  curve  shows  the  value  to  which  this  terminal  voltage 
will  rise  when  the  load  is  taken  oft  and  this  field  current  continued. 
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The  distance  a'd\  therefore,  represents  the  voltage  rise  from 
full-load  to  no-load  at  this  power-factor,  equal  to  15,100  —  12,000, 
or  3100  volts. 

Regulation  at  70  per  cent  power-factor  =  =  12000"  ^^*^ 

per  cent. 

Prob.  86-1.    Calculate  the  voltage  regulation  of  the  alternator 

of  Example  5  for  a  power-fac- 
tor of  85  per  cent  from  these 
curves. 

Prob.  87-1.  From  the  data 
in  Mg.  44,  calculate  the  synchro- 
nous impedance  of  this  alter- 
nator using  the  data  of  the 
short-circuit  test  and  the  open- 
circuit  saturation  curve.  Cal- 
culate the  voltage  r^ulation 
by  the  synchronous  impedance 
method  for  85  per  cent  power- 
factor  and  for  100  per  cent 
power-factor.  Neglect  the  re- 
sistance of  the  armature.  Com- 
pare with  the  results  of  Problem 
3^1  and  Example  5. 

Prob.  88-1.  The  data  in  the 
table  below  for  curve  of  fuU-load 
saturation  at  zero  power-factor 
were  taken  on  the  alternator 
specified  in  Problem  31-1. 
Draw  the  zero-load  and  the 
full-load  zero  power-factor  satu- 
ration curves  for  this  alternator. 
Calculate  enough  of  the  satura- 
tion curve  for  80  per  cent  power- 
factor  to  enable  you  to  calculate 
the  per  cent  voltage  regulation 
.E.  method.    Compare  with  the 


Fig.  45.  The  line  he  represents  the 
terminal  voltage  of  the  generator 
at  full-load  at  70  per  cent  power- 
factor.  Values  oorrespond  to 
those  in  Fig.  44. 

at  this  power-factor,  by  the  A.I.E 
result  of  Problem  33-1. 

Prob.  89-1.  Calculate  the  voltage  regulation  of  the  alternator 
specified  in  Problems  31-1  and  38-1,  by  the  A.I.E.E.  method,  at 
a  power-factor  of  100  per  cent,  and  compare  the  result  with  that 
obtained  in  Problem  32-1  by  the  synchronous,  impedance  method. 
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Armature 
volts. 

Armature  amps, 
per  pfaasa. 

Field  ampe. 

3600 

196.2 

71.0 

4800 

196.2 

86.5 

6000 

196.2 

106.0 

6300 

196.5 

112.0 

7200 

196.0 

138.5 

7590 

195.8 

155.0 

14.  Automatic  Voltage  Regulation  for  Generators.    It 

is  not  practicable  nor  economical  to  build  alternators  (and 
therefore  not  wise  to  specify  them)  to  have  a  voltage  regula- 
tion so  good  tliat  they  can  cany  the  ordinary  fluctuating 
central  station  load  without  permitting  the  voltage  to  vary 
bey6nd  the  limits  of  good  service.  Very  good  voltage  regu- 
lation increases  the  cost  of  the  alternator  unwarrantably,  and 
is  likely  to  be  obtained  by  sacrifice  of  other  important 
features,  such  as  efficiency.  Also  good  voltage  regulation 
requires  the  inductive  reactance  and  the  armature  reaction 
of  the  alternator  armature  to  be  low.  When  short-circuits 
occur  on  such  alternators,  the  current  runs  up  to  very  high 
values,  and  the  magnetic  forces  exerted  between  the  parts 
of  the  winding  become  great  enough  in  many  cases  to  twist 
them  out  of  shape  and  injure  or  ruin  the  insulation.  As  a 
precaution  against  such  injuries,  the  armature  reaction  and 
inductive  reactance  of  large  alternators  is  usually  made  so 
high  that  some  adjustment  of  the  field  excitation  is  necessary 
to  keep  the  voltage  from  fluctuating  beyond  reasonable 
bounds  as  the  load  changes. 

The  adjustment  of  field  current  may  of  course  be  made 
by  hand,  which  would  require  constant  attention  by  the 
station  operator.  This  is  objectionable  not  only  because  it 
is  more  expensive  than  automatic  control,  but  also  because 
it  can  never  be  as  good  as  the  automatic  method.  The 
fluctuations  are  too  rapid  to  be  followed  successfully  by  eye 
and  by  hand. 
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The  field  current  may  be  controlled  automatically  by  means 
of  a  *Woltage  regulator,"  which  is  usually  of  the  Tirrill 
Regulator  type.  Such  regulators  usually  act  to  keep  the 
voltage  sensibly  constant  at  the  generator  terminals  or  bus- 
bars. But  regulators  may  be  constructed  to  raise  the  terminal 
voltage  automatically  as  the  load  increases,  or  to  compound 
the  generator.  Compounding  is  sometimes  used,  su£Scient 
to  compensate  the  voltage  drop  on  feeders  and  keep  the 
pressure  constant  at  some  point  distant  from  the  station. 

The  Tirrill  regulator  is  a  rather  complicated  device  involving  the 
interaction  of  solenoids,  differential  magnets,  levers  and  contacts, 
which  it  is  not  in  the  province  of  this  book  to  describe,  as  no  new 
principles  are  to  be  learned  thereby.  Station  operatives  and 
specialists  who  must  understand  the  operation  and  adjustment  of 
this  device,  should  procure  the  Bulletins  and  Instruction  Sheets 
which  the  General  Electric  Company  publishes  concerning  it.  The 
principle  of  operation  is  simple.  The  regulator  maintains  the 
desired  alternator  voltage  by  rapidly  opening  and  closing  a  shunt 
circuit  across  the  field-rheostat  of  the  exciter  (or  direct-current 
dynamo  which  supplies  the  field  ciurent  for  the  alternator).  The 
exciter  field-rheostat  is  first  turned  in  until  the  exciter  voltage  is 
greatly  reduced  and  the  regulator  circuit  is  then  closed.  Whenever 
the  alternator  voltage  is  below  the  value  which  the  regulator  is 
adjusted  to  maintain,  the  vibrating  contacts  come  together  and 
short-circuit  the  field-rheostat  of  the  exciter.  The  voltage  of  the 
exciter  and  of  the  generator  immediately  rise.  When  it  has  reached 
the  predetermined  value,  the  regulator  contacts  are  automatically 
opened  and  the  field  current  of  the  exciter  must  again  pass  through 
the  rheostat.  The  resulting  reduction  in  voltage  is  checked  at  once 
by  the  closing  of  the  regulator  contacts,  which  continue  to  vibrate 
in  this  manner  (several  times  per  second)  and  keep  the  generator 
voltage  within  the  desired  limits. 

16.  Excitation  for  Alternators.  An  old  practice  of 
having  a  separate  exciter  for  each  alternator  has  been 
abandoned  in  plants  having  several  alternators.  The 
excitation  is  usually  furnished  by  two  or  more  flat-com- 
pounded direct-current  generators,  rated  125  or  250  volts, 
each  connected  through  its  own  switching,  measuring  and  con- 
trolling equipment  to  a  set  of  exciter  bus-bars.    Shunt- 
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wound  exciters  are  preferable  where  Tirrill  r^ulators  are 
used,  also  where  storage  batteries  are  used.  All  alternators 
take  field  current  from  these  common  exciter  busses;  thus 
any  alternator  may  be  connected  to  any  exciter.  The  ex- 
citer busses  usually  furnish  current  also  for  operating  the 
motors  used  to  open  and  close  oil-switches,  adjust  the 
governors  of  the  engines,  or  control  the  field  rheostats,  and 
sometimes  also  for  lighting  the  plant. 

To  insure  that  the  plant  shall  never  be  without  a  source  of 
direct  current  to  build  up  or  maintain  the  voltage  of  the 
alternators,  it  is  usual  to  keep  a  storage  battery  ready  to  be 
connected  to  the  exciter  busses.  It  is  then  possible  to  drive 
some  of  the  exciter  generators  by  means  of  induction  motors 
or  synchronous  motors  supplied  with  alternating  current  by 
the  main  generators.  If  there  is  no  storage  battery,  the 
exciters  are  driven  by  separate  steam  engines  or  waterwheels, 
elaborate  precautions  often  being  taken  to  avoid  the  possi- 
bility of  these  being  stalled.  However,  it  is  said  that  the 
cost  of  operating  a  motor-driven  exciter  is  about  one-half  the 
cost  of  operating  an  engine-driven  exciter. 

A  Tirrill  voltage  regulator,  by  adjusting  the  voltage  of  the 
exciter  bus,  raises  simultaneously  the  voltage  of  all  genera- 
tors which  are  operating  in  parallel,  and  thus  avoids  the 
troublesome  cross-currents  between  them  which  may  result 
when  their  excitations  are  adjusted  independently.  When 
several  exciters  operate  in  parallel  the  r^ulator  b  equipped 
with  extra  relays  and  '^equalizer  rheostats,"  to  keep  them 
adjusted  to  each  other. 

16.  Load  Capacity  of  an  Alternator.  The  load  or  output 
of  a  direct-current  generator  is  measured  in  terms  of  power, 
and  is  expressed  in  watts  or  kilowatts.  The  watts  or  kilo- 
watts output  of  an  altemating-ctirrent  generator  increases 
in  direct  proportion  to  the  effective  voltage,  to  the  effective 
current,  and  to  the  power-factor.  We  cannot  increase  the 
armature  current  beyond  a  certain  value  without  exceeding 
a  safe  temperature  for  the  armature  insulation.    To  raise 
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the  voltage  we  must  increase  the  speed,  the  flux,  or  the 
number  of  inductors  or  turns  in  series  in  the  armature.  After 
the  machine  is  built,  the  speed  cannot  be  raised  because 
constant  frequency  is  required.  In  designing  the  alternator, 
the  maximum  speed  is  fixed  by  mechanical  limitations  (such 
as  stresses  due  to  centrifugal  force,  balancing  of  rotor, 
bearings,  and  lubrication),  or  by  the  fact  that  there  is  a  most 
economical  speed  for  the  prime  mover  which  cannot  be 
exceeded  without  prohibitive  sacrifice.  With  a  given  amount 
of  armature-copper  and  a  given  slot-space  to  put  it  in,  no 
advantage  is  gained  by  increasing  the  nimiber  of  turns. 
Because  if  we  double  the  turns,  the  sectional  area  of  the 
conductor  cannot  be  more  than  half  as  great;  and  for  the 
same  maximum  PR  loss  as  before,  this  would  reduce  the  maxi- 
mum allowable  current  to  one-half  the  former  maximum, 
which  would  exactly  offset  the  double  voltage  and  leave  the 
capacity  unchanged.  The  flux  cannot  be  increased  in  a  given 
amount  of  iron  without  increasing  the  flux  density.  This 
causes  a  relatively  great  increase  of  core-losses,  and  is,  there- 
fore, limited  by  the  maximum  allowable  temperature. 
Moreover,  increase  of  flux  requires*  large  increase  of  field 
current,  and  this  is  limited  by  heating  of  the  field  insulation. 
We  see,  therefore,  that  the  current  and  pressure  factors 
of  the  power  output  are  Jimited  in  the  alternator  itself,  by 
the  fact  that  they  cannot  exceed  fairly  definite  limits  without 
injuring  the  machine.  But  when  the  alternator  is  delivering 
its  maximum  amperes  and  maximum  volts,  the  real  power 
or  output  in  watts  may  have  any  value  from  the  maximum 
(product  volts  times  amperes  =  "volt-amperes")  at  100 
per  cent  power-factor,  to  nothing  at  zero  power-factor.  As 
the  power-factor  of  the  load  depends  altogether  upon  the 
external  circuit  and  not  at  all  upon  the  alternator,  it  is  not 
fair  to  the  alternator  to  rate  its  maximum  capacity  in  kilo- 
watts. It  is  always  rated,  therefore,  in  terms  of  volt-amperes 
or  kilovolt-amperes  (kv-a.).  The  capacity  in  kilowatts  would 
be  the  same  as  the  capacity  in  kilovolt-amperes,  if  the  power- 
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factor  of  the  load  were  unity.  At  50  per  cent  power-factor, 
the  kilowatt  capacity  would  be  reduced  just  one^half ,  whereas 
the  kilovolt-ampere  capacity  would  be  the  same  as  before. 
The  design  of  the  field  winding  should  be  sufficiently  liberal 
to  permit,  without  overheating,  a  field  current  which  can  over- 
come the  demagnetizing  effect  of  reactive  lagging  components 
of  armature  current  at  any  ordinary  power-factor,  and  main- 
tain rated  voltage  at  the  terminals. 

The  nature  of  the  duty  affects  the  capacity  of  an  alternator 
or  of  any  electrical  machine.  We  must  distinguish  between 
steady  load  and  fluctuating  or  intermittent  load.  It  is  com- 
mon practice  to  rate  alternators  according  to  the  kilovolt- 
amperes  that  they  can  deliver  constantly  for  an  indefinite  time 
without  overheating.  Eatings  for  intermittent  load,  which 
are  higher  than  the  continuous  rating,  are  usually  employed 
for  railway  and  crane  motors  and  the  like,  but  not  for  al- 
ternators. 

The  amount  of  kilovolt-ampere  capacity  of  alternators 
required  to  supply  a  given  load  will  depend,  therefore, 
somewhat  on  the  shape  of  the  load-curve  and  the  duration 
of  peak  loads.  It  depends  also  upon  the  power-factor  of  the 
load;  for,  in  order  to  supply  the  same  kilowatts  with  half  as 
great  power-factor,  it  requires  twice  as  many  amperes  at 
constant  voltage,  or  twice  as  many  kilovolt-amperes.  It  is, 
therefore,  profitable  to  select  and  adjust  the  apparatus  con- 
nected to  the  station,  in  such  a  way  as  to  make  the  power- 
factor  as  high  as  possible.  Induction  motors  should  not  be 
too  large  for  their  loads,  as  a  lightly  loaded  induction  motor 
has  a  low  power-factor.  A  good  proportion  of  the  motor  load 
should  be  in  synchronous  motors  which  may  be  and  should  be 
adjusted  to  make  the  line  power-factor  very  high.  Service 
to  small  customers  should  be  grouped  as  much  as  possible 
on  larger  transformers,  avoiding  the  use  of  numerous  small 
transformers.  By  making  the  power-factor  as  high  as  pos- 
sible, the  size  (kilovolt-ampere  capacity)  and  cost  of  genera- 
tors required  to  supply  a  given  amount  of  effective  power 
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is  kept  as  low  ss  possible.  The  method  for  determining 
kilovolt-ampere  capacity  of  generator  required  to  carry  a 
combination  of  loads  is  explained  fully  in  the  "  First  Course." 
It  is  necessary  and  sufficient  to  know  any  two  of  these  three 
factors,  for  each  load;  kilowatts,  kilovolt-amperes,  power- 
factor.  Whether  the  loads  are  connected  in  series,  in  parallel, 
or  in  series-parallel  grouping  makes  no  difference  in  the  total 
kilovolt-amperes,  although  it  may  affect  the  current  and 
e.m.f.  in  parts  of  the  circuit. 

Prob.  4Q-1.  What  size  alternator  would  be  required  to  supply 
loads  aggr^ating  800  kw.  steadily  at  80  per  cent  power-factor? 
What  would  be  the  input  in  horse-power  of  the  prime  mover  to 
drive  this  generator  at  this  load,  if  the  efficiency  of  the  latter  at 
this  load  is  94  per  cent? 

Prob.  41-1.  Show  that  where  the  load  on  an  alternator 
fluctuates  rapidly,  while  the  voltage  is  kept  constant,  the  rated 
kv-a.  capacity  should  be  approximately  equal  to  the  effective  or 
square-root-mean-square  value  of  the  kv-a.  load-curve. 

Prob.  42-1.  A  shop  having  its  own  generating  plant  of  500 
kv-a.  rated  capacity  uses  only  300  kw.,  at  81  per  cent  power-factor. 
Another  nearby  shop,  needing  more  power,  offers  to  purchase  100 
kw.  at  68  per  cent  power-factor.  Can  this  generating  plant  supply 
both  shops  together?  If  not  how  many  kv-a.  and  kw.  can  be  sold 
to  the  second  shop  at  68  per  cent  power-factor,  without  exceeding 
rated  full-load  of  the  plant? 

Prob.  49-1.  How  many  kilowatts  in  incandescent  lamps  may 
be  added  to  a  250  kv-a.  alternator  which  is  already  delivering  160 
kv-a.  to  induction  motors  at  75  per  cent  power-factor? 

Prob.  44-1.  Draw  a  curve,  with  power-factor  as  abscissas  and 
real  power  output  (kw.)  as  ordinates,  for  a  400  kv-a.  plant  operating 
at  its  full  rated  capacity. 

Prob.  4&-1.  The  total  cost  of  a  400  kv-a.  plant  in  Massachu- 
setts, using  reciprocating  steam  engines,  and  including  all  auxiliaries 
and  incidentals  except  the  building,  averages  S84.00  per  kv-a. 
capacity.  Draw  a  curve  with  power-factor  as  abscissas  and  cost 
per  kilowatt  capacity  as  ordinates. 

17.  Short-circuits  on  Alternators.*  When  a  short  cir- 
cuit occurs  close  to  the  terminals  of  an  alternator  which  is 

*  Much  of  the  data  in  this  article  is  taken  from  General  Electric  Re- 
view,  Feb.  1909,  and  Electric  Journal,  Nov.  1913. 
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operating  at  rated  voltage  and  speed,  the  armature  current 
instantly  rises  to  an  effective  value  of  from  10  to  50  times 
rated  full-load  current.  It  then  decreases  rapidly  (in  from 
0.2  to  2.0  seconds),  to  a  steady  value  of  from  1.5  to  3.0 
times  rated  full-load  current.  These  large  initial  surges  of 
current  produce  very  severe  mechanical  stresses  within 
the  windings,  tending  to  twist  them  out  of  shape  and  to 
damage  the  insulation.  The  forces  between  coils  or  parts  of 
the  winding  vary  as  the  square  of  the  current  flowing  in 
them,  therefore,  the  forces  acting  at  the  instant  of  short 
circuit  are  from  100  to  2500  times  as  great  as  those  acting 
at  rated  full-load. 

Obviously,  we  must  either  allow  a  tremendous  factor  of 
safety  in  the  mechanical  construction  of  the  alternator,  or 
adopt  means  to  limit  the  amount  of  current  that  may  flow 
through  a  short-circuit.  In  practice,  both  methods  are  used. 
That  is: 

(1)  The  windings  are  braced  securely  by  clamps,  par- 
ticularly at  the  ends  of  the  coils  where  they  are  not 
supported  by  the  slots.  Fig.  46  shows  the  end- 
windings  of  a  turbo-alternator  so  braced. 

(2)  Reactance  coils  are  connected  in  series  with  the  gen- 
erator leads  which  go  to  the  switchboard.  Fig.  170, 
"  First  Course,"  shows  a  reactance  coil  used  for  this 
purpose.  They  usually  have  cores  of  concrete  and 
air;  iron  cores  would  increase  the  power  loss  in  the 
coil  (by  hysteresis  and  eddy  currents),  and  the  flux 
would  not  increase  any  more  than  with  air  core  when 
the  current  increases  on  short  circuit  to  values  which 
would  oversaturate  the  iron  unless  a  great  quantity 
of  it  were  used.  These  coils  are  usually  placed  as 
close  as  possible  to  the  generator. 

(3)  Large  generators  are  designed  purposely  to  have  a 
bad  voltage  regulation,  so  that  the  excessive  currents 
on  short-circuit  shall  limit  themselves  by  cutting  down 
the  voltage. 
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The  first  rush  of  current  on  short  circuit  is  very  great  in 
relation  to  the  final  short-circuit  current,  because  the  arni!^ 
ture  reaction  is  slow  to  take  effect.  During  the  first  few 
cycles  after  short  circuit,  the  current  is  opposed  only  by  the 
resistance  and  real  or  inherent  reactance  of  the  armature  (the 
counter  e.m.f .  induced  in  the  annature  conductors  by  the  local 


Fig.  46.    Armature  with  end-betl3  removed  showing  method  of  bracing 
the  ends  of  coils.     IVvsUnghoase  Etucl.  ^  Mfg.  Co. 

flux  due  to  the  current  they  carry).  However,  as  the  resist- 
ance is  small  in  comparison  wifh  the  reactance,  the  short-cir- 
cuit current  lags  almost  90°  behind  the  induced  e.m.f.  and  the 
armature  ampcre-tums  strongly  oppose  the  passage  through 
the  armature  core  of  flux  due  to  the  main  field  winding.  In 
the  course  of  a  short  time,  but  not  instantaneously,  the  useful 
flux  is  greatly  reduced  by  tliis  demagnetizing  action  —  often 
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to  only  a  few  per  cent  of  its  normal  or  fulUoad  value.  While 
the  flux  in  the  field  cores  is  being  reduced,  an  e.m.f .  is  induced 
in  the  field  coils,  acting  in  a  direction  to  maintain  the  flux  — 
that  is,  in  the  same  direction  as  the  normal  field  current. 
The  transient  increase  of  field  current  so  produced  while 
armature  reaction  is  taking  effect,  is  frequently  enough  to 
open  the  circuit  breakers  in  the  field  circuit,  which  helps  to 
relieve  the  short-circuit. 

The  resistance  of  the  armature  is  kept  low  in  order  that 
the  efficiency  may  be  high.  A  common  value  is  1  per  cent, 
which  means  that  the  Ir  voltage  consumed  in  overcoming 
resistance,  at  rated  full-load  current,  is  equal  to  1  per  cent 
of  the  terminal  voltage  at  full-load.  Consequently,  the  valuie 
and  damaging  effects  of  the  first  rush  of  current  must  be 
limited  by  increasing  the  inductance  or  reactance  of  the 
armature  winding.    The  reactance  is  proportional  to: 

(a)  The  frequency,  directly.     (If  frequency  is  doubled^ 
armature  reactance  is  doubled.) 

(b)  The  square  of  the  number  of  conductors  per  slot  on 
the  armature. 

(c)  A  factor  which  depends  upon  the  shape  and  nimiber 
of  the  slots,  and  their  arrangement. 

Generators  of  the  largest  sizes  (in  which  short-circuit  currents 
are  enormously  powerful  and  dangerous)  are  usually  driven 
by  steam  turbines,  which  must  be  of  relatively  high  speed 
in  order  to  be  economical.  Although  the  frequency  is  the 
same  as  in  slow-speed  engine-driven  alternators,  the  number 
of  slots  is  less,  and  the  reactance  much  less.  In  an  engine- 
driven  alternator  the  reactance  might  be  10  per  cent  (i.e., 
reactance  voltage  equal  to  10  per  cent  of  terminal  voltage, 
when  rated  full-load  current  flows).  In  a  turbo-alternator 
for  the  same  rated  output  the  reactance  voltage  might  be 
only  one-quarter  as  large,  or  2.5  per  cent.  If  we  neglect  the 
(very  slight)  effect  of  resistance  in  determining  the  short- 
circuit  current,  we  see  that  the  current  in  this  slow-speed 
engine-driven  alternator  will  surge  up  to  10  times  normal 
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fuU-ioad  current  at  the  moment  of  short-circuit  (until  the 
reactance  volts  equals  the  generated  volts),  whereas  the 
current  in  the  turbo-alternator  will  surge  up  to  40  times 


rated 


_  /lOO  per  cent  of  generated  voltageX  „ 
\2.5  per  cent  of  generated  voltage/ 
ever,  as  soon  as  these  excessive  currents  commence  to  grow, 
the  generated  voltage  commences  to  be  reduced  by  the 
armature  reaction,  and  the  short-circuit  current  soon 
settles  down  to  a  value  which  depends  upon  the  syn- 
chronous impedance,  or  upon  the  voltage  regulation  of  the 
alternator. 

Current-limiting  reactances  are  usually  designed  to  have 
a  reactance  of  from  3  to  6  per  cent  (which  means  a  voltage 
drop  across  them  of  from  3  to  6  per  cent  of  terminal  voltage 
when  full-load  current  flows).  They  do  not  have  much  effect 
upon  the  voltage  regulation  of  the  generating  unit,  because 
the  regulation  depends  principally  upon  the  armature  reac- 
tion or  upon  the  synchronous  impedance,  which  is  large 
compared  with  these  values  of  reactance. 

The  short  circuit  is  relieved  by  an  oil-switch,  or  circuit- 
breaker,  having  the  contacts  immersed  in  oil.  This  breaker 
opened  automatically  by  the  action  of  a  relay  which  is  con- 
nected in  the  leads  between  generator  and  switchboard.  If 
the  relay  is  set  to  trip  quickly  during  the  first  surge  of  current, 
great  forces  are  generated  at  the  switch  break,  often  wrecking 
it.  If  the  relay  is  set  to  delay  action,  perhaps  until  after  the 
current  has  fallen,  large  forces  are  exerted  upon  the  armature 
windings  and  connecting  cables,  distorting  them  and  often 
tearing  them  from  their  fastenings.  The  action  of  switches 
and  relays  will  be  taken  up  later. 

Example  7.  What  is  the  impedance  (in  per  cent)  of  the  armature 
of  an  alternator  which  has  6  per  cent  reactance  and  2  per  cent 
resistance?  

Impedance  =  Va;*+  r* 

=  \/40 

=  6.32  per  cent. 
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Example  8.  What  is  the  inductance  of  each  of  three  5% 
current-limiting  reactances  for  the  3-phase,  500(>-kv-a.,  6600- volt 
alternator  of  Example  4? 

Note:  Reactances  for  star-connected  alternators  have  their  per- 
centage based  on  the  F-voltage,  between  each  terminal  and  neutral 
of  generator. 

Rill-load  current  through  each  reactance  =  -7= '—  «  437  amp. 

v3x6.6kv. 

Volts  for  each  terminxd  of  generator  to  neutral  =  — :=r  =  3810. 

V3 

Volts  across  each  reactance  at  full-load  =  5%  of  3810  »  190.5. 

X        ,  *       1  X  •,      190.5  volts      ^  ^^^    , 

Impedance  of  each  reactance  coil  =  -;;;= =  0.436  ohm. 

*  .437  amps. 

As  the  coil  is  made  so  its  resistance  is  negligible,  the  reactance 

is  also  equal  to  0.436  ohm.     Therefore, 

^    ,     ^             React,  (ohms)  0.436  ^, .  .^  ._ 

Inductance  = ^^^p—  =  ^^^^^^  =  .001157  hemy. 

Rating  of  each  reactance 

=  current  through  it  times  voltage  across  it. 
=  (437  X  190.5)  volt-amperes,  or*  83.3  kv-a. 

Prob.  46-1.  (a)  What  would  be  the  inherent  impedance ^in  per 
cent,  for  an  alternator  having  10  per  cent  reactance  and  1  per  cent 
resistance? 

(6)  For  an  alternator  having  2.5  per  cent  reactance  and  1 
per  cent  resistance? 

Prob.  47-1.  (a)  What  would  be  the  power-factor  and  angle  of 
phase  difference  between  the  induced  e.m.f.  and  the  current  that 
flows  immediately  after  a  short  circuit  on  the  alternator  specified 
in  part  (a)  of  Problem  46-1? 

(b)  Of  the  alternator  specified  in  part  (6)  of  Problem  46-1? 

Prob.  48-1.  (a)  What  per  cent  of  rated  full-load  current  would 
flow  immediately  after  short  circuit,  in  the  alternator  of  part  (a) 
Problem  46-1? 

(6)  In  the  alternator  of  part  (b)  Problem  46-1?  Calculate  this 
current  from  the  per  cent  of  impedance,  and  compare  with  the  re- 
sults calculated  above  in  the  text  when  considering  only  the  re- 
actance. 

Prob.  4^1.  From  the  power-factor  and  the  per  cent  of  rated 
current  on  short  circuit,  calculate  the  increase  of  torque  resisting 
rotation  of  the  alternators  of  Problem  46-1  (a)  and  (6)  at  the  mo- 
ment of  short  circuit,  in  per  cent  of  torque  due  to  non-inductive 
full-load  on  the  alternator.  Note  that  the  speed  remains  sensibly 
constant. 


SUMMARY   OF   CHAPTER  I 

LOADING  A  GENERATOR: 

(a)  CAUSES  PARTS  OP  IT  TO  HEAT  UP.  The  temperature 
rise  limits  the  load  which  may  be  applied. 

(b)  chahges  the  efficienct,  first  raising  it,  then  lower- 
ing it  as  the  load  is  greatiy  increased.  Extra  high 
efficiency  is  usually  expensive  unless  the  cost  of  energy 
is  high  and  the  supply  limited. 

(c)    LOWERS   THE   TERMIKAL   VOLTAGE    because   part   of 

the  e.m.f.  generated  is  used  to  overcome  the  armature 
resistance  and  armature  reactance  and  because  of  arma- 
ture reaction. 

ARMATURE  REACTION  due  to  the  current  flowing  in  Uie 
armature  coils  of  a  generator: 

(a)  DISTORTS  THE  FLUX  distribution  of  the  poles  by 
crowding  the  magnetic  lines  to  the  trailing  pole  tip. 

(b)  EITHER  WEAKENS   OR  STRENGTHENS  the  poles.     It 

may  do  both  in  a  single-phase  machine,  alternating  at 
a  frequency  double  that  of  the  ejn.f. 

THE  SYNCHRONOUS  IMPEDANCE,  of  a  generator  is  a 
term  used  to  denote  the  combined  effect  of  armature  reactance 
and  resistance  and  armature  reaction  upon  the  terminal  volt- 
age of  a  generator.    It  equals 

open-circuit  volts,  per  phase 
short-circuit  amperes,  per  phase 

both  values  corresponding  to  the  same  field  excitation  and  speed. 

THE  VOLTAGE  REGULATION  of  a  generator  may  be  cal- 
culated approximately  by  the  Synchronous  Impedance  Method. 
This  consists  of  combining  vectorially  the  terminal  voltage  at 
full-load  with  the  reactance  drop  and  the  resistance  drop  of  the 
armature  at  given  power-factor.  The  result  is  approximately  the 
terminal  voltage  at  no-load.    Then: 

_.      -  ^     ,             .     (no-load volts)  — (full-load volts), ^       ^ 
Regulation  (per  cent) (fap^ioad  volts) ^  '~%- 
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method  of  calculation  gives  a  slightly  higher  or  poorer 
regulation  than  is  obtained  by  actually  loading  the  alternator* 

THE  AJ^.£.  METHOD  of  calculating  the  regulation  con- 
sists of  finding  graphically  the  no-load  voltage  for  a  field  excita- 
tion which  will  produce  the  required  terminal  voltage  under 
full-load  at  given  power-factor.  The  saturation  curves  at 
no-load  and  full-load  (current)  at  zero  power-factor  are  used 
in  this  method.  The  results  thus  obtained  are  very  close  to  the 
values  measured  on  tests. 

THE  TIRRILL  REGULATOR  automatically  regulates  the 
terminal  voltage  of  a-c.  generators  by  rapidly  varying  the  field 
strength  to  make  the  required  increase  and  decrease  of  the 
voltage.  Good  inherent  regulation  is  undesirable  in  large 
machines  because  the  low  armature  impedance  required  would 
not  sufficiently  limit  the  value  of  currents  through  the  machine 
whenever  it  may  be  short-circuited. 

THE  ALTERNATOR  FIELD  COILS  are  excited  from  bus- 
bars fed  by  direct-current  generators.  Storage  batteries  are 
generally  employed  as  a  reserve  in  case  of  failure  of  the  d-c. 
generators. 

THE  POWER  CAPACITY  of  an  alternator  depends  upon 
the  current  it  must  deliver  to  supply  the  power.  To  keep  this 
current  as  low  as  possible  for  a  given  amount  of  jK>wer,  the 
power-factor  should  be  high. 

FLUCTUATIONS  OF  LOAD  affect  the  generator  capacity 
required.  Generator  ratings  are  based  on  steady  load.  The 
rating  may  safely  be  exceeded  if  the  period  of  overload  is  suf- 
ficiency brief. 

LARGE  SHORT-CIRCUIT  CURRENTS  exert  tremendous 
mechanical  forces  upon  the  parts  of  an  alternator.  Therefore, 
the  construction  of  all  parts  is  rugged,  and  the  impedance  of 
the  armature  is  high  to  prevent  too  large  currents.  Separate 
current-limiting  reactances  are  also  often  connected  between 
terminals  and  Hues. 


PROBLEMS   ON   CHAPTER  I 

Prob.  60-1.  A  certain  alternator  operates  steadily  at  rated 
full-load  with  the  temperature  of  its  armature  constant,  and  45°  C. 
above  the  room  temperature,  which  is  20**  C. 

(a)  To  what  temperature  will  the  armature  rise  when  the  room 
temperature  increases  to  40°  C,  and  load  remains  constant? 

{b)  If  the  actual  temperature  of  the  armature  must  not  be  allowed 
to  be  above  75°  C,  by  what  percentage  must  the  current  output  be 
reduced  below  rated  value  to  avoid  overheating?  Assume  that 
half  of  the  full-load  losses  are  constant,  the  other  half  are  variable 
and  proportional  to  the  square  of  the  load  or  current  output.  The 
excess  of  machine-temperattire  over  room  temperature  is  directly 
proportional  to  the  total  losses. 

Prob.  51-1.  An  alternator  delivers  100  kw.  for  8  hours  per 
day,  at  93  per  cent  efficiency;  then  150  kw.  for  4  hours  at  90  per 
cent  efficiency;  then  50  kw.  for  12  hours  at  89  per  cent  efficiency. 
Calculate  the  all-day  efficiency. 

Prob.  52-1.  The  alternator  of  Problem  51-1  is  used  for  12- 
hour  service  instead  of  24-hour  service;  that  is,  it  operates  as  stated 
during  the  8-hour  and  the  4-hour  periods,  but  is  shut  down  com- 
pletely during  the  remaining  12  hours.  What  is  the  all-day  effi- 
ciency under  these  conditions? 

Prob.  5S-1.  An  alternator,  operating  at  70  per  cent  power- 
factor,  receives  250  horse-power  from  the  engine  and  delivers  250 
kv-a.  from  its  terminals.    What  is  its  efficiency? 

Prob.  5i-l.  What  would  be  the  efficiency  of  Alternator  No.  13, 
page  18,  when  delivering  the  same  (rated  full-load)  kv-a.  as  in 
Table  II,  but  at  80  per  cent  power-factor  instead  of  100  per  cent? 
Assume  the  armature  copper-loss  to  be  two-thirds  of  the  total 
copper-loss  at  full-load  in  Table  II.  Assume  also  that  the  full-load 
field  current  must  be  10  per  cent  higher  at  80  per  cent  power-factor 
than  at  100  per  cent  power-factor,  to  keep  the  same  terminal  voltagei 

Prob.  6&-1,  How  many  more  dollars  per  kv-a.  of  capacity 
could  you  afford  to  pay  for  Alternator  No.  2  than  for  Alternator 
No.  1  in  Table  II,  page  18  ?    Assume  the  machines  to  operate  at 
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full-load  unity  power-factor  for  12  hours  every  day.  Energy  \a 
worth  one  cent  per  kw-hour.  Capital  invested  in  the  machinery 
must  earn  at  least  12  per  cent  to  pay  ''fixed  charges''  in  this  plant. 

Prob.  6i^-l.  The  saturation  curve  (between  field  ciurent  and 
open-circuit  voltage)  of  a  given  alternator  is  a  straight  line  from 
xero  volts  up  to  about  50  per  cent  above  rated  voltage.    If  the 

^  voltage  regulation  of  this  alternator  under  given  conditions  is  20 

per  cent,  by  what  percentage  of  its  full-load  value  must  the  field 
current  be  increased  or  diminished  when  the  load  is  removed,  in 
order  that  the  voltage  shall  not  change?    By  what  percentage  will 

I  the  PR  loss  in  the  field  windings  at  ^ero-load  be  greater  or  less  than 

at  rated  full-load? 

i  Prob.  67-1.    The  curve  between  current  output  and  terminal 

f  voltage  of  a  ^ven  alternator  is  a  straight  line.    The  voltage  r^u- 

lation  at  unity  power-factor  is  10  per  cent.    What  is  the  maximum 
sudden  variation  of  load  (expressed  in  per  cent  of  rated  load)  that 
may  occur  without  changing  the  terminal  voltage  more  than  2  per 
cent  of  its  previous  value: 
(a)  when  operating  at  full-load; 
(6)  when  operating  at  half-load? 

Prob.  68-1.  If  the  load  on  the  alternator  in  Problem  57-1 
fluctuates  suddenly  over  a  range  of  25  per  cent  of  rated  load,  what 
should  be  the  per  cent  voltage  regulation  in  order  that  the  terminal 
voltage  shall  not  change  more  than  2  per  cent  of  rated  full-load 
voltage? 

Prob.  69-1.  If  the  saturation  curve  (between  field  current  and 
open-circuit  volts)  for  the  alternator  of  Problem  18-1  were  practi- 
cally a  straight  line  from  zero  volts  to  50  per  cent  above  rated 
voltage,  calculate  the  percentage  by  which  the  field  current  must  be 
increased  above  its  rated-load  vahie,  in  order  to  maintfdn  rated 
terminal  voltage  with  25  per  cent  overload,  at  unity  power-factor. 

Prob.  60-1.  Solve  Problem  59-1  on  the  basis  of  a  load  having 
80  per  cent  lagging  power-factor. 

Prob.  61-1.  By  what  percentage  is  the  PR  loss  and  rate  of 
heating  in  the  field  greater  than  at  rated  full-load,  in  Problems 
60-1  and  61-1? 

Prob.  62-1.  Draw  a  vector  diagram  illustrating  a  phase  rela- 
tion between  current  and  terminal  pressure  which  would  make  the 
voltage  regulation  zero,  or  zero-load  voltage  same  as  full-load 
voltage,  for  the  generator  of  Prob.  18-1. 

Calculate  the  power-factor  of  the  load,  for  this  case. 
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Prob.  68-1.    In  Problem  18-1,  calculate: 

(a)  the  power-factor  of  the  entire  circuit  including  the  armar 
ture; 

(6)  the  total  power  in  the  entire  circuit; 
-    (c)  the  total  l^R  watts  lost  in  the  armature; 

(d)  the  total  power  generated  minus  total  DR  loss.  Check  this 
last  result  against  the  power  output  as  calculated  from  terminal 
volts  and  amperes,  and  load  power-factor.  Does  the  armature 
reactance  represent  any  loss  of  power,  or  only  loss  of  pressure? 

Prob.  64-1.  Repeat  the  calculations  of  Problem  63-1,  with  the 
same  alternator  operating  as  specified  in  Problem  62-1. 

Prob.  66-1.  Solve  Problems  28-1  and  29-1  with  respect  to  a 
two-phase  alternator. 

Prob.  66-1.  The  alternator  specified  in  Problem  28t1  has  a 
power-factor  of  80  per  cent  for  the  entire  circuit  including  the  arma- 
ture winding.  Calculate  the  values  of  cross-magnetizing  and  de- 
magnetizing ampere-turns,  on  the  basis  of  Fig.  38.  Show  that 
the  number  of  demagnetizing  ampere-turns  is  directly  proportional 
to  the  component  of  /  which  lags  90°  behind  Ei, 

Prob.  67-1.  Assume  that  the  induced  e.m.f.  is  reduced  by  the 
demagnetizing  effect  of  armature  current,  by  an  amoimt  directly 
proportional  to  the  component  of  /  which  is  90°  behind  the  induced 
voltage,  and  that  this  amount  is  40  per  cent  at  zero  power-factor 
with  rated  full-load  current.  Calculate  the  per  cent  voltage 
regulation,  when  the  alternator  of  Problem  18^-1  delivers  full-load 
current  lagging  30°  behind  the  induced  e.m.f.  Ei. 

Prob.  68-1.  By  the  synchronous  impedance  method,  calctdate 
the  terminal  voltage  of  the  alternator  specified  in  Problem  31-1, 
when  delivering  current  of  rated  full-load  value  at  zero  power-factor, 
the  field  excitation  being  such  as  would  deliver  rated  full-load 
terminal  volts  on  open  circuit. 

Prob.  69-1.  By  the  synchronous  impedance  method,  calculate 
the  open-circuit  volts  of  the  alternator  specified  in  Plx>blem  31-1, 
corresponding  to  the  field  excitation  which  will  produce  rated  full- 
load  voltage  at  terminals  when  delivering  full-load  amperes  at  zero 
power-factor. 

Prob.  70-1.  An  ordinary  turbo-alternator  has  a  final  or 
"sustained''  short-circuit  current  about  2.5  times  rated  full-load 
current  when  short-circuited  under  full-load  excitation.  The  re- 
sistance drop  is  1  per  cent.  The  initial  short-circuit  current  is 
20  times  normal.     Calculate: 
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(a)  synchronous  impedance  (e.m.f.))  ^^^ 

(b)  the  synchronous  reactance  (e.m.f.),  each  as  percentage  of  the 
terminal  e.mi.  at  rated  load. 

Prob.  71-1.  The  voltage  regulation  of  the  turbo-alternator  of 
Problem  70-1  on  non-inductive  load  is  found  to  be  approximately 
8  per  cent,  (a)  Calculate  by  the  synchronous  impedance  method 
(Art.  12)  its  voltage  regulation  from  the  per  cent  of  resistance  drop 
and  of  synchronous  reactance  drop  as  calculated  in  Problem  70-1. 
Compare  with  the  measured  value  of  8  per  cent,  (b)  Calculate 
synchronous  reactance  from  measured  regulation  of  8  per  cent,  IR 
being  1  per  cent  as  in  Problem  70. 

Prob.  72-1.  Calculate  the  inherent  reactance  in  per  cent,  if  the 
current  that  flows  immediately  after  short-circuit  is  ten  times  rated 
full-load  current  of  the  alternator  of  Problem  70. 

Prob.  7^1.  Draw  a  vector  diagram  representing  values  and 
phase  relations  of  current,  terminal  e.m.f.,  resistance  e.m.f.,  re- 
actance e.m.f.,  and  generated  e.m.f.,  at  non-inductive  rated  full- 
load,  for  the  alternator  of  Problem  71-1.  All  voltages  are  to  be 
expressed  in  per  cent  of  rated  voltage.    Calculate: 

(a)  The  angle  of  phase  difference  between  terminal  e.m.f.  and 
generated  e.m.f. 

(6)  The  component  of  armature  current  lagging  90°  behind 
generated  e.m.f.,  as  a  percentage  of  rated  full-load  current. 

Prob.  74-1.  Draw  a  vector  diagram  similar  to  that  of  Problem 
73-1,  but  representing  conditions  on  short  circuit.    Calculate: 

(a)  Angle  of  phase  difference  between  current  and  generated 
e.m.f. 

(6)  Component  of  armature  current  lagging  90°  behind  generated 
e.m.f .,  as  a  percentage  of  rated  full-load  current. 

Note  that  short-circuit  current  is  2.5  times  full-load  current,  and 
the  terminal  e.m.f .  is  zero. 

Prob.  76-1.  Assume  that  the  weakening  of  useful  flux  due  to 
armature  reaction  is  directly  proportional  to  the  component  of 
armature  cmrent  which  la^  90°  behind  the  generated  e.m.f.* 
(a)  Prom  the  diagrams  and  results  of  Problems  73-1  and  74-1, 
calculate  how  many  times  greater  this  weakening  should  be  on 
short-circuit  than  on  non-inductive  load.  (&)  How  many  times 
greater  is  the  synchronous  reactance  (as  calculated  from  short- 
circuit  data)  than  the  reactance  as  calculated  from  8  per  cent  regu- 
lation and  1  per  cent  resistance  drop  on  non-inductive  full-load 
(when  armature  demagnetizing  effect  is  relatively  small)? 

*  See  pages  36  (top)  and  39  (middle). 
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Prob.  7&-1.  Actual  short-circuit  measurements  by  oscillo- 
graph on  nine  alternators,  ranging  in  size  from  500  kv-a.  to  19,000 
kv-a.  rated  capacity  (see  Electric  Journal,  Nov.,  1913),  showed  the 
current  immediately  after  short-circuit  to  be  between  10  and  26 
times  rated  full-load  current.  What  were  the  limiting  values  of 
inherent  reactance  in  this  collection  of  generators,  assuming  the 
resistance  drop  at  fuU-load  to  be  1  per  cent  of  rated  voltage? 

Prob.  77-1.  The  alternator  of  Problems  70-1  and  72-1  is 
operated  at  H  of  the  former  speed,  keeping  the  same  field  excita- 
tion, (a)  By  what  percentage  would  the  inherent  reactance  and 
inherent  impedance  be  increased  over  their  respective  former 
values?  (h)  By  what  per  cent  would  the  synchronous  reactance 
and  S3mchronous  impedance  be  increased  over  their  former  values? 

Prob.  7S-1.  (o)  By  what  per  cent  would  the  initial  (effective) 
value  of  short-circuit  amperes  be  altered  by  the  change  in  speed 
specified  in  Problem  77-1? 

(6)  By  what  per  cent  would  the  final  value  of  short^ircuit 
current  be  decreased? 

Prob.  79-1.  By  the  synchronous  impedance  method,  calculate 
the  per  cent  voltage  regulation  on  non-inductive  load  for  the  gen- 
erator specified  in  Problem  70-1  after  making  the  alteration  speci- 
fied in  Problem  77-1. 

Prob.  80-1.  An  external  reactance  having  a  drop  equal  to  5 
per  cent  of  terminal  voltage  at  rated  full-load  is  connected  in 
the  leads  to  switchboard  from  the  generator  specified  in  Problem 
72-1.  The  resistance  of  this  current-limiting  reactance  is  entirely 
negligible.    Calculate: 

(a)  Total  true  reactance  and  total  impedance  of  armature  and 
coil  together,  in  per  cent  of  rated  voltage  of  alternator. 

(6)  Current  flowing  through  armature  and  coU  immediately  after 
short  circuit.    Compare  results  of  Problem  72-1. 

Prob.  81-1.  Calculate  the  voltage  regulation  of  the  alternator 
combined  with  its  reactance  as  specified  in  Problem  80-1,  on 
rated  full-load  non-inductive.  Use  the  synchronous  impedance 
method  of  calculation.    Draw  complete  vector  diagram  to  illustrate. 

Prob.  82-1.  By  what  percentage  is  the  initial  current  on 
short  circuit  reduced,  by  connecting  a  5  per  cent  current-limiting 
reactance  in  series  with  the  leads  from  an  alternator  having  10  per 
cent  inherent  reactance? 

Prob.  88-1.  The  inherent  reactance  of  a  25-cycle  turbo- 
alternator  is  5  per  cent.    What  would  be  the  per  cent  reactance  of 
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this  same  alternator  when  operated  at  a  frequency  of  60  cycles^ 
same  voltage? 

Prob.  84-1.  For  some  purposes  cm-rent-limitrng  reactances 
placed  in  each  feeder  going  out  from  the  bus-bars  is  considered 
preferable  to  reactances  placed  in  the  generator  leads  going  to  the 
bus-bars.  The  author  of  a  paper  in  Proc.  A.I.E.E.,  Feb.  1914, 
makes  the  statement  that  5000  kv-a.  at  0.8  power-factor  flowing 
over  a  reactance  of  3  per  cent  in  a  feeder  gives  a  voltage  drop  of 
approximately  1.9  per  cent.  Draw  a  vector  diagram  to  illustrate 
the  conditions,  and  verify  this  result  by  calculation. 

Prob.  86-1.  In  discussion  of  the  paper  referred  to  in  Problem 
84-1,  an  engineer  states  that  his  calculations  showed,  with  three- 
conductor  No.  000  feeder  subject  to  short  circuit  of  60,000  amperes, 
that  the  repulsive  force  between  conductors  per  running  foot  was 
approximately  one  ton.  On  this  basis,  calculate  the  value  of  the 
repulsive  force  acting  between  the  same  conductors  when  carrying 
normal  full-load  current  from  a  three-phase  alternator  rated  30,000 
kv-a.  at  11,000  volts. 

Prob.  86-1.  Oscillograph  records  show  that  an  oil-switch  in 
average  operation  cannot  be  depended  upon  to  open  a  short  circuit 
in  a  shorter  period  of  time  than  12  cycles  on  a  25-cycle  system.  If 
the  short  circuit  is  60,000  amperes,  how  many  gram-calories  of  heat 
energy  will  be  generated  in  one  foot  length  of  No.  000  B.  &  S.  gauge 
copper  feeder  before  the  circuit  breaker  opens?  How  many  degrees 
Centigrade  temperature  rise  will  this  heat  produce  in  the  conductor? 
Assume  that  no  heat  is  lost  during  this  short  time;  the  specific  heat 
of  copper  is  0.09846. 

Prob.  87-1.  Current-limiting  reactances  are  rated  in  terms 
of  kv-a.,  the  product  of  current  through  them  and  kilovolts  drop 
across  them. 

(a)  What  would  be  the  rating  in  kv-a.  of  one  unit  of  a  three- 
phase  5-per  cent  reactance  set  for  a  25,000  kv-a.  generator  ? 

(6)  Show  that  the  kv-a.  of  a  reactance  varies  as  the  square  of  the 
current  through  it. 


CHAPTER  II 
ALTERNATORS  IN  PARALLEL 

It  ia  more  economical  to  produce  electric  power  in  large' 
power  plants  than  in  small  plants  (for  explanation,  see 
Chapter  I).  Also,  large  generators,  and  engines  or  turbines, 
are  more  efficient  and  economical  than  smaller  ones.  There 
are  numerous  central  stations  with  an  aggregate  rated 
capacity  over  100,000  kv-a.,  and  there  are  numerous  tiu'bo- 
altemators  as  large  as  25,000  kv-a.  rated  capacity.  It 
requires  several  generators  (even  of  the  largest  size  that 
can  be  built),  therefore,  to  carry  the  load  of  one  of  the 
larger  stations.  Even  in  a  smaller  station,  the  total  re- 
quired capacity  is  divided  into  several  units,  so  that  only 
enough  capacity  need  be  in  operation  at  any  hour  of  the 
day  to  be  nearly  fully  loaded  by  the  power  demand  at 
that  hour.  This  results  in  a  higher  efficiency  than  would 
be  obtained  with  fewer  and  larger  units  operating  under- 
loaded during  the  hours  between  the  peak  loads. 

Each  generator  in  the  power  plant  delivers  its  output 
(through  a  set  of  devices  for  controlling  and  measuring  the 
load  of  the  generator  and  protecting  the  system  from  trouble) 
to  a  set  of  conunon  conductors  called  bus-bars.  Each  of  the 
feeders,  which  transmit  the  power  to  the  centers  of  distri- 
bution or  substations  from  which  it  is  retailed,  is  connected 
to  these  bus-bars  through  the  necessary  switches,  regulators 
and  meters  for  controlling  and  measuring  the  output  of  the 
station  and  protecting  the  feeders  from  damage  in  case  of 
short-circuits  on  them.  The  system  of  connections  for  a 
complete  plant  having  several  generators  and  feeders  and 

with  all  their  auxiliary  equipment  is  too  complicated  to  be 
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introduced  here.    We  shall  discuss  only  the  alternating- 
current  features  of  the  interaction  between  the  generators, 
u         using  for  illustration  a  very  much  simplified  diagram  of 
connections. 

18.  Alternators  in  Parallel.  Practically  all  American  cen- 
[  tral  stations  are  committed  to  the  parallel  system  of  dis- 
tribution at  constant  voltage.  In  order  to  keep  a  constant 
voltage  while  a  varying  nmnber  of  generators  supply  the 
power,  it  is  necessary  to  connect  them  in  parallel  with  one 
another.  When  so  connected,  the  terminal  voltage  of  all 
generators  must  be  the  same  (equal  to  the  voltage  between 
the  common  bu^-bars),  and  the  total  current  delivered 
through  the  bus-bars  to  the  load  should  be  equal  to  the 
(arithmetical)  sum  of  currents  delivered  by  the  armatures 
of  the  several  generators.  However,  incorrect  adjustments 
may  cause  to  circulate  between  the  armatures  local  currents, 
which  never  reach  the  external  circuit  and  therefore  con- 
tribute nothing  to  the  useful  output  of  the  station,  although 
they  increase  the  heating  of  the  armatures  and  correspond- 
ingly reduce  the  amount  of  useful  current  which  the  alter- 
nators can  deliver. 

We  must,   therefore^   understand   clearly  the  following 
)'         factors  of  satisfactory  parallel  operation  of  alternators: 

(1)  How  to  connect  the  alternator  properly  to  the  system, 
or  "cut  it  in"  as  operators  often  say.  Also,  how  to  take  it 
out  of  service  properly. 

(2)  How  to  transfer  load  from  one  alternator  to  another 
in  parallel. 

r  (3)  How  to  adjust  for  minimum  armature  current  and 

heating,  in  each  alternator,  while  carrying  a  given  load;  or, 
how  to  get  maximum  kilowatt  capacity  and  efiiciency  in 
the  alternators  which  are  operating. 

19.  Sixnilarities  in   Direct-current  Parallel  Operation. 
J          Before  we  may  properly  connect  two  batteries  in  parallel 

(as  Gi  and  O2  in  Fig.  47),  we  must  know  that  their  voltages 
are  nearly  equal.    Then  we  connect  the  positive  poles  to- 
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gether  to  one  line  wire  J5i,  and  the  negative  poles  together  to 
the  other  line  wire  Bt,  The  current  taken  by  any  load  R 
connected  between  By  and  B^  will  be  shared  equally  by  Gi 

and  G2,  if  the  internal  or  generated 

Bi    voltages  of  the  two  batteries  are 

^     -^        i         equal  and  their  internal  resistances 
Gf-E-  -E-Ga  I R       are  also  equal.    This  is  necessary  in 
""-  -^j^     i         order   that   the   terminal   voltages 
J  may  be  equal,   which  is  essential 


Fig.  47.    The  e.m.f.'s  and  ^^^  »  Pa^^"^!  combination.      If  the 

the  internal  resistances  of  open-circuit  voltage  of  G%  is  larger 

thetwobatteriesGiandOi  than  that  of  Gi  but  the  internal 

must  be  equal  if  they  are  resistances   are   equal,    then   when 

to  deliver  equal  currente  they  are  connected  in  parallel,  G2 
when  connected  in  par-       mi     j  t  1  i. 

g^jj^  Will   dehver  enough  more  current 

than  G\  to  make  its  terminal  volt- 
age equal  to  that  of  Gi  by  reason  of  the  greater  internal  rl 
drop. 

If  now  the  external  resistance  is  decreased  so  as  to  take 
30  amperes  more,  the  batteries  will  divide  this  increase 
equally  between  them  as  long  as  the  internal  resistances  are 
equal.  The  terminal  voltages  were  equal  before  the  change, 
and  must  be  so  after  the  change,  hence  the  increase  of  rl  drop 
must  be  the  same  in  both  batteries;  and  since  the  resistances 
are  equal,  the  increases  of  current  must  also  be  equal.  But 
if  the  internal  resistance  of  G2  is  twice  as  great  as  that  of 
Gi,  the  increase  of  current  in  G%  will  be  only  one-half  as  great 
as  the  increase  in  G\]  that  is,  G2  will  increase  10  amperes  and 
G\  will  increase  20  amperes.  The  same  reasoning  will  show 
that  the  terminal  voltages  of  Gi  and  G2  cannot  be  equal 
unless  this  is  so;  the  currents  will  continue  to  change,  and 
we  shall  not  have  equilibrium,  until  the  terminal  voltages 
are  equal. 

Thus  we  see  that  the  automatic  sharing  of  changes  of  load 
depends  upon  the  relation  of  internal  resistances,  whereas 
the  initial  distribution  of  the  load  is  controlled  by  the  relation 
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between  the  generated  or  open-circuit  voltages.  If  these 
voltages  were  exactly  equal,  no  current  would  flow  in  either 
machine  when  the  external  circuit  R  is  opened;  both  bat- 
teries reach  zero-load  at  the  same  time.  But  if  the  voltage 
of  G%  is  larger  than  that  of  Gi,  then  Gt  will  force  a  current 
through  Gi  in  a  direction  opposite  to  the  e.m.f.  of  the  latter, 
when  the  external  circuit  is  open;  that  is,  Gi  delivers  power 
and  Gi  receives  it. 

The  case  of  direct-current  generators  is  quite  similar,  as 
illustrated  in  Fig.  48.  Suppose  Gi  is  connected  to  the  bus- 
bars and  delivering  current  to  a  g, 
load  RL.  While  G2  is  running 
at  constant  speed,  we  adjust  its 
field  current  (by  rheostat  R2) 
\mtil  its  open-circuit  voltage  is 
equal  to  the  bus-bar  voltage  or 
the  terminal  voltage  of  the  other  Fig.  48.  The  e.m.f  .'s  and  the  in- 
generator.     We    then    connect      ternal  resistances  of  the  direct- 

the  +  pole  of  G2  to  the  +  bus, 
and  the  —  pole  of  G2  to  the  — 
bus.  The  e.m.f.  of  G2  just  bal- 
ances the  bus  voltage,  and  G2 
neither  delivers  nor  takes  cur- 
rent. If  now  the  induced  volt- 
age of  G2  is  increased,  it  causes  G2  to  deliver  some  current 
to  the  load.  The  total  load  current  remains  the  same  as 
before,  therefore  the  current  output  of  Gi  decreases  just  as 
much  as  that  of  G2  increases.  These  changes  cause  the  termi- 
nal voltage  of  G2  to  fall  below  the  induced  voltage,  and  that  of 
Gi  to  rise  above  its  former  value,  on  account  of  changes  in  their 
respective  rl  drops  and  armature  reactions.  The  current  of  Ga 
will  continue  to  increase,  and  that  of  Gi  to  decrease  in  equal 
amount,  until  the  terminal  voltages  of  Gi  and  Gs  are  again 
equal;  then  the  currents  will  become  constant.  The  voltage 
between  bus-bars  will  be  increased  slightly  by  this  adjust- 
ment.    If  we  raise  the  field  excitation  of  G2  far  enough  we 


current  generators  Gi  and  Gt 
should  be  the  same  in  order  for 
them  to  operate  well  in  par- 
allel. The  load  of  each  is  con- 
trolled by  means  of  its  field 
rheostat  which  changes  the 
voltage  generated. 
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can  make  it  take  all  of  the  load  and  force  current  through  G\ 
in  opposition  to  its  induced  e.m.f.,  thus  running  61  as  a  motor. 

When  the  load  increases  on  the  system  shown  in  Fig.  48, 
the  sharing  of  the  increase  will  depend  upon  the  relative 
voltage  regulation  of  the  two  generators.  Suppose  the  ter- 
minal voltage  of  62  decreases  1  volt  per  100  amperes  de- 
livered, and  that  of  (?i  decreases  2  volts  per  100  amperes. 
If  the  external  load  RL  increases  by  30  amperes,  the  current 
delivered  by  Gi  will  increase  by  20  amperes  and  the  current 
output  of  G\  will  increase  by  10  amperes.  This  will  cause  the 
same  decrease  of  terminal  voltage  for  both  machines  (namely, 
0.2  volt)  and  will  keep  the  terminal  voltages  equal. 

Variations  in  the  speed  of  G\  and  G%  affect  the  distribution 
and  sharing  of  load,  only  in  so  far  as  these  variations  affect  the 
e.m.f.  induced  in  the  armatures,  and  the  inherent  voltage 
regulation.  The  actual  value  of  the  speed  is  immaterial; 
we  control  the  load  by  controlling  the  voltage,  and  generators 
of  any  speed  may  work  together  satisfactorily  in  parallel. 

Example  1.  A  storage  battery  of  0.03  ohm  internal  resistance 
which  gives  12  volts  on  open  circuit  is  connected  in  parallel  with 
another  battery  of  0.04  ohm  internal  resistance  which  gives  12.2 
volts  on  open  circuit.  What  current  is  each  delivering  when  the 
load  on  the  combination  is  20  amperes? 
Construct  Fig.  49. 

The  current  delivered  by    B  =  x  amj). 
The  current  delivered  by   A  =  20  —  x  amp. 
Voltage  across  B  =  12.2  -  0.04  x. 

Voltage  across  A  «  12  -  0.03  (20  -  x). 

But  the  terminal  voltage  across  both  batteries  must  be  the  same 
since  they  are  in  parallel. 
Therefore 

12  -  0.03  (20  -  a;)  =  12.2  -  0.04  a; 
12  -  0.6  +  0.03  a?  =  12.2  -  0.04  x 
0.07  X  =  0.8 
0.8 

0.07 
Current  delivered  by  B  =  11.4  amp. 
Current  delivered  by  A  =  20  —  11.4 

=  8.6  amp. 


ALTERNATORS:    PARALLEL  OPERATION 


77 


Prob.  1-2.  A  storage  battery  which  has  an  mtenud  reastance 
of  0.Q24  ohm  and  gives  6.00  volts  on  open  circuit  is  connected  in 
parallel  with  another  battery  which  has  the  same  internal  resistance, 
but  which  gives  6.20  volts  on  open  circuit.  Draw  curves,  using  as 
abscissas  the  total  amperes  deUvered  to  the  external  circuit,  and  as 
ordinates  the  following: 

(a)  Amperes  in  6.0-volt  battery. 

(6)  Amperes  in  6.2-volt  battery. 

(c)  Terminal  voltage.  The  external  current  increases  from  «ero 
to  100  amperes. 

tgy-x  amp. 


o 
>> 

o 


.oi^ohiu 


aOamp. 
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Fig.  49.    The  batteries  A  and  B  of  difiFerent  e.m.f.'8  and  different  in- 
ternal resistances  are  connected  in  parallel. 

Prob.  8-2*  A  storage  battery  which  has  an  internal  resistance 
of  0.024  ohm  and  gives  6.00  volts  on  open  circuit  is  connected  in 
parallel  with  another  battery  which  gives  the  same  open-circuit 
voltage  but  has  an  internal  resistance  of  0.030  ohm.  Draw  curves, 
using  as  abscissas  the  total  amperes  delivered  to  the  external  circuit, 
and  as  ordinates  the  following: 

(a)  Amperes  in  0.024-ohm  battery. 

(b)  Amperes  in  0.030-ohm  battery. 

(c)  Terminal  voltage.  The  external  current  increases  from 
zero  to  100  amperes. 

Prob.  ^2.  A  storage  battery  which  has  an  internal  resistance 
ci  0.024  ohm  and  gives  6.0  volts  on  open  circuit  is  connected  in 
parallel  with  another  battery  which  has  an  internal  resistance  of 
0.030  ohm  and  gives  6.2  volts  on  open  circuit.  Draw  curves,  using 
as  abscissas  the  total  amperes  delivered  to  the  external  circuit,  and 
as  ordinates  the  following: 

(a)  Amperes  in  the  6.2-volt  battery. 

(5)   Amperes  in  the  6.0-volt  battery. 

(c)  Terminal  voltage.  The  external  current  increases  from  zero 
to  100  amperes.  Compare  these  results  with  those  of  Problems 
1-2  and  2-2. 
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Prob.  4-2.  If  the  maximum  current  that  may  be  taken  from 
either  battery  in  Problem  1-2  without  injury  is  50  amperes,  cal- 
culate: 

(a)  The  terminal  voltage  and  watts  output  of  each  battery 
when  operated  separately  and  delivering  its  maximum  current. 

(&)  The  total  maximum  watts  output  of  the  two  batteries  when 
operated  separately. 

(c)  The  maximum  total  watts  output  when  operating  in  parallel. 
Compare  (6)  and  (c),  and  discuss  therefrom  the  disadvantages  of 
parallel  operation  without  adjustments. 

Prob.  6-2.  Solve  Problem  4  with  relation  to  the  batteries 
specified  in  Problem  2,  and  discuss  therefrom  the  disadvantages 
of  paralleling  generators  having  dissimilar  characteristics. 

Prob.  6-2.  Solve  Problem  4  with  relation  to  the  batteries  speci- 
fied in  Problem  3. 

20.  Synchronizing  and   Paralleling  Alternators.     The 

simplest  possible  connections  for  paralleling  two  single-phase 
alternators  are  shown  in  Fig.  50.  Before  the  main  switches 
S  may  be  closed,  connecting  the  armatures  together  through 
the  bus-bars  Bi,  B2,  the  following  relations  should  be  obtained, 
at  least,  approximately: 

(1)  The  induced  e.m.f.'s  of  the  armatures  Aj  and  At  must 
be  equal.  As  the  e.m.f.'s  alternate,  this  should  be  true 
at  every  instant. 

(2)  Similar  terminals  of  Ai  and  A^  must  be  connected 
to  the  same  bus-bar.  Similar  terminals  mean  arma- 
ture terminals  which  are  positive  at  the  same  time, 
and  negative  at  the  same  time. 

Notice  that  these  requirements  are  like  the  requirements  for 
paralleling  direct-current  generators.  However,  in  order 
that  the  alternating  e.m.f.'s  shall  be  equal  at  every  instant  we 
must  have: 

(la)   The  frequency    of   Ai   equal  to   the  frequency 

of  A2. 

(16)   The  e.m.f.  of  A\  in  phase  with  the  e.m.f.  of  A%, 
(Ic)   The  wave-form  of  Aj  the  same  as  the  wave-form 
of  A%. 
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The  apparatus  ordinarily  used  to  indicate  whether  these 
conditions,  except  "  Ic,"  are  fulfilled  are  a  voltmet«r  and  some 
form  of  "  synchionoscope,"  or  synchroscope.  The  latter  is  a 
device  to  indicate  when  the  alternator  is  in  syachronism  and 
in  phasa  with  the  bus-bars  to  which  we  desire  to  connect  it. 
Two  alternators  are  in  synchronism  with  each  other  wlieii 


Fig.  50.    Simple  diagram  showing  the  essential  apparatus  usc<l  in  pnr- 
allelii^  two  alternatora. 

they  have  the  same  (constant)  frequency.  The  simplest 
form  of  synchroscope  is  the  "synchronizing  lamps,"  LL, 
Fig.  50. 

Consider  that  Si  is  closed  and  alternator  Ai  is  producing 
an  alternating  e.m.f.  between  bus-bars  B,,  Bt,  but  all  feeders 
are  disconnected  and  no  current  is  flowing.  In  order  to 
connect  Ai  in  parallel,  we  first  bring  up  its  speed  until  the 
frequency  is  nearly  the  same  as  that  of  Ai  or  of  the  bus-bars. 
We  then  adjust  the  6eld  current  of  At  until  its  effective 
voltage  is  nearly  equal  to  that  of  A\.  It  is  customary,  and 
preferable,  to  use  the  same  voltmeter  to  measure  both  voltr 
^es,  connectir^  it  by  means  of  a  voltmeter-switch  first 
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to  the  armature  terminals  of  Ai  or  to  the  bus-bars,  and  then 
to  the  armature  terminals  of  A2  as  indicated  in  Fig.  50. 
Although  the  main  switch  St  is  open,  the  armatures  Ai  and 
At  are  joined  together  through  the  synchronizing  lamps 
which  are  permanently  connected  in  paraUel  with  the  switch 
blades,  as  shown.  The  behavior  of  these  lamps  now  indi- 
cates quite  accurately  what  further  adjustments  must  be 
made  before  closing  St.    Thus: 

(1)  If  the  lamps  become  bright  and  dark  alternately,  it  indi- 
cates that  the  frequencies  of  Ai  and  At  are  different.  The 
number  of  light-beats  per  second  is  equal  to  the  difference 
between  these  frequencies.  The  lamp  does  not  show  which 
alternator  is  too  fast  or  too  slow;  the  speed  of  the  incom- 
ing machine  At  must  be  raised  or  lowered  until  the  light 
and  dark  periods  are  long  and  follow  each  other  very 
slowly. 

(2)  While  the  lamps  are  dark,  when  connected  as  in 
Fig.  50,  they  indicate  that  the  resultant  voltage  of  Ai  and 
At  in  series  is  nearly  zero,  or  that  the  voltages  €1  and  ct  are 
nearly  equal  at  all  instants,  and  in  the  same  direction 
with  respect  to  the  bus^bars  or  in  opposite  directions  witii 
respect  to  each  other  in  the  local  circuit  between  the  arma- 
tures. If  the  lamps  remain  dark,  we  infer  that  the  effective 
voltages  El  and  Et  are  equal  and  in  phase  (with  respect  to 
the  bus-bars),  and  the  alternators  are  in  exact  synchronism. 
However,  it  may  mean  that  the  filament  of  one  of  the  lamps 
has  broken;  therefore,  we  prefer  to  adjust  the  speed  of  At 
so  that  the  lamps  brighten  and  darken  slowly,  and  close  the 
switch  St  at  about  the  middle  of  a  dark  period.  In  this  way 
we  have  more  recent  evidence  that  the  lamps  are  in  good 
operating  condition. 

(3)  If  the  lamps  stay  bright,  it  may  mean  that: 

(a)  Et  is  greater  or  less  than  Ei,  and  the  alternators  are 
in  synchronism,  either  in  phase,  or  out  of  phase. 

(6)  Et  is  greater  or  less  than  Bi,  and  there  is  great  differ- 
ence between  the  frequencies.    In  this  case  there  is  a 
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tendency  for  the  light  to  flicker,  which  may  not  be  per- 
ceptible to  the  eye  if  the  frequencies  differ  sufficiently, 
(c)  The  alternators  are  in  synchronism  but  out  of 
phase;   in  this  case,  there  may  be  any  relation  be- 
tween the  effective  values  of  Ei  and  Ei. 
In  any  such  event  the  speed  of  the  incoming  alternator,  At, 
should  be  varied  until  the  brightness  of  the  lamps  changes 
slowly;  then  its  voltage  E^  should  be  raised  or  lowered  until 
the  lamps  become  quite  dark  between  bright  periods.    Thus 
we  attain  the  condition  described  in  (1),  and  we  close  the 
switch  St  as  described  in  (2).    The  switch  should  never  be 
closed  while  the  lamps  are  bright,  because  the  brightness 
indicates  a  considerable  voltage  between  points  which  would 
be  short-circuited  by  the  switch  blade. 


Fig.  51.    Wave-form  Et  completes  7  cycles  while  Ei  completes  8.    These 
in  subtractive  series  produce  resultant  Es. 

The  reason  why  the  synchronizing  lamps  L  brighten  and  darken 
alternately  when  the  frequencies  of  Ei  and  Et  differ,  as  explained 
under  (1)  above,  is  illustrated  in  Fig.  51a  and  51b.  The  former 
shows  the  two  e.m.f.  waves,  having  the  same  wave-form  and  same 
effective  value,  but  differing  in  frequency;  Ei  completes  7  cycles 
while  El  is  completing  8  cycles.  The  e.m.f.  which  lights  the  lamps 
is  the  resultant  in  the  local  circuit  formed  by  the  armatures  Ai  and 
At  in  series;  and  as  Fig.  51a  is  drawn  on  the  assumption  that  the 
positive  direction  of  e.m.f.  m  both  armatures  is  toward  the  same 
bus-bar,  the  local  resultant  is  the  vector  difference  between  Ei  and 
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Eij  and  we  must  reverse  Ei  before  adding  it  to  Ei,  After  doing  this, 
we  obtain  the  curve  shown  as  ^^  in  Fig.  51b,  which  represents  the 
e.m.f .  acting  on  lamps  LjLj  in  series.  In  the  time  during  which  E2 
completes  one  less  number  of  cycles  than  ^1,  the  e.m.f.  acting  on  the 


Fig.  52.  Wave-forms  Ei  and  Et  are  now  completing  the  same  number 
of  cycles  per  second.  They  have  a  phase  difference  of  180®  and  the 
resulting  voltage  is  zero.    The  synchronizing  lamps  are  therefore  dark . 

lamps  is  alternating  rapidly  but  its  effective  value  increases  from 
zero  to  a  maximum  and  back  to  zero  again  (as  indicated  by  the 
dotted  line  in  Fig.  51b).  This  causes  the  lamps  to  brighten  and 
darken  correspondingly;  thus,  if  the  frequency  of  Ei  is  60  cycles 

per  second,  and  that  of  E2  is  J  of 
Ej  Er  El    60  or  52 J  cycles  per  second,  then 

Fig.  53.    Vector  diagram  of  con-  t^e  lamps  brighten  60  -  52.5  or 
ditions  in  Fig.  52  showing  that  7*  tm:ies  per  second, 
the  resulting  voltage  is  zero.  Now  speed  up  .1,  until  its  fre- 

quency equals  that  of  Ai  (namely, 
60  cycles  per  second),  meanwhile  keeping  E2  equal  to  Ei.  When 
this  is  accomplished,  we  may  find  E2  directly  opposed  to  Ei  at  every 
instant  and  the  resultant  Er  nearly  zero  as  shown  in  Fig.  52.  Or 
we  may  find  E2  nearly  in  phase  with  Ei  in  the  local  circuit  between 


Fig.  54.  Ei  and  E2  complete  the  same  number  of  cycles  per  second,  but 
El  leads  E2  by  about  60®.  The  resultant  voltage  Eb  keeps  the  syn- 
chronizing lamps  glowing. 

the  armatures,  and  the  resultant  Er  nearly  equal  to  (E2  +  ^1), 
as  shown  in  Fig.  54.  In  the  case  shown  in  Fig.  52  the  lamps  remain 
dark,  as  stated  under  (2)  above.  In  the  case  of  Fig.  54  the  lamps 
remain  bright,  as  stated  under  (3c)  aboVe.  We  may  pass  from  the 
condition  of  Fig.  54  to  that  of  Fig.  52  by  speeding  up  or  slowing 
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down  At  very  slightly  until  Et  comes  in  opposition  to  E\y  then 
changing  the  si)eed  back  again  to  synchronism. 

When  At  and  Ai  are  in  synchronism  and  in  phase  but  Et  is  greater 
than  E\,  we  have  the  condition  stated  under  (3a)  above  and  shown 
in  Fig.  56.  A  resultant  e.m.f.  En 
acts  on  the  lamps,  equal  to  the 
arithmetical  difference  between  Et 
and  E\,  This  e.m.f.  Er  has  a 
constant  effective  value  and  the 
same  frequency  as  Et  and  Ei\ 
therefore,   the   lamps   LtLt   will  ^ 

glow  steadily.  An  incandescent  Fig.  55.  The  vector  diagram  of 
lamp  will  not  emit  light  when  the  conditions  of  Fig.  54,  show- 
the  voltage  {Er)  is  less  than  ing  that  Ei  and  Et  have  a 
about  40  per  cent  of  the  rated  resultant  Er,  which  keeps  the 
voltage  of  the  lamp;  this  is  the  synchronizing  lamps  glowing, 
reason  why  we    wait  until  the 

middle  of  a  dark  period  before  closing  the  main  switch  St,  so  as  to 
be  quite  sure  that  Ervasa  small  as  possible. 

When  Et  and  E\  are  not  in  synchronism  and  are  unequal  in  value, 


-<— ^ 


E,  Er      *  Ei 

Fig.  56.  The  voltages  Ei  and  Et  complete  the  same  number  of  cycles 
per  second  and  have  a  phase  difference  of  180^,  with  respect  to  each 
other,  but  Et  is  greater  than  ^i. 

the  lamps  indicate  as  explained  under  (3b)  above.  Suppose  the 
frequencies  are  as  shown  in  Fig.  51a.  Then  Et  falls  behind  by  1 
cycle  while  Ei  passes  through  8  cycles,  or,  for  each  cycle  passed 


*£k 


Et  Eu 

Fig.  57.  Vector  diagram  showing  derivation  of  resultant  voltage  act- 
ing on  synchronizing  lamps  when  the  c.m.f.'s  of  the  generators  are 
unequal  in  value  and  of  different  frequency.  This  diagram  shows 
conditions  at  the  time  when  El  is  minimum. 

through  by  Ei,  Et  lags  \  cycle  further  behind  Ex.  Fig.  57  repre- 
sents conditions  at  the  instant  when  the  e.m.f.  Ett  acting  upon  the 
lamps,  has  its  minimum  value.  Fig.  58  shows  conditions  at  the 
instant  when  Ei  has  completed  one  more  cycle;  Fig.  59  after  still 


84 


ALTERNATING^URRENT  ELECTRICITY 


another  cycle  of  Ex,  and  so  on.  Comparing  Fig.  57  and  60,  we 
see  that  the  effective  value  of  El  varies  between  a  minimum  equal 
to  {E2  —  El)  and  a  maximum  equal  to  (Ej  +  Ei),  the  number  of 


Fig.  58.  The  voltage  across  the  lamps  has  this  value  of  El  when  Ei 
has  completed  one  cycle  more  than  in  Fig.  57,  and  is  }  cycle  further 
ahead  of  E^. 

H -E. 


A 


Fig.  59.    The  voltage  Ei  has  completed  still  another  cycle  and  is  now 

another  |  cyde  ahead  of  Et, 


X 


El  E, 

Fig.  60.  The  voltage  wave  Ei  has  completed  two  more  cycles  since 
Fig.  59,  and  is  i  cycle  further  ahead  of  Et.  This  causes  Et  and  Ei  to 
be  momentarily  in  phase  and  the  resulting  voltage  El  is  a.  maximum. 

fluctuations  per  second  of  this  resultant  being  equal  to  the  difference 
between  the  frequencies  of  Et  and  Ei, 

Consider  now  what  happens  when  Et  and  Ei  have  the  same 
effective  value  and  are  in  synchronism  and  in  phase,  but  have 
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different  wave-forms.  Thus  let  the  wave  of  cj  be  extremely  peaked, 
as  shown  in  Fig.  61,  and  the  wave  of  ei  be  extremely  flat,  as  shown 
in  Fig.  62.    The  resultant  e.m.f.  (er)  in  the  local  circuit  between 


Time  (neooAi) 


Fig.  61.    An  extremely  peaked  wave-form. 

••Curve  of  Ci 


jriod  ss  jy,  acc« 


Time  (iiccoiidB) 


Fig.  62.    An  extremely  flat-top  wave-form. 

'Carve  of  e» 

yr  Curve  of  c, 


Fig.  63.  Curve  Cr  is  the  resulting  curve  when  e.m.f .  of  wave-form  in 
Fig.  61  is  joined  in  series  with  the  e.m.f.  of  wave-form  in  Fig.  62.  The 
two  e.m.f.'s  are  in  sjmchronism  and  have  a  phase  difference  of  180**, 
and  have  the  same  effective  value.  Note  that  the  resultant  voltage 
is  not  zero,  however. 

the  two  armatures,  where  62  and  ei  act  in  series,  must  always  have 
an  effective  value  greater  than  zero,  as  illustrated  in  Fig.  63.  It 
would  be  impossible  to  find  an  adjustment  of  values  or  phase  rela- 
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tion  of  ei  and  62  which  would  eliminate  this  resultant  e.m.f.  et  as 
long  as  the  wave-forms  of  e\  and  62  are  different. 

Example  2.  Alternator  A\  in  Fig.  50  has  a  terminal  e.m.f.  of 
110  volts  of  sine  wave-form,  and  has  a  frequency  of  59  cycles.  A2 
has  a  terminal  e.m.f.  of  112  volts  of  sine  wave-form,  and  a  frequency 
of  61  cycles  per  second.    When  Si  is  closed  and  ^2  is  open: 

(a)  What  is  the  greatest  effective  voltage  across  each  lamp, 
assuming  that  they  are  all  alike? 

(6)  How  many  hght-beats  occur  each  second? 

Solution. 

(a)  The  greatest  effective  voltage  across  the  lamps  is  always  the 
sum  of  the  effective  e.m.f. 's  of  the  two  generators. 

Ei  +  E2=  110+112 
=  222  volts. 

But  when  jS»i  is  closed,  two  lamps  (LJji)  are  in  series  so  that  the 

220 
greatest  effective  voltage  across  each  lamp  is  -—  =111  volts. 

(6)  The  number  of  light-beats  per  second  always  equals  the 
difference  between  the  frequencies  of  the  generators.  In  this  case 
it  equals  61  —  59  =  2  light-beats  per  second. 

Prob.  7-2.  Each  alternator  shown  in  Fig.  50  generates  an 
harmonic  e.m.f.  of  220  volts  effective  value.  The  frequencies  are 
60  and  58  cycles  per  second.  ^1  is  closed  and  ^2  open.  The  syn- 
chronizing lamps  are  all  alike. 

(a)  What  is  the  greatest  effective  voltage  across  each  lamp  L2? 

(6)  How  many  of  these  maxima  per  minute? 

(c)  What  should  be  the  rated  voltage  of  each  lamp  in  order  to 
avoid  burning  it  out  prematurely? 

Prob.  8-2.  Each  alternator  in  Fig.  50  generates  an  harmonic 
e.m.f.  of  60  cycles  frequency.  S\  is  closed  and  ^2  open;  all  lamps 
L  are  alike.  The  terminal  e.m.f.  of  A\  is  240  volts  and  of  A^  is 
200  volts,  effective  values.  What  is  the  effective  voltage  across 
each  synchronizing  lamp  In. 

(a)  When  the  phase  difference  between  E\  and  Et  is  such  that 
this  voltage  is  greatest? 

(6)  When  this  voltage  is  minimum? 

Prob.  9-2.  The  wave-form  of  e.m.f.  in  each  alternator  of  Fig. 
50  is  harmonic,  but  A\  generates  an  effective  value  of  240  volta  at  60 
cycles  per  second,  while  Ai  generates  an  effective  value  of  200  volts 
at  58  cycles  per  second.  Describe  the  behavior  of  each  lamp  L  and 
calculate  maximum  and  minimum  values  of  the  effective  voltage 
across  it.     Both  switches  &\Si  are  open. 
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Prob.  l<>-2.  One  alternator  of  Fig.  50  generates  an  e.m.f.  wave 
of  the  form  shown  in  Fig.  62,  and  the  other  generator  an  e.m.f.  aa 
shown  in  Fig.  61.  The  voltmeter  indicates  220  volts  across  each 
alternator  on  open  circuit.  The  alternators  are  in  synchronism  and 
in  phase,  as  shown  in  Fig.  63.    Calculate: 

(a)  The  maximum  instantaneous  e.m.f.  of  Ai, 

(6)  Maximum  instantaneous  e.m.f.  of  Aa. 

(c)  Effective  value  of  e.m.f.  acting  in  local  circuit  of  armatures, 
across  LtLiLiLi. 

Prob.  11-2.  Draw  the  wave  of  resultant  e.m.f.  in  the  local 
circuit  between  the  alternators  of  Problem  10-2  for  the  phase  rela- 
tion which  makes  the  effective  value  of  this  resultant  the  greatest. 
Calculate  this  greatest  value  in  effective  volts. 

21.  Synchronizing  Currents.  Phantom  Load.  We  have 
gone  into  details  regarding  this  resultant  e.m.f.  Er  in  the 
local  circuit  between  armatures,  because  it  determines  what 
happens  when  the  main  switch  S  is  closed.  In  general,  we 
may  state  that  whenever  the  wave-forms,  or  the  frequencies, 
or  the  effective  voltages  of  the  two  alternators  are  not  exactly 
the  same,  or  when  they  are  not  exactly  in  phase,  there  will 
be  a  resultant  e.m.f.  which  causes  a  current  to  circulate 
between  the  armatures  as  soon  as  the  main  switches  are 
closed.  As  the  synchronizing  lamps  LL  are  short-circuited 
by  the  switch  blades,  the  only  reactions  limiting  the  amount 
of  current  that  flows  through  the  local  circuit  of  the  armatures 
are  those  due  to  resistance,  inherent  reactance  and  the  arma- 
ture reaction  of  the  armature-currents.  As  these  factors  are 
relatively  small,  slight  differences  between  Et  and  Ei  produce 
laige  values  of  this  circulating  current,  which  is  called  the 
synchronizing  current* 

The  action  of  the  synchronizing  current  upon  E2  and  Ei 
is  alwa3rs  such  as  to  reduce  Er;  thus,  the  synchronizing 
current  limits  itself  and  tends  to  reconcile  the  differences 
between  E^  and  Ei,  making  the  alternators  operate  together 
more  smoothly.  However,  the  synchronizing  current  heats 
the  armatures,  and  a  relatively  small  difference  between  E^ 
and  El  is  sufficient  to  reduce  seriously  the  capacity  of  the 
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armatures  for  delivering  useful  current  to  the  external  load. 
The  synchronizing  current  is  superposed  upon  any  load  cur- 
rent which  either  alternator  may  be  delivering  to  the  external 
circuit.  This  subject  will  be  considered  in  the  next  article. 
While  the  feeders  are  disconnected,  let  us  examine  the 
synchronizing  current  due  to  a  poor  adjustment  of  E^  and 
El,  and  the  effects  which  it  produces.  Consider  Fig.  56, 
where  the  e.m.f.'s  are  in  synchronism  and  in  phase  with  re- 
spect to  the  bus-bar  voltage  and  are  both  of  harmonic  wave- 
form, but  E%  is  greater  than  Ei.  Assume  that  E%  =  2200 
volts,  El  =  2000  volts.  Synchronous  reactance  of  each  arma- 
ture =  2.0  ohms;  resistance  of  each  armature  =  0.2  ohm. 
Then,  assuming  that  the  resistance  and  reactance  in  the  bus- 
bars and-4n  the  leads  from  armatures  to  switchboard  are  neg- 
ligibly small  or  are  included  in  the  above  figures  we  have: 
Total  resistance  in  local  circuit  of  armatures  =  0.2  + 

0.2  =  0.4  ohm. 
Total  (synchronous)  reactance,  including  inherent  react- 
ance and  armature  reaction  =  2.0  +  2.0  =  4.0  ohms. 
Total  (synchronous)  impedance  =  V(0.4)2  +  (4.0)*  = 

VI6.I6  =  4.02  ohms. 
Then,  from  Fig.  56,  we  see  that: 
Er^  Ei-Ei^  2200  -  2000  =  200  volts,  effective 
value. 

Synchronizing  current  (7.)  =  t^^al  synS  imped.  =  m 

=  49.8  amperes  (R.M.S.  value). 
This  current  lags  behind  the  e.m.f.  Er  which  produces  it, 
by  an  angle  d,  whose  value  depends  upon  the  ratio  of  re- 
actance to  resistance  in  the  local  circuit.  Thus,  in  Fig.  64, 
tan^  = 

total  synchronous  reactance  of  local  circuit  in  armatures 
total  resistance  of  Focal  circuit  in  armatures 

0.4        "' 
or  ff  =  84°  18'. 
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Now,  1 3  in  this  case  is  almost  wholly  reactive  with  respect 
to  the  e.m.f.'s  of  both  alternators.    Thus,  if 

Pj  =  power  developed  by  Is  in  flowing  through  armature 
which  generates  £2 
and 

Fi  =  power  developed  by  7^  in  flowing  through  armature 
which  generates  -Bi, 
then 

P2  =  hXEiX  cos e  =  49.8  X  2200  X  0.09932 
=  +  10,890  watts 
and 

Pi  =  IsXEiX  cos  (180^^  -  e°)  =  49.8  X  2000  X 
(-0.09932)  =  -  9900  watts. 


E2  E«  "^^ 

Fi  J.  04.  The  R>TichroDiztng  current  Z^-  must  lag  behind  the  voltage  En 
by  an  angle  6  whose  value  depends  upon  the  ratio  between  reactance 
and  resistance  of  armature  circuits. 

Positive  power  signifies  generator  action,  and  negative 
power  signifies  motor  action.  When  the  induced  e.m.f.  of 
any  dynamo  produces  a  current  (in  the  same  direction  as  the 
e.m.f.,  of  course),  the  magnetic  force  exerted  between  this 
current  and  the  field  is  such  as  to  oppose  the  motion  which 
produces  the  e.m.f.  (Lenz's  Law).  Therefore,  it  follows  that 
whenever  a  ciurent  flows  through  the  conductors  in  the 
direction  opposite  to  the  e.m.f.  which  is  being  induced  in 
them,  the  force  action  is  also  opposite;  therefore,  it  helps  to 
produce  the  rotation  by  which  the  e.m.f.  is  induced.  In 
other  words,  we  have  motor  action  whenever  the  current 
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flows  in  direction  opposite  to  the  induced  e.m.f.,  and  genera- 
tor action  whenever  the  current  flows  in  the  same  direction 
as  the  induced  e.m.f .  These  facts  underlie  the  operation  of 
the  synchronous  motor,  as  will  be  seen. 

In  the  present  case,  we  see  that  10,890  watts  of  electrical 
power  are  generated  in  the  higher-voltage  alternator,  As,  of 
which  9900  watts  go  to  produce  motor  action  in  Ai.  The 
remainder,  10,890  —  9900,  or  990  watts,  represents  the  power 
transformed  into  heat  by  the  current  7^  flowing  against  the 
resistance  of  the  two  armatures.  That  is,  PR  =  (49.8)*  X 
0.4  =  990  watts  (check).  The  9900  watts  of  motor  action 
in  the  lower-voltage  alternator  Ai  tends  to  push  it  ahead  in 
the  direction  of  rotation.  But  the  instant  that  the  vector 
El  advances  with  respect  to  vector  E^  the  resultant  e.m.f. 
Er  and  current  Is  are  changed,  and  in  such  manner  that 
the  power  input  to  Ai  (and  motor  action  produced  thereby) 


Fig.  65.  Voltage  Ei  has  advanced  15^  toward  ^i.  Es  has  therefore 
become  larger  than  in  Fig.  64,  also  more  nearly  in  phase  with  ^i.  Is 
has  proportionally  increased  and  is  more  nearly  in  phase  with  Ei. 

are  reduced.  Therefore,  Ei  will  advance  on  Et  just  far 
enough  to  reduce  the  electrical  power  intake  of  A  i  to  an 
amount  which  is  sufficient  to  hold  Ai  at  synchronous  speed; 
then  we  shall  have  equilibrium  and  1 3  will  be  constant. 
Thus,  in  Fig.  65  vector  Ei  has  advanced  in  phase  about  15^ 
with  respect  to  vector  E2;  notice  that  the  synchronizing 
current  Is  is  thereby  increased  in  value  (in  proportion  to 
Er,  which  is  increased  by  the  change  of  phase  relation  be- 
tween Et  and  £0,  and  thrown  more  nearly  in  phase  with 
£i.    Even  this  slight  advance  of  15°  by  £1  changes  Pi  from 
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negative  (motor  action)  to  positive  (generator  action),  and 
changes  At  from  generator  to  motor.  As  both  alternators 
are  being  driven  by  their  engines  at  exactly  the  same  fre- 
quency, the  phase  displacement  will  not  proceed  far  enough 
to  produce  any  motor  action,  but  only  far  enough  to  reduce 
the  motor  action  to  a  zero  value.  Hence  the  phase  advance 
of  El  due  to  the  motor  action  of  the  synchronizing  current 
that  flows  immediately  after  the  switch  is  closed  under  the 
condition  shown  by  Fig.  64  will  be  stopped  long  before  it 
has  amounted  to  15  electrical  degrees. 

The  most  important  action  of  the  synchronizing  current 
(Is,  Fig.  64),  due  to  inequality  of  alternator  voltages,  is  now 
to  be  noted.  Is  leads  the  induced  e.m.f.  Ei  of  the  lower- 
voltage  alternator  by  nearly  90**,  and  it  lags  behind  the  in- 
duced e.m.f .  Ez  of  the  higher  voltage  alternator  by  almost 
90°.  We  have  seen  (Art.  9)  that  when  the  armature  cur- 
rent lags  90°  behind  the  induced  e.m.f.  it  exercises  a  rela- 
tively strong  demagnetizing  influence,  and  when  it  leads 
the  induced  e.m.f.  by  90°  it  tends  to  strengthen  the  field. 
Hence,  we  see  that  Is  will  weaken  the  field  of  Ai  and  hereby 
reduce  Ei^  while  at  the  same  time  it  will  strengthen  the  field 
of  Ai  and  increase  Ei.  Therefore,  £2  and  Ei  will  be  made 
more  nearly  equal  to  each  other  by  the  armature  reactions 
due  to  Is]  and  as  E2  approaches  Ei  in  value,  Er  is  reduced. 
Here  again  we  see  the  wonderfvd  self -adjustment  of  the  alter- 
nator; the  S3mchronizing  current  limits  itself  automatically  by 
bringing  about  within  the  machines  such  actions  or  reactions 
as  shall  make  their  e.m.f  .'s  more  nearly  as  they  should  be. 

Prob.  lS-2.  Before  closing  the  switches  in  Fig.  50,  alternator 
Ai  is  generating  220  volts  and  A2  is  generating  190  volts.  The 
switches  were  closed  when  the  synchronizing  lamps  were  at  the 
middle  of  a  dark  period,  but  such  a  small  difference  of  voltage  could 
not  be  indicated  by  the  lamps,  and  was  not  noticed  on  the  voltmeter 
as  it  should  have  been.  Each  alternator  is  rated  100  kv-a.  220 
volts,  and  has  a  resistance  of  1  per  cent  and  inherent  reactance  of 
10  per  cent.  Calculate  for  the  instant  immediately  following  the 
switching,  with  no  load  on  the  bus-bars: 
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(a)  Amperes  flowing  in  both  armatures  after  switches  are  closed. 

(b)  Terminal  voltage  of  each  armature. 

Note  that  these  two  terminal  voltages  should  be  equal;  this 
furnishes  a  check  on  your  work.  Draw  vector  diagrams  showing 
how  the  terminal  voltage  of  each  alternator  was  obtained.  The 
wave-form  of  each  generator  is  harmonic. 

Prob.  18-2.  From  the  data  and  results  of  Problem  12,  calculate 
the  values  of  the  following  quantities  the  moment  after  the  switch 
is  closed,  and  before  the  alternators  adjust  their  phase  relations. 

(a)   Electrical  power  generated  in  one  alternator. 

(6)  Electrical  power  output  from  terminals  of  this  alternator,  or 
input  to  terminals  of  the  other  alternator. 

(c)  Electrical  power  used  to  overcome  induced  (counter)  e.m.f . 
of  other  alternator,  or  to  develop  mechanical  power  in  its  rotor. 

(d)  PR  loss,  in  each  armature. 

Check  your  work  by  comparing  (d)  with  the  difference  between 
(o)  and  (6),  or  between  (6)  and  (c). 

Prob.  14-2.  If  each  lamp  L2  in  Mg.  50  is  rated  220  volts  and 
its  filament  does  not  become  visible  until  the  voltage  reaches  90 
volts,  what  is  the  maximum  difference  that  may  exist  between  the 
effective  values  of  terminal  e.m.f.  in  the  two  alternators,  while  the 
lamps  still  appear  to  be  dark  during  the  synchronizing  process  (Si 
closed,  ^2  open)?  If  the  switches  are  closed  when  this  difference 
of  voltages  exists  with  the  lower-voltage  machine  running  hght  but 
adjusted  to  220  volts,  calculate  the  results  called  for  in  Problem 
13-2.     Conditions,  other  than  voltage,  proper  for  paralleling. 

Prob.  16-2.  Calculate  the  results  caDed  for  in  Problem  13-2, 
after  equilibrium  has  been  established.  Assume  that  the  prime 
movers  have  exactly  the  same  load-speed  curve  (flat,  with  speed 
r^ulation  of  1  per  cent). 

22.  Synchronizing  Power.  If  one  alternator  happens  to 
be  ahead  of  the  other  in  phase  at  the  moment  of  closing  the 
main  switch  (S,  Fig.  50),  a  local  S3mchronizing  current  will 
flow  which  takes  electrical  power  from  the  machine  that  leads 
and  delivers  it  to  the  machine  that  lags.  Thus,  the  for- 
mer tends  to  be  pulled  back  by  generator  action,  while  the 
latter  tends  to  be  pushed  ahead  by  motor  action,  and  the 
two  e.m.f. 's  come  more  nearly  into  phase.  But  while  this  is 
occurring,  the  resultant  e.m.f.  Er  is  being  reduced,  because 
it  is  produced  by  the  phase  difference  between  £2  and  Ei, 
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with  respect  to  the  bus-bars.  And  as  Is  is  directly  propor- 
tional to  ^A  we  see  again  that  the  s3mchronizing  current 
tends  to  limit  itself,  as  it  brings  the  alternators  more  nearly 
into  their  proper  relation  to  each  other. 

For  instance,  suppose  that  we  close  the  main  switch  at  a 
moment  when  Ei  is  15®  in  advance  of  its  proper  phase  relation 
to  £sy  as  shown  in  Fig.  65.  The  resultant  e.m.f.  isER  and 
the  local  synchronizing  current  is  7^.  If  the  values  of  E%  and 
El  are  known,  and  the  angle  E2OE1  between  them,  it  is  simply  a 
problem  in  trigonometry  to  find  the  value  of  Erj  also  the  phase 
angle  between  Er  and  Ei  or  J^i.  From  the  total  synchronous 
reactance  and  total  resistance  of  the  armature  circuit  we 
calculate  the  angle  0.  Then,  we  are  able  to  find  the  value 
of  the  angle  between  Is  and  Ei,  or  between  Is  and  E2,  The 
v^ue  of  Is  (in  amperes)  is  equal  to  Er  (in  volts)  divided  by 
the  total  synchronous  impedance  (in  ohms)  of  the  circuit  be- 
tween armatures.    Then 

Pi  =  ^1/5  cos  a    and    Pt  =  Eils  cos  /3. 

Notice  that  Pi  is  positive,  representing  generator  action,  and 
that  P2  is  negative,  representing  motor  action.  This  results 
in  pulling  vector  Ei  back  in  clockwise  direction  and  pushing 
vector  E2  ahead  in  counter-clockwise  direction,  thus  bringing 
them  more  nearly  into  diametrically  opposite  phase  relation, 
as  they  should  have  been  before  the  switch  was  closed.  The 
total  power  transformed  into  heat  in  the  armatures  should  be 

Ps  (Rl  +  i22)  =  Pi  +  P2  =  {EJ8C0Sa  +  E2ISOOQP). 

The  mechanical  power  P  which  is  interchanged  between  the 
machines  when  they  are  out  of  phase  and  which  tends  to  bring 
them  into  phase,  is  a  very  important  factor  in  parallel  opera- 
tion of  alternators.  It  is  called  the  synchronizing  power.  Par- 
allel operation  is  always  more  satisfactory  when  the  alternators 
are  designed  so  that  a  small  change  of  phase  relation  between 
El  and  Ei  produces  a  lai^e  amount  of  synchronizing  power. 
By  comparing  Fig,  66  with  Fig.  65,  we  see  that  this  desir- 
able condition  is  obtained  when  the  reactance  of  the  anna- 
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tures  is  large  compared  with  their  resistance,  because  then 
the  angle  6  is  large,  which  makes  the  angle  a  small  and  the 
angle  p  large  for  a  given  phase  difference  between  E2  and  Ei 
and  a  given  value  of  synchronous  impedance.  Thus,  if 
difficulty  is  experienced  in  keeping  alternators  in  parallel, 
conditions  may  be  improved  by  inserting  reactances  in  series 
with  the  armatures  (similar  to  current-limiting  reactances) 
provided  the  resistance  is  not  increased  in  proportion.  How- 
ever, if  the  reactance  is  made  too  large,  the  amount  of  the 
synchronizing  current  is  reduced  more  than  its  power-factor 
is  increased  and  thus  the  synchronizing  power  may  be  re- 
duced. It  is  possible  to  determine  the  conditions  under 
which  synchronizing  power  attains  a  maximum  value  for 
given  machines. 

Difficulty  in  parallel  operation  is  more  likely  to  be  ex- 
perienced with  alternators  having  good  voltage  regulation 

Is 


E. 

Fig.  66.  The  larger  the  angle  $  is  the  larger  fi  will  become  and  the 
smaller  a  will  be.  The  angle  B  is  large  when  the  armature  reactance  is 
large  in  comparison  with  the  armature  resistance.    Compare  Fig.  65. 

than  with  alternators  having  bad  voltage  regulation.  Good 
voltage  regulation  means  small  armature  reaction,  small  re- 
actance and  small  synchronous  impedance.  As  shown  by 
Fig.  65  and  66,  low  reactance  means  small  synchronizing 
power  for  a  given  phase-displacement  between  E2  and  Ei,  or 
a  large  amount  of  phase-displacement  to  produce  enough 
synchronizing  power  to  hold  the  alternators  in  step,  which 
leads   to   ''hunting"   of   the   alternators.    Moreover,   low 
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synchronous  impedance  means  that  a  slight  movement  of  the 
armatures  (or  Ei  and  Ei  vectors)  with  relation  to  each  other, 
or  small  values  of  Er,  will  produce  large  values  of  Is^  Such 
movements  are  likely  to  result  from  the  inequalities  of  the 
force  acting  upon  the  piston  of  a  steam  or  gas  engine  as  the 
working  fluid  in  the  cyUnder  expands  during  each  stroke, 
unless  heavy  flywheels  are  used.  If  the  voltage  regulation 
of  the  alternators  is  good  and  the  reactance  correspondingly 
smalli-  very  slight  relative  movements  of  the  armatures  will 
produce  large  synchronizing  currents  (la);  but  under  such 
conditions  the  synchronizing  current  represents  compara- 
tively little  synchronizing  power;  therefore,  greater  phase 
displacements  and  larger  values  of  1 3  are  necessary  to  hold 
the  alternators  in  step.  Hence,  we  see  that  the  circulating 
current  will  be  large,  and  this  will  reduce  the  capacity  of  the 
alternators  for  carrying  useful  load. 

If  one  alternator  tends  to  turn  slower  than  another  in 
parallel  with  it,  the  synchronizing  power  comes  into  play  and 
prevents  this.  Suppose  that  Ei  and  £2  were  exactly  in  phase 
(as  shown  by  Fig.  64)  when  the  parallel  connection  was  made, 
but  that  Ai  has  a  tendency  to  run  faster  than  At.  This 
would  be  the  case  if  the  synchronizing  lamps  were  brighten- 
ing and  darkening  slowly,  and  the  switch  were  closed  in  the 
middle  of  a  dark  period.  A  moment  later  Ei  would  have 
advanced  slightly  on  £2,  as  in  Fig.  65.  The  resultant  Er 
thereby  produced  would  cause  a  synchronizing  current  I3 
which  would  make  the  fast  machine  Ai  act  as  generator  and 
the  slow  machine  At  act  as  a  motor.  As  a  result,  the  fast 
machine  would  be  slowed  down  and  the  slow  one  speeded  up, 
untU  they  were  brought  into  synchronism.  As  this  condition 
approaches,  the  resultant  Er  decreases,  and  the  synchronizing 
current  la  therefore  gradually  approaches  constancy. 

Example  10.  Two  500-kv-a.  alternators  each  running  as  a 
nngle-phase  machine  and  each  having  a  voltage  of  2300  volts  were 
thrown  in  paraUel,  when  they  were  at  what  was  believed  to  be  the 
correct  phase  relation,  that  is,  the  e.m.f  .'s  were  supposed  to  be  ISO'' 
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apart.  Generator  A,  however,  was  20^  ahead  of  this  correct  180^ 
position  with  regard  to  generator  B,  Each  generator  has  a  10  per 
cent  inherent  reactance  and  a  2  per  cent  resistance.  Which  gener- 
ator delivers  synchronizing  power  to  the  other,  and  how  great  is  this 
power? 

Draw  Fig.  67,  and  note  that  if  the  two  e.m.f.'s  are  not  exactly 
equal  and  in  phase,  in  the  opposite  direction  to  each  other,  one 
alternator  will  force  current  through  the  other. 


FiQ.  67.    The  two  alternators  are  in  parallel,  and  their  e.m.f  .'s  have  the 
same  positive  direction  with  respect  to  the  line. 


E^SBOO  VQlti 


Fig.  68.    The  synchronizing  current  Is  is  nearly  opposite  to  the  voltage 
Eb.    Thus  B  receives' synchronizing  power  from  A  in  Fig.  67. 


Construct  Fig.  68,  drawing  Eb  to  represent  the  terminal  voltage 
of  generator  B.  Draw  A'  at  180°  to  j^s  to  represent  the  e.m.f.  of 
generator  A  at  the  position  which  it  should  occupy  if  the  generators 
were  in  synchronism  and  in  phase.  Then  draw  Ea,  leading  A'  by 
2ff  to  represent  the  terminal  voltage  of  generator  Ay  20°  ahead 
of  its  synchronous  position.  The  resultant  of  these  two  terminal 
voltages  which  tends  to  send  a  current  circulating  through  the  two 
machines  is  Er,  The  phase  difference  between  Ea  and  Eb  is 
180°  -  20°  =  160°. 
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Eb-^  VEa^  +  Eb^  +  2  EaEb  cob  160^ 

=  V'2300*  +  230(?  +  2  X  2300  X  2300  X  (-cob 20**) 
=  794  volts. 


Per  cent  synchronous  impedance  of  combination  =  VlO"  +  2*  « 

10.2  per  cent. 
Voltage  to  overcome  impedance  at  full  load  =  0.102  X  4600  = 
469  volts. 

Armature  current  at  fuU-load,  unity  power-factor  =       *       = 

217  amperes. 

469 
Synchronous  impedance  of  combination  =  ^rz  =  2.16  ohms. 

Therefore  the  resultant  voltage  Er  will  force  through  the  arma- 
tures a  sjoichronizing  current  of 

Is  =  ^-j^  =  368  amperes. 

The  phase  angle  ^  between  Er  and  Is  depends  upon  the  relation 
of  the  reactance  to  the  resistance  of  the  armature  circuit. 
Thus 

reactance      2  x  10 

tan^  =  r- =  -r r-  =  6 

resistance       2x2 
or 

^  =  78.7**. 

The  angle  B,  the  phase  difference  between  Ea  (the  voltage  across 

160® 
generator  A)  and  1 3  (the  synchronizing  current)  =  — 78.7°  =  1.3**. 

The  power  generated  by  alternator  A  equals: 

Pa  =  EaIs  cos  6 

=  2300  X368  X  cos  1.3** 
«  846,000  watts 
=  846kw. 

The  power  used  by  B  tending  to  synchronize  B  with  A  equals 

Pb  =  EbIs  cos  (80**  +  78.7**) 
=  2300  X  368  X  cos  158.7** 
=  -  788,000  watts 
=  -  788  kw. 

The  synchronizing  power  which  generator  A  delivers  to  generator 
B  is,  therefore.  788  kw. 


98  ALTERNATING-CURRENT  ELECTRICITY 

Thus  generator  A  is  pulled  back  by  846  kw.  and  generator  B  is 
pushed  ahead  by  788  kw.    The  total  PR  loss  is  (846  -  788)  or 

58  kw.    The  power  transferred  thru  bus-bars  is  [846  —  -r-j  or 
or  817  kw. 


(-^f) 


Prob.  1(^2.  (a)  If  each  lamp  Lt  in  Fig.  50  is  rated  220  volts  and 
its  filament  does  not  become  visible  until  the  voltage  reaches  90 
volts,  what  is  the  maximum  phase  di£ference  that  may  exist  be- 
tween the  two  alternators,  each  generating  220  volts,  while  the 
lamps  Li  still  appear  to  be  in  their  dark  period  with  Si  closed?  If 
the  switch  St  b  closed  when  this  phase  difference  exists  and  each 
alternator  b  100  kv-a.  220  volts,  10  per  cent  reactance  and  1  per 
cent  resistance,  calculate: 

(6)  Synchronizing  current,  in  effective  amperes. 

(c)  Voltage  of  bus-bars. 

(d)  Power  transferred  through  bus-bars  from  one  alternator  to 
the  other. 

Prob.  17-2.  Repeat  calculations  of  Problem  16-2,  on  the 
assiunption  that  each  generator  has  a  reactance  of  5  per  cent  and 
a  resistance  of  1  per  cent.  Compare  with  corresponding  results  of 
Problem  16.  By  what  percentage  is  the  PR  loss  due  to  this  syn- 
chronizing current  increased  by  the  change  of  reactance?  By  what 
percentage  is  the  synchronizing  power  increased  or  diminished? 

Prob.  18-2.  Repeat  calculations  of  Problem  16-2,  but  on  the 
assumption  that  each  generator  has  the  same  impedance  but  only 
half  as  much  reactance.  Compare  with  corresponding  results  of 
Problems  16-2  and  17-2.  By  what  percentage  would  the  armature 
PR  of  these  alternators  be  greater  than  that  of  the  alternators 
in  Problem  12-2,  at  the  same  (rated)  load  in  both  cases? 

23.  Distribution  of  Load  on  Alternators  in  Parallel.    In 

practice,  an  alternator  Ai  would  be  well  loaded  before  At  is 
started  and  paralleled  with  it.  Thus,  in  Fig.  69,  Ei  repre- 
sents the  terminal  e.m.f.  of  alternator  Ai,  which  is  delivering 
to  the  external  circuit  a  current  //  at  power-factor  equal  to 
(cos  a).  The  output  of  ili  is  equal  to  (-B///  cos  a)  watts. 
Now  alternator  At  is  manipulated  so  as  to  make  its  open- 
circuit  voltage  Et  equal  to  £/,  and  also  in  synchronism 
and  in  phase  with  Ei,    The  main  switch  is  then  closed,  but 
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At  neither  delivers  any  current  or  power,  nor  takes  any.  To 
make  A%  take  some  of  the  load  from  Ai,  we  let  a  little  more 
steam,  or  water,  or  gas  into  the  prime  mover  which  drives  it, 
as  the  type  may  require.  This  makes  the  power  input 
greater  than  the  losses  in  At  and  the  machine  speeds  up,  to 


Fig.  69.  The  polar  vector  diagram  for  showing  the  result  of  connecting 
a  generator  with  voltage  En  in  parallel  with  a  generator  of  voltage  Ei'^ 
when  the  latter  is  already  delivering  a  current  of  h'  at  a  power-factor 

of  006  a. 

absorb  the  excess  as  kinetic  energy.  This  causes  the  vector 
Et  to  advance  on  Ei  to  a  new  phase  relation  represented  by 
E^,  The  angular  advance  <t>  produces  a  resultant  e.m.f. 
Er  in  the  local  circuit  of  the  armatures,  and  this  produces  a 
synchronizing  current  Js,  lagging  B  degrees  behind  Er,  where 
Is  is  defined  completely  as  usual,  by  the  equations: 

total  synchronous  reactance  of  Ai  and  At  _Xi'\-  Xt 
total  eflfective  resistance  of  Ai  and  At     Ri  +  Rt 

Now  Is  is  the  only  current  flowing  through  At,  but  in  Ai, 
we  have  both  I 3  and  //  flowing.  The  total  current  in  A 1  is 
the  vector  sum  of  Is  and  //,  or  /i  in  Fig.  69.  The  phase 
angle  between  Is  and  £^22  is  less  than  90^;  therefore  At  is 
acting  as  a  generator  and  is  generating  electric  power  equal  to 

Pt  =  Eisis  cos  p. 

The  addition  of  the  synchronizing  component  {Is)  has 
changed  the  total  current  (/i)  carried  by  Ai  to  less  than  what 


El 
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it  was  (/i')  before  the  adjustment  of  At.  Moreover,  it  has 
changed  the  phase  angle  between  Ei  and  the  current  mAi, 
to  a  value  (7)  which  is  greater  than  what  previously  was  (a). 
For  these  two  reasons,  the  total  power  output  from  the  ter- 
minals of  ill  is  less  than  it  was  before  the  adjustment  of  At. 

That  is: 

{El  1 1  cos  7)  is  less  than  (Bi'//  cos  a). 

Thus  it  appears  that  letting  more  power  into  the  engine 
which  drives  A%  has  taken  some  load  off  Ai  and  has  put  it 
on  At'  As  the  load  comes  on  A%,  it  produces  a  resisting 
torque  which  opposes  the  increase  of  speed  that  started  the 
readjustment.  Therefore  the  speed  will  increase  only  enough 
to  cause  At  to  take  on  a  load  sufficient  (together  with  the 
losses  in  A2)  to  equal  the  increased  input  to  At.  When  this 
state  has  been  reached,  the  increase  of  speed  (started  by 
opening  the  throttle-valve  of  the  prime  mover)  is  arrested 
and  we  have  equilibrium,  with  a  steady  load  and  current  in 
each  alternator. 

The  total  current  output  of  both  alternators  (/i  ®  Zj) 
should  now  be  the  same  as  the  current  (Z/)  which  was 
delivered  by  Ai  alone  before  At  was  paralleled. 

This  can  be  shown  by  combining  Zs  (=  Is)  vectoriaUy  with  Zi. 
We  find  that  the  resultant  coincides  with  I\,  Of  course  it  is  neces- 
sary to  reverse  the  vector  OIi  before  combining  it  with  OZi,  because 
in  Fig.  69  the  vectors  relating  to  At  have  been  reversed  in  order  to 
make  them  show  conditions  with  relation  to  the  local  circuit  of  the 
armatures  of  which  the  positive  directions  are  opposite,  whereas  now 
we  desire  to  know  conditions  with  relation  to  the  bus-bars,  the  posi- 
tive direction  of  which  is  the  same  as  that  through  both  armatures. 

To  avoid  confusion  of  lines.  Fig.  69  has  not  been  made  entirely 
complete.  The  production  of  current  in  At  causes  a  voltage  drop 
in  the  armature,  which  makes  the  terminal  voltage  differ  from  ^a, 
as  to  both  value  and  phase.  The  change  in  the  value  and  in  power- 
factor  of  the  current  in  Ai  causes  a  change  in  the  voltage  drop  within 
this  armature,  so  that  the  terminal  voltage  of  A\  becomes  different 
from  E\  as  to  both  value  and  phase.  The  currents  will  continue 
to  change,  and  equilibrium  will  not  be  reached,  until  both  the  tenninal 
voltages  and  the  frequencies  have  become  absolutely  equaL 
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Prob.  1^2.  Each  of  the  singie-phase  alternators  shown  in  Fig. 
50  is  rated  100  kv-a.,  220  volts,  and  each  generates  a  practicaUy 
harmonic  e.m.f.  wave.  Each  has  a  resistance  of  2  per  cent  and  a 
"sustuned"  short-circuit  current  five  times  normal  full-load  cur- 
rent, when  the  field  current  is  such  as  will  produce  220  volts  at  ter- 
minals on  full  non-inductive  load.    Calculate: 

(a)  The  synchronous  impedance,  in  ohms. 

(6)  The  effective  resistance  of  the  armature,  in  ohms. 

(c)  The  synchronous  reactance,  in  ohms. 

Prob.  20--2.  Alternator  Ai,  Prob.  19,  is  delivering  125  per  cent 
of  its  rated  full-load  kv-a.  to  an  external  circuit  at  220  volts  and  87 
per  cent  power-factor.  Alternator  At  is  synchronized  perfectly, 
and  connected  in  parallel  to  the  bus-bars.  Draw  a  vector  diagram 
similar  to  Pig.  69,  showing  this  condition  of  affairs.  From  the 
resistance  and  reactance  of  Ai  and  the  current  flowing  in  it,  locate 
the  vector  representing  its  total  induced  e.m.f.,  or  excitation 
voltage  on  this  vector  diagram. 

Prob.  21-2.  Now  let  the  driving  force  behind  At  in  Problem 
20-2  be  increased  enough  to  advance  the  vector  of  its  induced  e.m.f . 
by  10  electrical  degrees  (that  is,  0  =  lO"*  in  Fig.  69).  Assume 
that  the  amount  of  current  delivered  to  the  external  load  and  its 
phase  relation  to  the  induced  e.m.f.'s,  and  the  induced  voltage  of 
both  generators,  remain  unchanged.  Calculate  for  the  instant  be- 
fore any  adjustment  of  phase  occurs: 

(a)  The  current  flowing  in  At. 

(6)   The  current  flowing  in  Ai. 

(c)  The  power  generated  in  At. 

(d)  The  power  generated  by  Ai.  Draw  these  current  vectors  on 
the  vector  diagram  of  Problem  20. 

Prob.  22-2.  On  the  vector  diagram  similar  to  fig.  69  repre- 
senting conditions  of  Problem  21  add  to  En  the  reactions  due  to  /s, 
and  thus  find  the  vector  representing  terminal  voltage  of  generator 
At.  Notice  that  this  is  not  equal  to  the  terminal  e.m.f.  of  A i,  as  it 
was  before  the  redistribution  of  load.  Show  how  the  terminal 
e.mi.  of  Ai  becomes  equal  to  that  of  At. 

Prob.  2S-2.  The  two  alternators  specified  in  Problem  19  are 
operating  together  in  parallel  each  loaded  to  rated  kilovolt4unperes 
at  87  per  cent  power-factor,  the  external  load  being  200  kv-a.  at 
220  volts  and  87  per  cent  power-factor.  Draw  the  complete  vector 
diagram  showing  terminal  and  induced  e.m.f.  and  armature  current 
in  each  aUemator,  and  total  current  delivered  from  bus-bars. 
Calculate: 
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(a)  The  value  of  generated  e.in.f.  by  synchronous  impedance 
method. 

(6)  The  value  of  the  S3mchronizing  component  of  armature  cur- 
rent, in  amperes. 

24.  Governing.  Speed  Regulation.  Load  Distribution. 
We  have  just  seen  that  in  order  to  increase  the  load  on 
an  alternator  which  is  operating  in  parallel  with  others,  we 
must  adjust  the  prime  mover  which  drives  this  alternator 
so  as  to  make  it  push  harder.  The  converse  of  this  is 
also  true;  if  we  desire  to  decrease  the  load  on  this  alternator 
we  reduce  or  throttle  the  power  supplied  to  drive  it,  or  make 
the  adjustment  which  would  reduce  the  speed  of  the  alter- 
nator if  it  were  operating  alone.  But  as  soon  as  Ag  begins 
to  fall  behind  Ai,  or  lag  in  phase,  a  resultant  e.m.f.  and  a 
synchronizing  current  are  produced  in  the  circuit  of  the 
armatures.  This  synchronizing  current  represents  motor 
action  in  the  lagging  machine  and  generator  action  in  the 
leading  machine  (see  Art.  22).  The  resultant  of  these 
actions  and  the  load  currents  already  flowing  in  the  armar 
tures  is  to  reduce  the  generator  action  or  electrical  power 
output  of  the  alternator  whose  prime  mover  was  throttled 
down,  and  to  increase  correspondingly  the  generator  action 
and  electrical  output  of  the  other  alternator.  The  throttled 
generator  will  continue  to  fall  behind  (as  to  phase,  but  not 
as  to  speed),  and  the  synchronizing  component  of  current 
will  continue  to  grow,  until  the  load  on  this  alternator  (plus 
the  losses)  is  reduced  to  just  equal  the  power  received  from 
the  prime  mover.  Then  the  alternator  Mrill  cease  falling 
behind  and  the  currents  and  power  outputs  of  the  alternators 
will  be  steady. 

In  most  power  plants,  the  prime  mover  driving  each 
alternator  has  its  own  governor,  or  device  to  keep  the  speed 
"constant"  by  shutting  off  automatically  the  supply  of 
steam-  or  gas-  or  water-power  as  the  load  on  the  alternator 
is  reduced,  or  increasing  the  power  supply  as  the  load  on  the 
alternator  is  increased.    This  is  necessary  if  the  units  are 
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ever  to  be  operated  singly  and  without  constant  attention. 
A  governor  is  not  ''stable"  or  safe  unless  some  increase  of 
speed  is  necessary  to  reduce  the  power  supply  and  some 
decrease  of  speed  to  increase  the  power  supply.  Now  sup- 
pose that  the  governor  controlling  the  speed  of  A2  has  a 
speed  regulation  of  2  per  cent,  or  allows  the  speed  to  rise  to 
102  per  cent  of  the  full-load  speed  when  the  load  is  reduced 
from  rated  full-load  (of  1000  kv-a.,  non-inductive)  to  zero- 
load.    And  suppose  the  governor  controlling  the  speed  of 
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Kilowatts  output  of  each  Alternator 

Fig.   70.     The   relation  between   output   and   speed  of  generators 

A\  and  At. 

A\  has  a  speed  regulation  of  4  per  cent,  and  the  rated  full-load 
is  the  same  as  for  42- 

If  the  speed  of  each  unit  varies  in  exact  proportion  to  the 
load,  we  have  conditions  as  represented  in  Fig.  70.  Thus, 
at  100  per  cent  of  rated  load  and  speed,  Ax  and  A2,  each 
delivers  1000  kw.,  and  the  total  load  is  2000  kw. ;  at  101  per 
cent  of  rated  speed,  Ai  delivers  750  kw.  and  A2  delivers 
500  kw.,  the  total  load  now  being  (750  -h  500  =  1250)  kw. 
Proceeding  in  this  way,  we  get  the  data  from  Fig.  70  by 
which  to  plot  curves  as  in  Fig.  71,  showing  the  distribution 
of  load  between  Ai  and  A2  at  various  values  of  total  load  on 
the  bus-bars.  From  this  it  appears  that  the  unit  having 
the  better  speed  regulation  {A2)  drops  load  faster  while  the 
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total  load  is  being  reduced,  and  takes  on  load  faster  when 
the  total  load  is  being  increased.  Two  units  operating  in 
parallel  will  keep  the  load  more  nearly  proportionally  divided 
between  them  for  all  values  of  total  load,  when  their  speed 
regulation  is  more  nearly  the  same.    It  is  generally  foimd 
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Total  Kilowatts  output  to  bus  bars 
Fig.  71.    Relation  between  total  output  to  bus-baro  and  the  output  of 
each  generator.    These  curves  are  obtained  from  those  in  Fig.  70. 

that  a  closer  speed  regulation  than  4  per  cent  is  undesirable 
for  alternators. 

When  the  switchboard  operator  desires  to  make  A^,  take 
a  larger  share  of  the  load  than  the  automatic  action  of  its 
governor  permits  it  to  take,  he  adjusts  the  governor  in  a  way 
which  would  make  the  unit  run  at  a  higher  speed  if  it  were 
operating  alone.  As  has  been  seen,  when  the  alternator 
attempts  to  run  faster  it  automatically  takes  on  enough  more 
load  to  prevent  its  speed  from  increasing;  its  rotor  merely 
forges  ahead  slightly  relative  to  the  other  rotor  but  continues 
to  rotate  at  practically  the  same  speed  as  before. 
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Prob.  84-2.  The  speed  regulation  of  the  prime  mover  driving 
alternator  Ai  in  Problem  23-2  is  1  per  cent  and  that  of  A^  is  l} 
per  cent.  Rated  full-load  of  each  prime-mover  is  considered  to  be 
100  kv-a.  at  87  per  cent  power-factor,  from  the  alternator. 

(a)  Draw  curves  similar  to  Fig.  70  and  71,  showing  relation 
between  total  kilowatts  and  kilowatts  delivered  by  each  alternator. 
Use  a  large  scale  for  speed. 

(6)  At  what  per  cent  of  rated  load  kw.  is  each  unit  working  in 
Prob.  23? 

Prob.  26-2.  (a)  When  the  total  load  is  reduced  to  100  kv-a., 
still  at  87  per  cent  power-factor,  what  kw.  is  each  alternator  of 
Problem  24  delivering? 

(&)  If  the  terminal  voltage  were  kept  constant  by  a  regulator, 
what  would  be  the  load  component  of  ciurent  in  each  armature? 

(c)  The  regulator  used  also  adjusts  the  field  excitations  and  gen- 
erated voltages  so  that  the  power-factor  of  each  armature  is  the 
same  as  that  of  the  load.  Draw  a  complete  vector  diagram  for  this 
condition,  showing  bus-bar  e.m.f.,  current  output  from  each  alter- 
nator, XI  and  RI  drops  in  each  armature  and  generated  e.m.f.  in 
each  armatiu'e. 

26.  Field  Excitation  Controls  Power-Factor  but  not 
Load  Distribution.  It  should  be  clearly  understood  that 
the  adjustment  of  the  field  excitation  does  not  control  the 
distribution  of  load  between  alternators  in  parallel.  Such 
adjustment  affects  mainly  the  reactive  component  of  current 
flowing  through  each  armature,  by  means  of  the  synchroniz- 
ing current,  and  merely  changes  the  power-factor  of  the 
generators.  This  is  shown  in  Fig.  72-75,  which  represent 
relations  in  two  single-phase  generators,  or  in  corresponding 
phases  of  two  similar  polyphase  generators.  The  constants 
used  are  as  follows: 

Volts  induced  in  one  phase  of  each  generator  (initially) 

.  =  2000. 

Amperes  delivered  from  one  phase  of  each  generator  to 
load  =  100. 

Phase  difference  between  load  current  and  induced  volts, 
in  one  phase  of  each  generator  equals  30**,  or  power- 
factor  of  entire  circuit  in  each  phase  =  87  per  cent.  , 
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Synchronous  reactance  of  one  phase  of  each  generator  = 

2.0  ohms. 
Efifective  resistance  correspondmg  =  0.2  ohm. 

Fig.  72  refers  to  the  two  alternators  together,  or  to  the 
bus-bars.    In  Fig.  73  the  vectors  of  At  have  been  reversed 

-»*E=8ooo    to  illustrate  the  phase  relations 

a=a0«apc  COB  0.87  •      xu     i        i  x  •        -x 

m  the  local  armature  curcuit 

formed  by  this  phase  of  A% 

and  ill.    We  now  increase  the 

1-800  amp.   induced  e.m.f.  of  At  by  10  per 

1   ^A  '^ ""T.*^" ^represents  ^^^  ^^^mg it 2200 volts.     As 
me  induced  voltage  of  each  gen-     i  .     tv      «^  i. 

erator  with  respect  to  the  bus-  ^^^"^  ^^  ^^8'  ^^^  ^e  have  a 
bars.  /  represents  the  current  resultant  e.m.f.  Er  =  200  volts, 
delivered  by  both  generators  which  produces  a  nearly  re- 
together,  active  synchronizing  current 
(Is)  of  almost  50  amperes.  The  total  current  flowing  in  At 
is  now  It  and  in  ili  it  is  now  //. 

By  this  adjustment  of  the  field  excitation  of  At,  we  have 
reduced  the  reactive  component  and  also  the  total  value  of 
current  in  Aij  and  have  raised  the  power-factor  of  Ai  to 
practically  100  per  cent.    On  the  other  hand,  we  have  in- 
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Fio.  73.    The  currents  and  voltages  of  Fig.  72  are  here  drawn  with 

respect  to  the  circuit  between  armatures. 

creased  the  reactive  component  and  total  value  of  the  current 
in  Atf  and  have  reduced  the  power-factor  of  As.  In  other  Words, 
this  adjustment  has  merely  shifted  the  reactive  component  of 
the  load  current  from  one  alternator  to  the  other;  it  has  not 
altered  the  load  distribution,  because  the  power  component 
of  1%  is  practically  the  same  as  that  of  It,  and  the  power 
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component  of  //  is  practically  the  same  as  that  of  /i.    In 
Fig.  75,  we  have  reversed  /s'  so  as  to  make  the  diagram  refer 


(I,-l(IO)*s^ 
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Fig.  74.  The  e.m.f.  of  At  has  been  increased  to  2200  by  field  adjust- 
ment. The  current  from  generator  Ai  becomes  //  and  from  genera- 
tor As,  It' 

again  to  the  bus-bars  (as  in  Fig.  72),  instead  of  to  the  local 
armature  circuit;  it  is  seen  that  the  resultant  of  //  and  W^ 
or  the  total  current  (/)  de- 
livered by  both  machines  to    %^   ♦,    W>1 ttz — ^E«aooo 

the  load,  remains  exactly  the 
same  as  it  was  before  the 
fields  were  adjusted. 
26.  Control  of  Frequency  i^ 1=200 

and  Voltage  of  Bus-bars.     If  Fig.  75.    The  vectors  of  Fig.  74  are 
the  bus-bar  frequency  hap-      here  drawn  with  respect  to  the 
pens   to   be   low,    we   must      bulbars  instead  of  with  respect  to 
J.     .    .,  r     11       the  armature  circuits.    Note  that 

adjust  the  governors  of  aU  j^^^^  exactly  aa  in  Fig.  72. 
the  engines  correspondmgly. 

Adjustment  of  any  one  governor  will  merely  cause  this 
alternator  to  pick  up  more  load;  it  would  take  on  the  entire 
load  of  the  station  (which  would  usually  be  enough  to  injure 
it),  before  the  frequency  of  the  bus-bars  would  be  raised 
appreciably. 

If  the  voltage  of  the  bus-bars  is  low,  we  must  adjust  the 
field  excitation  of  every  alternator  correspondingly,  unless 
we  desire  to  shift  the  reactive  component  from  one  alternator 
to  another.    We  can  see  from  Fig.  74  that  further  adjust- 
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ment  of  the  excitation  of  either  alternator  would  be  too  much 
as  it  would  increase  the  total  reactive  current  in  both  of  them, 
causing  the  average  power-factor  of  the  generators  to  be 
lower  than  that  of  the  load,  with  consequent  reduction  of 
useful  capacity. 

27.  Disconnecting  Alternator  from  Bus-bars.  When  the 
kilovolt-ampere  load  on  the  bus-bars  has  decreased  so  that  one 
of  the  parallel  generating  units  can  be  stopped  without  over- 
loading the  alternators  that  remain,  we  must  consider  the  best 
manner  of  doing  this.  Any  kind  of  switch  is  likely  to  be 
injured  if  opened  when  a  heavy  current  is  flowing  through  it, 
and  particularly  when  the  voltage  of  the  circuit  is  high.  The 
bad  effects  seem  to  increase  in  some  relation  to  the  kilovolt- 
amperes  removed  from  the  circuit  by  the  opening  of  the  switch. 
They  are  of  all  degrees  of  seriousness,  from  mere  roughening 
of  the  contact  surfaces  and  carbonization  of  the  oU  (in  which 
the  break  is  usually  immersed),  to  distortion  and  breakage 
of  the  switch  parts,  throwing-out  of  oil,  and  sometimes 
violent  explosion  of  the  switch  when  opening  a  short-circuit. 

To  remove  an  alternator  smoothly  from  parallel  operation, 
we  first  decrease  the  power  supply  to  the  engine  driving  it 
(by  closing  the  throttle-valve  or  by  adjusting  the  governor 
in  the  direction  of  a  lower  speed),  until  the  wattmeter  in  the 
circuit  of  this  armature  shows  that  the  alternator  is  delivering 
practically  zero  power.  If  the  ammeters  now  indicate  any 
current  through  this  armature,  it  must  be  reactive  or  quad- 
rature current,  and  as  such  it  may  be  reduced  to  zero  value 
by  adjusting  the  field  current  of  this  alternator.  When  the 
wattmeter  and  ammeters  all  indicate  nearly  zero,  the  switch 
may  be  opened  without  injury.  Finally,  after  being  dis- 
connected from  the  electrical  circuit,  the  alternator  may  be 
brought  to  rest  by  completely  shutting  off  its  supply  of 
steam  or  motive  power. 

28.  The  Synchronous  Motor.  If  the  supply  of  steam 
or  other  power  to  the  engine  is  shut  off  while  the  alternator 
is  still  connected  to  the  bus-bars  (on  which  other  alternators 
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are  operatiiig  in  parallel),  the  unit  will  not  stop  but  will 
continue  to  rotate  at  exactly  synchronous  speed,  taking 
enough  power  from  the  other  alternators  through  the  bus- 
bars to  supply  all  of  its  losses.  The  alternating-current 
generator  has  in  fact  simply  become  a  "synchronous  motor." 
Any  alternator  may  be  used  in  this  way  as  a  synchronous 
motor;  it  is  merely  a  matter  of  changing  its  function,  and 
not  its  construction.  However,  some  synchronous  motors 
intended  for  use  only  as  **  synchronous  condensers  **  to 
correct  the  power-factor  of  circuits,  have  a  lighter  and 
cheaper  construction  than  synchronous  machines  intended  to 
transform  mechanical  power  to  electrical  power  or  vice  versa. 
The  action  of  the  synchronous  motor  may  be  understood 
readily  from  Fig.  65,  if  we  consider  that  the  mechanical 
driving  power  to  Aj  has  been  removed.  The  losses  in  the  A2 
unit  compel  it  to  slow  down,  but  instantly  this  causes  it  to 
fall  behind  Ai  in  phase;  a  resultant  e.m.f.  Er  is  thereby 
produced  in  the  circuit  of  the  armatures,  which  causes  a 
current  la  to  he  deUvered  to  A2  by  the  other  alternator. 
This  synchronizing  current  Is  has  such  phase  relation  to  Ei 
and  £s  that  it  produces  strong  motor  action  in  A2,  tending 
to  prevent  it  from  slowing  down.  When  the  rotor  At 
reaches  a  position  far  enough  behind  the  other  rotors  to 
cause  it  to  take  in  enough  electrical  power  to  equal  its  total 
losses,  there  is  equilibrium  between  input  and  losses,  and 
consequently  no  further  tendency  for  A2  to  fall  behind.  It 
therefore  continues  to  rotate  at  synchronous  speed.  We 
might  even  put  a  pulley  on  the  shaft  of  A2  and  make  it 
ddiver  mechanical  power  to  some  other  machine.  This 
would  cause  it  to  fall  back  a  little  further,  as  shown  in  Fig. 
76,  from  E2'  to  E2'.  In  consequence,  Er'  would  be  in- 
creased to  Er"j  and  /s  (  =  ^)  would  be  increased  proportion- 

oily  from  W  to  I2''    The  mechanical  power  or  motor  action 
deyeloped  in  A2  is  increased,  as  it  is  evident  that 

(E2"  X  I2"  X  cosine  of  angle  between  E2"  and  /j") 
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is  greater  than 

(Ei  X  W  X  cosine  of  angle  between  E2'  and  I2). 

The  rotor  of  A2  would  continue  to  fall  behind  until  the  value 
of  electrical  input  {Et'W  X  cos  angle  between  E%'  and  h") 
has  become  equal  to  the  output  plus  the  losses,  and  then  it 
will  continue  to  rotate  steadily  in  synchronism. 


E,£alUii2  behind  E| 

Fig.  76.    As  more  mechanical  power  is  taken  from  At  the  voltage  Et 
drops  back  to  Et'  and  current  increases  from  It  to  1% 


II 


29.  Leading  Currents  in  Parallel  Alternators.  Synchro- 
nous Condenser.  When  the  field  of  one  of  the  alter- 
nators is  "over-excited,"  or  is  generating  a  higher  e.m.f. 
than  that  induced  in  the  other  alternator,  the  synchronizing 
current  is  nearly  in  quadrature  with  the  induced  e.m.f.  of 
both  alternators.  Thus,  in  Fig.  64  we  see  that  the  current 
Is  which  circulates  between  the  alternators  whose  e.m.f.'s  are 
unequal,  lags  nearly  90°  behind  the  e.m.f.  of  the  over- 
excited alternator,  and  leads  the  e.m.f.  of  the  under-excited 
alternator  by  nearly  90®.  We  may,  therefore,  cause  an 
alternator  to  deliver  leading  currents  by  paralleling  another 
alternator  with  it,  and  raising  the  field  excitation  of  the 
latter.  It  is  usually  more  convenient  to  remove  the  driving 
power  from  this  second  alternator,  allowing  it  to  operate  as 
a  s3mchronous  motor.  By  this  method,  large  leading  cur- 
rents can  be  produced  much  more  cheaply  than  by  ordinary 
condensers.  This  so-called  '*  synchronous  condenser  "  is  now 
much  used  for  improving  the  power-factors  of  generating 
plants  and  transmission  systems  which  are  required  to  deliver 
large  amounts  of  quadrature  current. 


SUMMARY  OF   CHAPTER  H 

ALTERNATORS  MAT  SAFELY  BE  CONNECTED  IN 
PARALLEL  when: 

(a)  Their  tenninal  ejn.f.'8  are  equal  to  one  another  at 
eveiy  instant.    This  means 

(z)  The  frequencies  of  all  are  the  same. 

(2)  The  ejn.f.'s  are  all  in  phase. 

(3)  The  wave-forms  are  the  same. 

(b)  Similar  terminals  are  connected  together. 
Synchronizing  lamps  are  used  to  indicate  when  the  conditions 

in  two  generators  are  such  that  they  may  safely  be  connected  in 
parallel  1 

(a)  If  a  lamp  becomes  light  and  dark  alternately,  it  indicates 
that  the  frequencies  of  the  two  alternators  are  different. 

(b)  If  lamps  remain  dark,  it  means  that: 

(i)  Either  the  alternators  have  the  same  effective  volt- 
age, are  in  phase,  and  in  synchronism, 

(2)  Or  one  of  the  lamp  filaments  is  broken.    Raise 
speed  of  one  machine  slightly  to  test  this. 

(c)  If  the  lamps  remain  Ught,  it  means  that: 

(i)  Either  the  ejn.f.'s  have  different  effective  values, 

but  are  in  phase  and  in  synchronism. 
^2^  The  ejn.f.'s  have  greatly  different  frequencies. 

(3)  Or  the  alternators  are  in  synchronism  but  out  of 
phase. 

A  SYNCHRONIZING  CURRENT  flows  between  two  gen- 
erators connected  in  parallel,  if  their  e.m.f.'s  do  not  fulfill  the 
above  conditions  for  parallel  operation.  This  synchronizing 
current  tends  to  bring  the  two  e.m.f.'s  into  the  proper  relation. 

THE  SYNCHRONIZING  POWER  is  the  power  transferred 
from  one  machine  to  the  other  by  means  of  the  synchronizing 
current.  It  is  given  by  the  faster  generator  to  the  slower  gen- 
erator and  by  means  of  its  motor  action  increases  the  speed  of 
the  slower  or  lagging  generator.  A  high  reactance  in  the  ar- 
mature circuit,  even  though  it  produces  a  poor  regulation,  is 
desirable  because  it  increases  this  synchronizing  power  by 
raising  the  power-factor,  and  reduces  hunting. 

Ill 
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WHEN  A  SPARE  ALTERNATOR  IS  SWITCHED  IN,  its 
e.m.f .  is  equal  to  the  e.m.f .  of  the  bus-bars  and  in  synchronism 
with  it  The  speed  of  the  prime  mover  is  then  increased,  which 
increases  the  speed  of  the  spare  alternator  and  advances  its 
phase  relation  and  causes  a  synchronizing  current  to  flow 
through  the  armatures  of  all  the  machines  on  the  bus-bars. 
The  resultant  of  this  synchronizing  current  and  the  current 
which  each  generator  is  delivering  will  be  smaller  than  the 
original  currents  delivered  by  the  several  generators,  the  phase 
difference  between  the  resulting  current  and  the  e.m.f.'s  of  the 
generators  will  be  greater  and  therefore  the  power-factors  wHl 
be  less.  Accordingly,  these  generators  are  delivering  less 
power  to  the  bus-bars  than  before  the  spare  generator  was 
thrown  in.  The  synchronizing  current  is  the  only  current  de- 
livered by  the  spare  generator.  If  no  change  is  made  in  the 
current  drawn  from  the  bus-bars,  the  vector  sum  of  the  cur- 
rents in  the  individual  armatures  remains  the  same  as  before 
the  spare  generator  was  added,  the  decrease  in  power  from  the 
original  generators  being  equal  to  the  power  delivered  by  the 
spare  generator. 

AN  AUTOMATIC  GOVERNOR  ON  THE  PRIME  MOVER 
decreases  the  power  supply  when  the  load  on  a  generator  con- 
nected to  it  falls  off  and  the  speed  increases.  This  causes  the 
speed  increase  to  be  very  small,  although  there  must  be  some  in- 
crease in  order  to  operate  the  governor.  The  better  the  regula- 
tion of  a  prime  mover,  the  greater  the  share  it  will  take  when 
the  total  load  is  increased,  and  the  smaller  the  share  it  will  take 
when  the  load  is  decreased.  Hence  prime  movers  of  parallel 
generators  should  have  nearly  the  same  speed  regulation. 

IN  ORDER  TO  CAUSE  A  CERTAIN  ALTERNATOR  TO 
TAKE  A  CERTAIN  SHARE  OF  THE  LOAD,  the  governor  on 
the  prime  mover  is  adjusted  by  hand  in  a  way  which  would  cause 
it  to  nm  at  a  higher  speed  if  it  were  operating  alone.  The 
alternator  forges  ahead  and  slightly  advances  the  phase  of  its 
e.m.f.  which  causes  it  to  take  a  larger  share  of  the  load.  IN- 
CREASING THE  FIELD  OF  A  GENERATOR  TO  RAISE  ITS  VOLT- 
AGE WILL  NOT  CAUSE  THE  GENERATOR  TO  TAKE  A  GREATER 

SHARE  OF  THE  LOAD,  it  merely  changes  the  phase  relation  be- 
tween the  currents  and  e.m.f.'s  of  the  several  alternators. 

TO  RAISE  THE  VOLTAGE  OF  THE  BUS-BARS,  the  field 
strength  of  all  the  generators  must  be  increased. 

TO  RAISE  THE  FREQUENCY  OF  THE  BUS-BARS,  the 
speed  of  all  the  alternators  must  be  increased. 
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TO  DISCONNECT  AN  ALTERNATOR  FROM  THE  BUS- 
BARS, decrease  the  power  from  the  prime  mover  until  the 
wattmeter  shows  that  the  generator  is  delivering  practically  no 
power.  Then  adjust  the  field  current  until  the  ammeter  shows 
no  current  through  the  armature  of  the  alternator;  open  switches 
and  shut  off  all  power  from  the  prime  mover. 

AN  ALTERNATOR  WILL  CONTINUE  TO  ROTATE  AS  A 
SYNCHRONOUS  MOTOR  if,  when  running  as  a  generator  in 
parallel  with  other  generators,  the  power  is  shut  off  from  its 
prime  mover  and  it  remains  connected  to  the  bus-bars. 

OVER-EXCITING  THE  FIELDS  OF  A  SYNCHRONOUS 
MOTOR  causes  it  to  take  currents  which  are  leading  with 
respect  to  the  e.m.f.  of  the  line  and  thus  improves  the  power- 
factor  of  a  line  supplying  lagging  loads.  When  so  used  the 
machine  is  called  a  SYlf  CHRONOUS  CONDBNSBR. 


PROBLEMS   ON   CHAPTER  U 

Note.  In  some  of  the  following  problems,  graphical  solutions  are 
much  more  convenient  than  trigonometric  or  algebraic  solutions.  The 
graphical  solution  is  permissible  if  the  drawing  be  made  to  such  large 
scale  that  any  desired  quantity  may  be  scaled  off  with  engineering 
accuracy. 

Prob.  26^2.  A  direct-current  shunt  generator  rated  100  kw., 
220  volts  is  operated  in  parallel  with  another  rated  200  kw.,  220 
volts.  The  voltage  regulation  of  both  generators  is  4  per  cent. 
Draw  curves  using  amperes  in  external  circuit  as  absciBsas,  and  as 
ordinates  the  following: 

(a)  Amperes  in  100-kw.  generator. 

(6)  Amperes  in  20Q-kw.  generator. 

(c)  Terminal  voltage. 

The  external  load  varies  from  300  kw.  at  220  volts,  to  zero-load. 
Assume  that  the  voltage  drop  is  exactly  proportional  to  armature 
current  in  each  generator,  and  that  they  share  the  load  properly 
at  full  load. 

Prob.  27-2.  The  100-kw.  d-c.  generator  of  Problem  26  operates 
in  parallel  with  a  200-kw.  220-volt  generator  having  a  2  per  cent 
voltage  regulation.  Draw  curves  similar  to  those  for  Problem  26. 
Carry  the  total  load  to  450  kw. 

Prob.  88-8.  If  the  two  d-c.  generators  are  adjusted  to  take 
their  respective  rated  full-loads  when  operating  in  parallel,  at  rated 
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voltage,  what  would  be  their  respective  open-circuit  or  zero-load 
voltages  when  cut  apart? 

(a)  In  Problem  26? 

(6)  In  Problem  27? 

Prob.  21h2.  While  the  generators  of  Problem  27  are  operating 
in  parallel  at  220  volts,  both  adjusted  so  as  to  be  fully  loaded,  a 
sudden  overload  comes  on  the  bus-bars,  increasing  the  external 
current  to  200  per  cent  of  normal,  (a)  What  per  cent  overload  does 
each  generator  assume?  (6)  By  what  percentage  is  the  rate  of  heat 
development  (PR)  in  its  armature  increased  above  normal  rate? 
Assume  curve  between  terminal  volts  and  armature  current  to  be 
a  straight  line  for  each  generator. 

Prob.  80-2.  What  difference  between  the  voltages  of  Ai  and 
At  (expressed  in  per  cent  of  their  rated  voltage)  is  sufficient  to  make 
the  synchronizing  current  alone  of  Fig.  50  equal  to  rated  full-load 
current,  the  e.m.f.'s  being  exactly  in  phase?  Each  alternator  is 
rated  100  kv-a.  220  volts,  and  has  a  resistance  of  1  per  cent  and 
a  reactance  of  10  per  cent. 

Prob.  31-2.  When  this  difference  (specified  in  Problem  30-2) 
exists  between  the  effective  values  of  Ei  and  E2,  what  is  the  PR 
loss  and  the  power  developed  in  each  armature  by  the  synchro- 
nizing current  at  the  moment  of  closing  the  switches,  expressed 
as  percentage  of  the  values  of  these  quantities  at  rated  full-load 
(non-inductive)?  The  machines  are  otherwise  not  loaded  and  the 
average  of  their  voltages  is  equal  to  the  normal  induced  voltage. 

Prob.  82-2.  An  alternator  rated  500  kv-a.  is  operating  in  par- 
allel with  another  rated  1000  kv-a.  Switchboard  instruments  show 
that  the  former  is  carrying  400  kw.  load  at  95  per  cent  power-factor 
lagging,  while  the  latter  is  carrying  600  kw.  at  65  per  cent  power- 
factor  lagging.    Each  prime-mover  has  5  per  cent  speed  regulation. 

(a)  Why  is  this  not  the  best  operating  condition? 

(6)  What  adjustments  should  be  made? 

(c)  After  these  adjustments  have  been  made,  what  should  be  the 
load  in  kilowatts  on  each  generator,  and  its  power-factor  in  per 
cent? 

(cQ  What  is  the  power-factor  of  the  load  on  bus-bars,  and  its 
total  value  in  kilovolt-amperes? 

Prob.  88-2.  In  order  to  distribute  the  load  in  proportion  to 
the  rated  capacities  of  the  alternators  in  Prob.  32,  and  to  keep  the 
bus-bar  frequency  at  60  cycles  per  second,  by  what  amount  must 
the  mean  turning  effort  of  each  prime  mover  be  increased  or  di- 
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minished,  expressed  in  terms  of  (a)  pound-feet,  (6)  per  cent  of  the 
former  value. 

Naie.  The  500  kv-a.  machine  has  8  poles  and  the  1000  kv-a.  machine 
has  10  poles. 

Prob.  84-2.  The  bus-bar  pressure  in  Prob.  32  is  2300  volts, 
three-phase,  as  rated.  Each  (deltarconnected)  alternator  has  2  per 
cent  resistance,  and  synchronous  reactance  40  per  cent.  Draw 
two  complete  vector  diagrams  illustrating  conditions  before  read- 
justment, one  with  reference  to  the  common  bus-bar  voltage,  the 
other  with  reference  to  the  local  circuit  between  the  two  arma- 
tures.   Calculate  therefrom  the  following  quantities: 

(a)  Total  kilovolt-amperes  delivered  by  each  alternator. 

(6)  Amperes  per  terminal  delivered  by  each  alternator. 

(c)  Voltage  that  would  be  delivered  between  terminals  of  each 
alternator  if  disconnected  from  the  bus-bars. 

Prob.  86-2.  Repeat  the  diagrams  and  solutions  ol  Prob.  34,  for 
the  conditions  existing  after  readjusting  the  alternators  so  that  they 
both  operate  at  the  same  power-factor  aa  the  total  load  on  bus-bars, 
and  divide  the  total  power  (kw.)  in  proportion  to  their  rated  capa- 
cities.   Bus-bar  voltage  kept  at  2300. 

Prob.  8^2.  Two  parallel  alternators  having  constants  as  in 
Prob.  34,  together  carry  the  same  total  load  as  in  Prob.  32.  How- 
ever, by  manipulation  of  field  currents  the  larger  machine  is  made 
to  deliver  its  full  rated  load  of  1000  kv-a.  to  the  bus-bars  at  2300 
volts.  Neglecting  the  effiBCt  of  the  internal  power  losses  in  the 
alternators  upon  the  distribution  of  load  between  them  and  upon 
the  speed  of  the  engines,  calculate: 

(a)  Power  factor  of  each  alternator,  in  per  cent. 

(6)  Increase  or  decrease  of  useful  fiux  or  total  induced  e.m.f.  of 
each  alternator,  as  per  cent  of  corresponding  value  from  Prob.  34. 

Prob«  87-2.  Two  alternators  having  constants  as  in  Prob.  34, 
operate  as  in  Prob.  32  before  the  readjustment  was  made.  Draw  a 
vector  diagram  to  show  the  effects  of  altering  the  steam  supply 
to  both  prime  movers  by  such  amoimt  that  the  same  total  kilowatts 
is  equally  divided,  and  the  frequency  is  not  altered.  Neglect  the 
power  lost  in  the  alternators.  The  fields  are  readjusted  so  as  to 
give  each  alternator  the  same  power  factor  as  the  total  load,  and  the 
same  bus  voltage  of  2300.  Calculate:  (a)  Change  of  phase  angle 
between  induced  e.m.f.'s,  from  Prob.  35.  (6)  Change  in  amount 
of  total  induced  e.m.f.  of  each  alternator,  from  Prob.  35. 

Compare  these  results. 
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Prob.  38-2.    A  three-phajse,  660(>-volt  alternator  rated  500  kv-a.  ^^ 

is  parallel  with  another  rated  1000  kv-a.,  6600  volts,  60  cycles.  -The  -  ^ 

inherent  speed  regulation  of  the  engine  driving  the  first  aitemator  is  ^ 

5  per  cent  and  of  the  second  aitemator  4  per  cent,  based  on  85  per  ^ 

cent  power-factor  at  full-load  of  generator.  ^,  ^ 

(a)  What  is  the  greatest  combined  load  in  kilovolt-amperes  that  ^^ 
these  alternators  can  deliver  without  overloading  either  more  than 
25  per  cent  beyond  its  rated  capacity? 

(6)  What  would  be  the  relation  between  the  power-factor  of  p"  ' 

aitemator  and  the  bus-bar  power-factor,  under  this  condition?  ^ 

Prob.  89-2.  What  are  the  kilovolt-amperes,  kilowatts  and  power-       i^ 
factor  of  the  total  load  delivered  from  the  bus-bars,  if  each  alter-      ^ . 
nator  in  Prob.  38  is  delivering  its  rated  full-load  kilovolt-amperes, 
but  the  500  kv-a.  machine  operates  at  90  per  cent  power-factor 
while  the  1000  kv-a.  machine  operates  at  70  per  cent  power-factor? 

Prob.  40-2.  How  many  more  kilowatts  could  be  taken  from 
the  bus-bars  at  the  same  voltage  and  power-factor  without  exceed- 
ing the  rated  capacity  of  either  machine,  if  the  field  excitation  and 
throttles  of  the  alternators  in  Prob.  39  were  readjusted  so  as  to 
make  the  best  use  of  each  machine? 

Prob.  41-2.  Two  alternators  rated  2300  volts,  three-phase,  60 
cycles  have  full-load  capacities  of  500  and  1000  kv-a.  respectively. 
The  first  alternator  gives  a  sustained  short-circuit  current  equal  to 
two  times  rated  load  current,  with  full  field  excitation,*  while  the 
second  gives  four  times  full-load  current.  In  both  alternators  the 
ratio  of  synchronous  reactance  to  resistance  is  10  : 1.  If  these  two 
altemators  are  thrown  into  parallel  when  the  terminal  voltages  are 
each  equal  to  2300  but  10  electrical  degrees  out  of  phase,  calculate: 

(a)  Resultant  voltage  in  local  circuit. 

(6)  Synchronizing  current  in  amperes. 

(c)  Synchronizing  power  in  watts. 

(d)  Synchronizing  torque  in  per  cent  of  normal  full-load  torque 

of  the  smaller  aitemator. 
Both  altemators  are  star-connected. 

Prob.  42-2.  Repeat  the  calculations  of  Prob.  41,  considering 
that  the  altemators  are  paralleled  when  only  two  electrical  degrees 
out  of  phase. 

(a)  Is  the  synchronizing  power  directly  proportional  to  the  phase- 
difference  between  the  e.m.f.'s? 

*  Full  field  excitation  here  means  that  whic^  would  give  rated  volt- 
age at  no-load. 
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Prob.  43-2.  Both  alternators  specified  in  Prob.  38  are  deliver- 
ing their  rated  kilovolt-amperes  to  the  bus-bars,  at  rated  voltage 
and  frequency,  and  85  per  cent  power-factor.  Assuming  that  the 
characteristics  of  each  governor  are  such  that  the  speed  changes  by 
a  uniform  amount  for  each  kilowatt  of  load  added  or  dropped  by 
the  machine,  as  expressed  by  the  per  cent  speed  regulation,  cal- 
culate: 

(a)  Frequency  when  total  load  on  bu&-bars  is  reduced  50  per  cent. 
(6)  Kilowatts  delivered  by  smaller  alternator  under  this  condition. 

r^>Ri>^ Kilowatts  deUvered  by  the  larger  alternator  imder  this  con- 
dition. 

Prob.  44-S.  (a)  At  what  value  of  total  load,  in  kilowatts,  will 
one  of  the  alternators  of  Prob.  43  cease  to  deliver  power? 

(b)  Which  alternator  will  cease  to  deUver  power? 

j^)  What  will  be  the  frequency  under  this  condition? 

Prob.  46-2.  If  the  supply  of  driving  power  to  the  imder-loaded 
machine  in  Prob.  44  be  discontinued,  and  the  total  loss  in  iron  and 
armature  copper  and  in  friction  be  equal  to  5  per  cent  of  its  rated 
full-load  (non-inductive)  output,  calculate: 

(a)  What  kilowatts  will  be  taken  by  the  synchronous  motor  now 
operating  from  the  remaining  generator? 

(6)  What  will  be  the  frequency? 

Prob.  46-2.  Solve  Prob.  41  on  the  assumption  that  the  ratio 
of  synchronous  reactance  to  resistance  in  both  alternators  is  only 
2:1.  CompMire  corresponding  results  of  these  two  problems,  and 
discuss  therefrom  the  relation  between  synchronous  reactance  and 
resistance,  and  synchronizing  power,  other  things  being  equal. 

Prob.  47-2.  Solve  Prob.  46  on  the  assumption  that  a  10  per 
cent  reactance  has  been  inserted  in  each  of  the  cables  leading  from 
the  armature  of  the  larger  alternator  to  the  bus-bars.  Compare 
the  synchronizing  current  and  synchronizing  power  with  correspond- 
ing results  of  Prob.  46  and  discuss  this  feature  of  current-limiting 
reactances. 

Prob.  48-2.  The  two  alternators  specified  in  Prob.  38  are  ad- 
juafted  so  that  each  is  delivering  75  per  cent  of  its  rated  kv-a.,  at 
85  per  cent  power-factor,  rated  voltage  and  frequency.  Assuming 
the  same  change  of  speed  per  kilowatt  of  load  as  specified  in  Prob. 
38,  calculate: 

(a)  What  maximum  total  kilowatts  can  be  taken  from  the  bus- 
bars without  o^'<^rheating  either  armature? 

(6)  Wtoat'will  be  the'^frequency  at  this  load? 
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Prob.  49-2.  (a)  At  what  value  of  total  load  (kilowatts)  will  the 
two  alternators,  after  being  adjusted  as  in  Prob.  48  and  then  left 
to  themselves,  divide  the  load  (kilowatts)  equally  between  them? 

(6)  What  will  be  the  frequency  under  this  condition? 

Prob.  60-2.  When  the  total  bus-bar  load  on  the  two  alternators 
of  Prob.  48  is  such  that  the  frequency  has  become  equal  to  61.5 
cycles  per  second,  calculate: 

(a)  Kilowatts  delivered  by  the  500  kv-a.  alternator. 

(b)  Kilowatts  delivered  by  the  1000  kv-a.  alternator. 

(c)  Total  kilowatts  output  from  bus-bars. 

Prob.  61-2.  A  three-phase,  star-connected  alternator,  rated  100 
kv-a.,  2300  volts,  60  cycles,  is  delivering  125  per  cent  of  its  rated  kv-a. 
at  rated  voltage  and  80  per  cent  power-factor  to  the  bus-bars.  It  has 
a  resistance  of  4  per  cent  and  synchronous  reactance  of  40  per  cent. 

Another  alternator  identically  similar  has  its  open-circuit  e.m.f. 
brought  up  to  exactly  the  proper  voltage,  frequency,  and  phase 
relation,  and  the  parallel  connection  is  completed.  Assuming  that 
the  open-circuit  voltage,  or  total  induced  voltage,  or  excitation 
voltage  of  the  incoming  alternator  is  raised  in  five  steps,  each  ten 
per  cent  of  the  initial  value,  while  the  kilowatt  output  from  bus- 
bars remains  unaltered,  calculate  for  each  step:  * 

(a)  Resultant  e.m.f.  in  local  circuit. 

(&)  Synchronizing  current  in  amperes. 

(c)  Kilowatts  which  tend  to  be  shifted  from  one  alternator  to 

the  other  by  means  of  the  s3mchronizing  current. 

(d)  Terminal  voltage. 

Draw  curves  showing  change  of  each  of  these  quantities,  all  with 
respect  to  excitation  volts  as  abscissas. 

Prob.  62-2.  If  both  prime  movers  in  Prob.  32  have  inherent 
speed  regulation  of  5  per  cent,  calculate  the  actual  values  of  the 
following  quantities  when  the  total  load  has  increased  to  1500  kv-a. 
at  the  same  power-factor  as  in  Prob.  32,  and  the  excitation  voltages 
of  both  alternators  are  adjusted  to  give  rated  terminal  voltage  at 
load  power-factor: 

(a)  Current  per  terminal  from  each  alternator  to  bus-bars. 

(6)  Kilovolt-ampere  output  of  each  alternator. 

(c)  Power-factor  of  each  alternator. 

(d)  Frequency. 

Prob.  69-2.  To  what  values  of  kilowatts,  power-factor,  and 
kilovolt-amperes  should  each  alternator  of  Prob.  51  be  adjusted,  in 

*  Do  not  consider  change  of  phase  relation  of  armature  e.m.f.'8  due 
to  the  shifUng  of  load. 
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order  that  the  total  losses  shall  be  reduced  to  minimnTn,  while  the 
amperes  and  power-factor  of  the  total  load  on  bus-bars  remain 
constant? 

Prob.  64-2.  When  the  altenuttors  are  paralleled  as  synchro- 
nized in  Prob.  51,  what  will  be  the  values  of  the  following  quantities 
if  the  excitation  voltage  and  the  steam  supply  of  each  alternator 
is  adjusted  so  the  total  power  and  the  reactive  load  are  equally 
divided  at  rated  terminal  voltage: 

(a)  Kilowatt  output  of  each  alternator? 

(6)  Kilovolt-ampere  output  of  each  alternator? 

(c)  Power-factor  of  each  alternator? 

{d)  Per  cent  by  which  the  excitation  voltage  of  each  alternator 
must  be  increased  or  diminished? 

Prob.  65-2.  Draw  a  complete  vector  diagram  showing  relations 
between  current  and  excitation  voltage  in  both  machines,  terminal 
voltage,  and  total  current  delivered  from  bus-bars,  for  the  phase 
relation  of  armatures  which  gives  maximum  synchronizing  power, 
as  nearly  as  you  can  determine  it  for  the  alternators  specified  in 
Prob.  51.  Calculate  the  maximum  synchronizing  power  in  kilo- 
watts. Note  that  power  taken  in  by  a  machine  represents  "  syn- 
chronizing power  "  only  when  it  exerts  motor  action,  and  not  when 
it  merely  supplies  PR  loss. 
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CHAPTER  III 

m 

TRANSFORMERS 

FUNDAMENTAL  PRINCIPLES.      EFFICIENCY  AND   BEOULATION 

A  TRANSFORMER  changes  alternating  current  at  any  given 
voltage  into  alternating  current  of  the  same  frequency  but 
at  some  other  voltage.  It  is  to  be  distinguished  from  a 
converter,  or  a  rectifier,  which  takes  in  alternating  current 
and  deUvers  direct  current,  or  vice  versa. 

Were  it  not  for  the  transformer,  there  probably  would  not 
be  any  lai^e  systems  for  generating  and  distributing  power 
by  alternating-current  electricity  such  as  we  now  have. 
It  was  the  development  of  an  efficient  transformer  which 
influenced  American  engineers  to  use  alternating  current 
instead  of  direct  current  where  large  quantities  of  power 
were  to  be  transmitted  over  long  distances. 

The  reasons  for  this  statement  have  been  indicated  in  the 
First  Course,  Chapter  I.  By  means  of  the  transformer,  we 
may  transmit  electric  power  at  high  voltages  which  permit 
the  wires  to  be  small  and  correspondingly  long,  without 
prohibitive  expense  for  copper  or  excessive  PR  loss  on  the 
lines.  At  any  point  along  the  line  where  we  need  some 
power,  we  simply  tap  on  a  transformer  —  the  simplest,  most 
rugged  and  durable  and  most  efficient  electrical  apparatus 
that  has  ever  been  devised,  requiring  less  space  and  atten- 
tion, and  less  investment  per  kilowatt  capacity,  than  any 
other  electrical  machine.  By  suitable  winding  of  the  trans- 
former, we  obtain  alternating  current  at  low  pressure,  of 
any  value  best  suited  to  the  lamps,  motors,  heaters,  or  other 
devices  that  are  to  be  operated. 

30.  Structure  of  the  Transformer.  The  purposes  for  which 

transformers  are  used  in  systems  for  distributing  electrical 
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power  have  been  explained  in  the  First  Course.     There  also 
will  be  found  pictures  illustrating  the  external  appearance  of 
some  types  of  transformers,  antl  diagrams  showing  how  and 
where  they  are  connected  into  the  system.     Before  proceed- 
ing to  examine  in  some  detail   the  exact  theory  of  these 
connections,  the  proper  methods  of 
operation  and  the  operating  charac- 
teristics of  various   types  of  trans- 
formers, all  of  which  are  to  be  treated 
in  this  and  the  following  chapter,  it 

would  be  well  to  familiarize  ourselves  p 

with  the  structure  and  parts  of  the 
transformer.  S 

Figure  77  shows  the  essential  in- 
terior parts  of  a  small  (10  kv-a.) 
transformer  such  as  is  used  to  supply 
power  to  light  a  building  or  a  group 
of  buildings.  One  or  more  coils  S 
of  heavy  wire  and  one  or  more  coils 
P  containing  a  much  larger  number  ^"^^  ^^-    The  core  and 

of  turns  of  smaller  wire  surround  or      f'^  "^  <"  ^  '^^ 
,    ,  ,  ,         ,       ,      former    removed    from 

are  surrounded  by  a  core  /  made  of  ^he  case.  The  coila  S 
laminations  or  sheets  of  special  steel,  and  P  are  linked  to- 
The  terminals  of  the  heavy  wire  coils  gether  by  the  core  I. 
are  brought  out  at  T",  and  the  ter-  ^^^  Western  Electric  Co. 
minals  of  the  light  wire  coils  at  T'.  These  two  sets  of  coils 
and  the  iron  core  which  links  them  together  are  the  essential 
parts  of  the  transformer.  Fig.  78  is  a  diagram  of  a  top 
view  of  a  transformer  of  this  type.  The  coils  marked 
"primary  "are  connected  together  and  to  the  source  of  power, 
while  the  coils  marked  "secondary"  are  connected  together 
and  to  the  load.  The  alternating-current  power  is  transferred 
from  primary  to  secondary  by  means  of  magnetic  flux  in  the 
iron  core,  which  is  shown  dark  in  Fig.  78. 

31.   Methods    of    Cooling    Transformers.     The    losses 
which  occur  in  transfonncrs  are  very  small,  usually  not  more 
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than  from  2  to  4  per  cent  of  the  input.     These  losses  always 
result  in  heating  the  transformer.     When  the  transfonner  is 
in  operation,  the  currents  in  the  primary  and  secondary 
coils  cause  a  loss  of  power,  PR,  due  to  resistance.     The 
flux  in  the  iron  core  also  causes  a  loss  of  power  due  to  hystere- 
sis and  eddy  currents.     All  of  these  losses  appear  as  heat, 
anij  the  temperature  of  the  transformer  will  rise  above  that 
of  the  surroundii^  by  an  amount  sufficient  to  cause  the 
heat  to  flow  away 
as  fast  as  it  is  gener- 
ated within  thetrans- 
'^*"'    former.       The    core 
and  coils  are  gener- 
ally immersed  in  min- 
eral oil  or  petroleum 
within   a    casing   of 
sheet    iron    or    cast 
iron.     The    purpose 
wi,      of  the  oil  is  not  only 
to  improve   the   in- 
Fio.  78.    The  diagram  of  the  top  view  of  a  sulation  between  the 
transformer  of  th.  sliell  type  shown  in  Fig.  ^,  jjg      ^ut     also     to 
77.     The  General  Electric  Co.  .u     l      *   f 

carry  the  heat  from 

the  hot  inner  parts  of  the  coils  and  core  to  the  cooler  outside 
surface  of  the  casing,  by  means  of  the  circulation  which  is 
set  up  in  the  oil.  The  coils  are  separated  from  one  another 
and  from  the  cores  by  spaces  called  oil  ducts  (see  Fig,  78) 
which  permit  the  oil  to  circulate  around  the  innermost  parts 
where  the  heat  is  generated,  thus  tending  to  keep  the  tem- 
perature more  even  throughout  the  transformer,  or  to  avoid' 
"hot  spots." 

The  power  capacity  and  the  losses  of  a  well-designed 
transformer  increase  approximately  in  proportion  to  the 
volume  of  its  core  and  coils,  or  to  the  cube  of  its  dimensions, 
other  things  being  equal.  But  the  exterior  surface  from 
which  heat  is  naturally  dissipated  increases  only  in  propor- 
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tion  to  the  square  of  its  dimensions.  That  is,  if  we  double 
all  dimensions  of  the  transformer,  the  amount  of  iron  in  the 
core  and  of  copper  in  the  coils  will  be  approximately  2'  or 
8  times  as  great.  If  these  materials  were  used  to  just  as 
good  advantage  as  before,  the  kilovolt-ampere  capacity 
would  be  also  8  times  as  great;  and  assuming  the  efficiency 
to  be  approximately  the  same,  the  losses  would  be  8  times  as 
large  as  before.  But  the  exterior  surface  of  the  transformer 
is  increased  only  2^  or  4  times  when  the  dimensions  are 
doubled.  Therefore,  we  must  lose  8  times  as  much  heat  as 
before,  from  4  times  as  much  surface,  or  twice  as  much  heat 
per  square  foot  of  surface,  per  minute.  This  requires  a 
temperature  rise  approximately  twice  as  great.  Obviously, 
transformers  of  the  larger  sizes  must  be  provided  with  addi- 
tional cooling  surfaces  or  some  means  of  carrying  away  heat 
faster  from  the  natural  cooling  surfaces,  in  order  to  avoid 
excessive  temperatures. 

Some  large  transformers,  particularly  older  ones,  are  of 
the  air-blast  type.  They  are  placed  over  a  chamber  from 
which  a  blower  forces  a  strong  current  of  air  through  numer- 
ous ventilating  ducts  that  are  left  between  the  coils  and  the 
core.  Such  transformers  are  not  immersed  in  oil,  and  there- 
fore have  the  following  disadvantages.  First:  if  a  fault 
occurs  in  the  insulation,  the  resulting  arc  is  not  suppressed 
(as  by  the  oil  in  the  oil-filled  type)  but  is  rather  fanned  into 
fiame  by  the  air  currents.  Second:  although  the  air  used 
is  cleaned,  yet,  in  spite  of  this  precaution,  the  transformer 
often  becomes  coated  with  dirt,  which  is  bad  for  the  insula- 
tion. Third:  if  anything  occurs  to  stop  the  blowers,  the 
temperature  rises  very  rapidly.  Fourth:  air-blast  trans- 
formers are  more  bulky  for  a  given  kilovolt-ampere  capacity 
than  water-cooled  or  oil-cooled  types,  and  are  not  satis- 
factory for  pressures  much  above  35,000  volts. 

Auxiliary  surfaces  for  natural  air-cooling  may  be  furnished 
by  nests  of  vertical  pipes  connected  into  the  transformer  case 
at  top  and  bottom  as  shown  in  Fig.  79.    These  pipes  C  are 
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Spread  far  enough  apart  to  permit  natural  convection  cui> 
rents  of  air  to  circulate  freely.  The  ciise  and  pipes  are  filled 
with  oil,  which  serves  to  carry  the  heat  from  the  coils  and 
core  where  it  is  generatetl,  out  to  these  cooling  surfaces. 


Flu.  7!1,  Atlditional  cooling  aurface  \a  furnished  by  the  pipes.  'I'hn 
oil  vrhi<:li  ciirrira  ttic  heat  from  the  core  and  coils  circulates  througli 
the  pipes  and  is  cooled.    General  Elrdrie  Co. 

Auxiliary  surface  for  artificial  cooling  by  cold  water  is 
often  used  in  the  oil-insulated  water-cooled  (0. 1.  W.  C.) 
type  of  transformer.  Oiie  of  these  is  shown  removed  from 
ite  case  in  Fig,  80.     The  space  between  transformer  and 
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case,  and  the  ducts  between  poils  and  cores  are  all  filled  with 

oil  which  circulates  naturally  between  the  heated  surfaces 

and  the  cool  surfaces. 

The  heated  oil  rises  to 

the  top  of   the  case. 

The  cooling  coils  (C), 

carrying  a  current  of 

cold  water,  absorb  the 

heat.    The  cooled  oil 

flows  down  along  the 

outside  of  the  case  to 

the  bottom,  and  then  /*- 

repeats    the    process. 

The  cooling  coils 

should  be  of  seamless 

tubing,  as  the  slightest 

leakage  of  water  into 

the    transformer    will 

weaken  the  insulation 

seriously.       A     great 

many    of    the    lai^er 

transformers  are  of  the 

0. 1.  W.  C.  type. 

The  lai^st  trans- 
formers are  cooled  by  a 
forced  circulation  of 
the  oil  with  which  the 
transformer  is  filled. 
By  this  method  very 

much  greater  amounts  piQ.  go.  Interior  of  an  oil-inaulftted  water- 
of  heat  may  be  carried  cooled  tranBfonner,  Bhowinn  the  copper 
away  from  the  surfaces  cooling  coils,  C.  These  coils  carry  water 
of  coils  and  cores  than  «•»«''  "^^  ^^^  °"-  ^^^'^  ^^"^  ^''■ 
by  any  natural  circulation  of  oil,  the  oil  currents  being  more 
rapid  and  far-reaching.  The  oil  may  be  cooled  either  inside 
or  outside  the  transformer  case,  by  water  or  by  air  currents. 
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It  is  <lifiicult  to  bring  out  the  terminals  of  a  coil  for  very 
high  tension  work  through  the  metal  case  of  the  transfonner 
without  tianger  of  breaking  down  their  insulation  or  of  serious 
Icakiigc  of  current  between  terminals.     Some  terminals  are 
fillctl  with  oil  and  are  correspondingly  bulky  and  out  of  pro- 
portion, as  shown  at  7"  in  Fig.  80.     The  "condenser  type" 
of  terminal  is  much  more 
compact    for    the    same 
operating  voltage  and 
same  factor  of  safety,  and 
represents  a  more  recent 
and     intelligent     design. 
(See     Trans.     A.I.E.E., 
Vol.  XXVIII,  page  209.) 
32.    How    the    Trans- 
fonner Changes  the  Volt- 
age.      The      essential 
principle  upon  which  the 
transformer  operates   has 
been     explained     in     the 
First  Course,  Chapter  V. 
Two  coils  (or  two  groups 
[     of  coils)  are  wound  upon 
Fm.  81.    Diagram  of  a  transformer,   the  same  iron  core.     One 
An  altenuiling  current  in  the  primary   of  these  coils,  A  £  in  Fig. 
coil  ^^Btts  up  an  alternating  flux  in   gi^     [g     connected     to     a 
Ihc  iron  core  C.C,     This  flux  induces  ^ator  or  a  transmis- 

an  alternating  voltage  iQ  the  second-     .        ,.  .■  .      j  i- 

arv  coil  XY  ^^^^  which    delivers 

alternating  current  to  it. 
This  current  produces  an  alternating  magnetic  fiux  mm  in 
the  iron  core  CiCf  The  variation  of  the  flux  from  zero  to 
maximum  value,  then  to  zero  again,  first  in  one  direction 
and  then  in  the  opposite  direction,  through  the  magnetic 
circuit  which  is  common  to  the  two  coils,  induces  an  alter- 
nating e.m.f.  in  the  other  coil  XY.  If  an  electrical  circuit 
be  completed  through  coil  XY  by  connecting  a  lamp,  a  motor, 
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or  any  conductor  externally  between  the  terminals,  this  in- 
duced e.m.f.  will  produce  a  current  and  deliver  power. 

Thus,  although  the  two  coils  are  electrically  insulated  from    - 
each  other,  power  taken  in  by  one  coil  is  transmitted  to  the 
other  coil  by  means  of  the  magnetic  flux  which  links  with 
both  of  them.    Of  course,  as  stated  above,  there  are  losses 
in  the  transformers  —  due  to  hysteresis  and  eddy  currents 
in  the  iron  core  and  to  PR  in  both  coils  —  so  that  the  power    f 
given  out  by  the  coil  XF  is  slightly  less  than  the  power 
taken  in  by  the  coil  AB,    By  providing  a  proper  number 
of  turns  and  suitable  insulation  in  each  coil,  the  primary  {AE)  ; 
may  take  in  power  at  high  voltage  and  the  secondary  (XF) ' 
may  deliver  this  power  at  low  voltage.    Due  to  the  use  of 
high  voltage,  the  amount  saved  annually  on  the  cost  of 
transmission  line  and  of  line  losses,  is  much  greater  than  the 
cost  of  fixed  charges  and  losses  of  the  transformers,  which 
then  become  necessary  to  change  the  voltage  to  values  suit- 
ably for  generation  and  utilization  by  practicable  apparatus. 

33.  Ratio  of  a  Transformer.  The  coil  AB  produces  a 
flux  that  links  with  the  coil  XY  and  induces  an  e.m.f.  in 
both  AB  and  XY,  In  fact,  it  even  produces  e.m.f.'s  in  the 
iron  core  C1C2  which  cause  the  so-called  "eddy  currents"  in 
the  iron,  which  are  neglected  in  this  article. 

Let  -B  =  Effective  value  of  the  e.m.f .^i^uced  in^  Ou-single 
^4^i^^^rf130tl^:^i:B^c^3P1^  flux  thread- 

ing both  coils. 

JVp  =  Number  of  turns  in  primary  coil  AB. 
Ns  =  Number  of  turns  in  secondary  coil  XY. 

Since  the  e.m.f.'s  in  all  the  turns  of  each  coil  are  in  phase  ' 
with  one  another, 

ENp  =  Total  induced  voltage  in  primary  coil  AB. 
ENs  —  Total  induced  voltage  in  secondary  coil  XY. 

The  ratio  of  the  induced  e.m.f.  in  the  primary  to  the  in- 
duced e.m.f.  in  the  secondary  can  then  be  expressed  by  the 
following  equation: 


/-> 
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Induced  e.m.f .  in  Primary    _  ENp  _  Np 
Induced  e.m.f.  in  Secondary      EN 3     Na 
Np        Number  of  turns  in  Primary 
Ns      Number  of  turns  in  Secondary 

This  ratio  ^  is  called  the  Ratio  of  a  Transformer,  and  is 

Ns 

equal  to  the  ratio  of  the  induced  voltage  in  the  primary  to 
the  induced  voltage  in  the  secondary,  when  no  flux  lines 
exist  which  do  not  thread  both  coils. 

Example  1.  There  are  1200  turns  in  the  primary  coil  of  a  trans- 
former and  120  turns  in  the  secondary  coil.  A  flux  of  800,000  lines 
threading  both  coils  is  made  to  alternate  according  to  the  sine  law, 
at  the  rate  of  60  cycles  a  second. 

(a)  What  is  the  effective  voltage  induced  in  each  turn  of  both 
coils? 

(6)  What  is  the  total  effective  induced  voltage  in  the  primary 
coils? 

(c)  In  the  secondary  coil? 

{d)  What  is  the  ratio  of  the  induced  voltage  in  the  primary  coil 
to  the  induced  voltagfe  in  the  secondary  coil? 

(e)  What  is  the  "ratio  of  the  transformer"? 
(a)  The  flux  makes  4  changes  between  0  and  maximum  value 
during  one  cycle.    See  Art.  53,  First  Course. 

A      Tpr  ^      J  •         u  *      ^     800,000  X  60  X  4      ^  _  _      . 

Av.  E  (mduced  m  each  turn)  = -— •  =  1.92  volts. 

10* 

Effective  ^  =  1.11  x  av.  J^  (for  a  sine  wave-form). 

=  1.11  X  1.92  =  2.13  volts. 

(6)  E  (induced  in  primary  coil)    =  2.13  X  1200=  2560  volts. 

(c)  E  (induced  in  secondary  coil)  =  2.13  X  120  =  256  volts. 

.        Induced  E  in  Primary         _  2560  _ 

Induced  E  in  Secondary  256 

1200 
(e)  Ratio  of  the  Transformer       =  -r^rzr  =  10. 

120 

Prob.  1-8.  Answer  the  five  parts  of  Example  1  if  the  flux  has 
a  frequency  of  40  cycles  per  second. 

Prob.  8-8.  The  primary  coil  of  a  certain  transformer  has  1470 
turns. 
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(a)  How  many  magnetic  lines  must  thread  the  primary  coil  and 
the  secondary  coil  if  the  e£fective  induced  voltage  in  the  primary 
18  2460  volts? 

(&)  How  many  turns  must  the  secondary  have  in  order  to  have 
the  induced  voltage  in  it  equal  to  123  volts? 

Assume  that  the  magnetic  flux  is  made  to  vary  according  to  the 
sine  law  at  a  frequency  of  25  cycles. 

Prob.  8-8.  In  a  transformer  with  a  ratio  of  5,  how  many  turns 
must  there  be  in  the  primary  and  in  the  secondary  coils,  if  the 
induced  voltage  in  the  secondary  is  to  be  236  volts?  The  flux  has 
a  value  of  885,000  lines  and  varies  according  to  the  sine  law  at  a 
frequency  of  60  cycles. 

Prob.  4-3.  How  many  turns  would  have  to  be  used  in  the 
coils  of  the  transformer  in  Prob.  3,  if  the  frequency  were  25  cycles? 

34.  Phase  Relations  between  Flux  and  Induced  E.M.F. 

The  value  of  the  induced  e.m.f.  at  any  instant  in  either  coil 
is  directly  proportional  to  the  number  of  turns  in  that  coil, 
and  to  the  rate  at  which  lines  of  flux  are  appearing  or  dis- 
appearing within  each  turn  at  that  instant.  Thus  the  induced 
e.m.f.  has  zero  value  when  the  flux  reaches  its  maximum 
value  (and  is  constant  for  an  instant  before  it  begins  to 
decrease);  and  the  e.m.f.  has  its  maximum  value  when  the 
flux  is  zero  (and  is  changing  at  its  greatest  rate).  In  other 
words,  the  induced  e.m.f.  is  90^  out  of  phase  with  the  alter- 
nating flux. 

The  direction  of  the  induced  e.m.f .  at  each  instant  must  be 
such  that  the  current  which  it  would  produce  in  the  circuit 
would  have  a  magnetising  action  opposed  to  the  change  of 
flux  which  generates  the  e.m.f.  This  is  in  accord  with  Lenz' 
law  as  stated  in  Chapter  V  of  the  First  Course.  If  this 
were  not  so,  it  would  not  be  possible  to  attain  a  settled  con- 
dition in  the  circuit,  and  we  should  have  a  perpetual  source 
of  energy;  because  as  soon  as  current  and  pow.er  were  deliv- 
ered from  the  secondary  coil  XY,  the  flux  would  be  increased 
by  the  magnetic  action  of  the  current.  This  would  induce 
larger  e.m.f.  which  would  produce  more  current,  and  so 
on  to  infinity. 
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Thus,  in  Fig.  82,  the  curve  4>  represents  the  variations  of 
the  flux  (linking  both  coils)  produced  by  the  magnetizing 
current  i^  flowing  in  the  primary  coil,  and  in  phase  with  it. 
Then  the  curve  e[  represents  variations  of  the  e.m.f.  which 
is  thereby  induced  in  the  secondary  coil  and  ep  represents 
the  e.m.f.  induced  in  the  primary  coil.  In  the  magnetic 
circuit,  we  consider  as  positive  the  direction  of  flux  produced 
by  a  current  which  flows  in  a  positive  direction  through  the 


Fig.  82.  The  magnetizing  current,  im,  produces  a  flux  of  the  sine 
wave-form,  ^.  This  flux  sets  up  an  e.m.f.  Cp  of  sine  wave-form  in  the 
primary  coils  and  an  e.m.f.  e«  of  sine  wave-form  in  the  secondary  coils. 
Note  that  efp  and  6«  are  in  phase  with  each  other  but  lag  90°  behind 
the  flmx  0  and  the  magnetizing  current  im* 

electric  circuit.  In  Fig.  82,  the  positive  direction  of  e.m.f. 
e  or  of  current  im  is  from  A  to  B  and  from  X  to  7,  within 
the  coil  in  either  case.  Notice  that  if  any  current  is  pro- 
duced by  the  induced  voltages  ei  or  ej,,  it  would  oppose 
the  change  of  the  flux  0,  and  therefore  of  the  current  produc- 
ing 0.  Thus  such  a  current  would  be  increasing  while  0  is 
decreasing  and  it  would  be  positive  while  0  is  negative. 
Notice  also  that  both  induced  e.m.f.'s  6«  and  €p  lag  90^ 
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behind  the  magnetizing  current  im»  This  fact  that  the  induced 
e.m.f.  always  lags  90°  behind  the  current  and  flux  which 
produces  it  is  also  shown  in  Art.  54,  First  Course. 

Assuming  that  all  of  these  quantities  vary  with  time 
according  to  the  sine  law  (an  assumption  which  will  be  dis- 
cussed later)  we  may  represent  their  values  and  relations  by 
vectors  as  in  Fig.  83.  The  lengths  of  the  vectors  represent 
effective  values  of  the  corresponding 
quantities.  No  current  is  flowing  in 
the  secondary  coil,  as  yet,  but  a  cur- 
rent Im  is  flowing  in  the  primary  coil 
which  sets  up  the  flux.    In  order  to 


yWw 


force  the  magnetizing  current  Im 
through  the  primary  coil,  we  must 
apply  an  alternating  e.m.f.  to  the  \e'^ 
primary  coil  which  is  large  enough  to 
overcome  not  only  the  IR  drop,  ImRp, 
caused  by  current  Im  flowing  against  1-/ 
the  resistance  Rp  of  the  primary  coil,  ^^  ^  ^^  ^^  ^ 
but  also  the  e.m.f .  Ei>  which  is  in-  gram  for  the  sine  curves 
duced  in  the  turns  of  the  primary  coil  of  Fig.  82.  The  e.m.f  .'s 
when  the  current  Im  flows.  Now,  Ep  and  Ei,  induced  in 
any  good  transformer  is  designed  so  **'^^"'"*^^«*/l^''"^^ 
that  the  cofl  resistances  Rp  and  Rg  ^^j^^g  current  V2 
are  made  relatively  small,  to  keep  the  ^nd  the  flux  <t> 
losses  low  and  the  efficiency  high,  and 
Im  is  made  small  to  keep  the  power-factor  high.  Theresistance 
drop  in  the  primary  is  therefore  very  small  in  comparison  with 
the  induced  (counter)  e.m.f.  Ep  in  the  primary.  For  most 
practical  calculations  the  e.m.f.  that  must  be  impressed  on 
the  primary  coil  may  be  assumed  to  be  opposite  and  equal 
to  the  induced  voltage  Ep,  as  represented  by  Ep  in  Fig.  84. 
This  would  be  true  not  only  for  effective  values,  but  also  for 
instantaneous  values.  Therefore,  if  the  wave-form  of  e.m.f. 
between  the  mains  and  impressed  on  the  primary  is  harmonic, 
the  wave-form  of  the  induced  e.m.f.  must  be  very  nearly 
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harmonic.  It  follows  also  that  the  flux  must  vary  har- 
monicaUy,  because  the  induced  e.m.f.  is  at  every  instant 
proportional  to  the  rate  of  change  of  the  flux,  and  the  rate 

of  change  of  an  harmonic  quantity 
itself  varies  harmonically. 


Ep 


\ 


^" 


lead  00 


36.  How  the  Transformer  Adjusts 

Itself  to  Changes  of  Load.    Now 

suppose  we  complete  the  circuit  of 

XY  externally  in  Fig.  81  and  allow 

^^    Ei,  the  voltage  induced  in  the  second- 

>(^  ^."  ary  cofl,  to  produce  a  current  7„  lag- 

ging  ^  behind  Bi,  as  represented  in 
^  ,£'  Fig.  85.    The  magnetic  effect  of  this 

load  current  7«  tends  to  change  the 
flux  0.    But  the  sUghtest  alteration 
of  0,  of  course  makes  corresponding 
^p  change  in  the  induced  e.m.f .  Ep  in  the 

Fig.  84.    The  voltage  Ep  primary.    Now  E'p  very  nearly  bal- 

^  ^^^'i'     ^^  anced  the  impressed  voltage  S«  before 

the  pninary  0011  in  order  ^  ^^      ^ 

to  overcome  the  induced  7.  began  to  flow,  and  the  resultant 

voltage    E'p,     (Resist-  voltage  in  the  coil  was  almost  zero 
ance  drop  of  the  coils  is  (being  just  sufficient  to  force  the  cur- 
^   neglected  in  this  dia-  rent /n  through  the  coil  against  its  re- 
*^"*"^  sistance  Rp) .    Thus  the  change  in  the 

induced  voltage  Ep  will  cause  the  resultant  voltage  in  the  coil 
to  attain  an  appreciable  value.  This  resultant  will  cause  more 
current  to  flow  from  the  mains  into  the  primary.  The  addi- 
tional current  (represented  by  Ip)  is  called  the  "  load  compo- 
nent *'  of  primary  current,  and  it  will  automatically  increase  in 
value  until  it  develops  a  magnetic  action  exactly  equal  and 
opposite  to  that  of  J«.  When  this  occurs,  the  flux  <f>  is  restored 
to  its  original  or  zero-load  value,  and  there  no  longer  exists  any 
unbalanced  e.m.f.  in  the  primary.  In  other  words,  equilibrium 
is  restored  and  the  current  is  steady  again.  The  total  cur- 
rent taken  by  the  primary  coil  AB  from  the  supply  line 
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would  be  the  vector  sum  of  the  load  component  of  primary 
current  Ip  and  the  magnetizing  current  7j#. 

In  order  that  Ip  may  have  a  magnetic  effect  exactly  equal 


L 


< 


•^* 


Is       .     K 

Fia.  85.    When  a  current  I»  is  allowed  to  flow  in  the  secondary  coils, 
a  current  Ip,  at  180°  to  /«,  will  flow  in  the  primary  coil. 

and  opposite  to  that  of  7«,  the  following  relations  must 
exist: 

(a)  The  phase  of  Ip  must  be  exactly  opposite  to  that  of 
the  load  current  /«. 

(fe)  The  ampere-turns  in  the  primary  due  to  the  current 
Ip  must  be  exactly  equal  to  ampere-turns  in  the  secondary 
due  to  the  load  current  /,. 

As  Np  equals  number  of  turns  in  the  primary  and  N»  the 
number  of  turns  in  the  secondary,  this  relation  is  expressed 
mathematically  as  follows: 

Npl'p  =  -NJ.. 

Ignoring  the  directions,  which  are  expressed  by  angles  in  the 
vector  diagram,  we  find  the  following  niunerical  relation  to 
exist  between  these  currents: 
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> 
Load  component  of  current  in  primary  {Vp)  __  JV, 
Load  current  in  secondary  (/,)  Np 

Now,  the  magnetizing  current  tu  never  exceeds  10  per  cent 
of  the  load  current  Ip  in  any  well-designed  transformer, 
and  in  large  transformers  is  considerably  less  than  1  per 
cent.  (See  Table  A.)  Also,  /,  is  the  only  current  flowing 
in  the  secondary.  Therefore  the  statement  made  above  for 
load  currents  is  also  practically  true  for  total  currents.  That 
is,  we  may  say  without  serious  error  for  all  but  the  very 
smallest  and  poorest  transformers,  that  the  total  primary 
and  secondary  currents  at  any  load  near  or  above  full  load 
are  inversely  proportional  to  the  number  of  turns  in  the 
primary  and  secondary  coils.  As  the  load  approaches  zero, 
this  simple  statement  departs  further  from  the  truth.  When 
/«  equals  zero  and  the  total  primary  ciurent  reduces  to 
lui  the  above  simple  statement  is,  of  course,  absolutely 
wrong. 

36.  Exciting  Current.  Magnetizing  Current.  Hyster- 
esis Current.  We  have  assumed  the  flux  </»  in  Fig.  83,  84, 
85,  to  be  maintained  entirely  by  a  magnetizing  current  lu 
which  is  in  phase  with  0.  If  the  core  or  the  magnetic  circuit 
of  the  transformer  were  entirely  composed  of  air  or  wood 
or  some  other  non-conducting  "non-magnetic"  substance, 
this  assumption  would  be  correct.  But  when  we  use  iron 
in  the  magnetic  circuit,  a  certain  amount  of  energy  must 
be  taken  from  the  mains  by  the  primary  coil  during  each 
cycle  of  flux,  to  be  transformed  into  heat  and  lost  by  "molec- 
ular magnetic  friction"  or  hysteresis,  and  by  eddy  currents, 
in  the  mass  of  the  iron.  We  notice  that  the  vector  lu  in 
Fig.  85  is  in  quadrature  (90°)  with  the  vector  Ep  (terminal 
e.m.f.  of  primary),  hence  it  represents  zero  power  intake 
from  the  mains.  In  order  to  supply  the  power  lost  in  the 
iron  core  during  successive  cycles,  the  primary  coil  must 
take  a  certain  amount  of  "magnetic  power  component*'  or 
"hysteresis  component"  of  current  (/h),  in  phase  with  Ep,  as 
shown  in  Fig.  86.    For  convenience,  this  hysteresis  compo- 
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nent  is  made  to  represent  the  losses  due  to  eddy  currents  as 
well  as  hysteresis  in  the  core.    That  is, 

_  Watts  lost  in  core  due  to  hysteresis  and  eddy  currents 
"  Terminal  volts  of  primary  coil 

The  total  current  which  is  necessary  simply  to  maintain 
the  flux  is  called  the  ''  exciting  current,"  and  it  is  the  vector 
sum  of  Im  and  Ih-  It  is  the  ^Ep 
zero-load  current  of  the  trans- 
former,— the  (measureable)  cur- 
rent which  actually  flows  in  the 
primary  when  the  secondary 
circuit  is  open.  In  Fig.  86  and 
89  it  is  represented  by  the  vec- 
tor Ib'  As  it>  and  Im  are  in 
quadrature  with  Ep  and  In,  we 
see  that: 

Value  of  exciting  current  or 
zero-load  current 

Is  =  V/i  +  /i. 

Power-factor  of  exciting  cur- 
rent or  zero-load  current 

^Iff^        Ih 

Is      Vl)j  +  I],' 


^* 


-8 


Fia.  86.  The  hysteresis  current 
I  Hi  leading  Im  by  90°,  must  flow 
in  the  primary  coil  in  order  to 
supply  the  hysteresb  and  eddy- 
current  loss  in  the  core.  The 
exciting  current  Is  is  the  vector 
sum  of  the  magnetizing  current 
/jrand  the  core-loss  current  In- 


In  transformers  of  good  de- 
sign, proportion  ajid  materials, 
and  of  good  workmanship,  opera- 
ting at  rated  voltage  and  fre- 
quency and  sine  wave-form  of  e.m.f.,  the  exciting  current 
is  between  1  and  10  per  cent  of  the  rated  full-load  current 
depending  on  the  size  (kilovolt-ampere)  and  the  voltage. 
The  ratio  between  Ih  and  Im  is  usually  such  that  the  power- 
factor  of  the  exciting  current  Is  is  from  10  to  50  per  cent. 
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When  the  magnetic  circuit  contains  no  iron,  or  when  iron 
is  used  in  such  manner  that  the  maximum  flux  density  Bm 
is  not  carried  above  the  "knee"  of  the  saturation  curve  of 
the  steel  (K  in  Fig.  87)  the  exciting  current  {Is)  has  a  sine 
wave-form,  if  the  impressed  e.m.f.  has  a  sine  wave-form. 
This  is  because  the  exciting  ampere-turns,  Nplsf  and  there- 
fore the  instantaneous  values  of  Isi  are  at  every  instant  ex- 


A]np8r0«tiinM  per  ladi  of  ooce 

FiQ.  87.  The  saturation  curve  for  steel.  The  flux  is  practically  pro- 
portional to  the  exciting  current  until  the  saturation  point  K  is 
reached. 


actly  proportional  to  flux  density  B.  This  fact  is  shown  by 
the  curve  between  B  and  NjJs  being  practically  straight 
between  the  points  0  and  K.  But  ii  B^is  carried  beyond 
the  knee  of  the  saturation  curve,  as  is  usually  the  case  with 
silicon  steels  used  in  transformers,  the  wave-form  of  the  ex- 
citing current  is  not  truly  sinusoidal  even  when  that  of  the 
impressed  e.m.f.  is  harmonic.  The  reason  for  this  is  indi- 
cated in  Fig.  88,  for  which  we  are  indebted  to  the  Electric 
Journal,  September,  1914.  If  we  follow  the  changes  in  flux 
as  it  proceeds  through  a  cycle,  we  see  that: 

(a)  When  5  =  0,  Ib  =  OA. 

(b)  When  B  increases  to  BD,      Is  has  increased  to  OB. 
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(c)  When  jB  increases  to  CE,       Is  has  increased  to  OC. 

(d)  When  B  decreases  to  AF,      Ib  has  decreased  to  OA 

again. 

And  so  on.  In  this  way  the  curve  for  exciting  current  re- 
quired to  produce  a  sine  curve  of  flux  and  induced  e.m.f .  has 
been  deduced,  and  it  is  plainly  a  non-sine  wave-form.  In 
vector  diagrams  we  represent  the  exciting  current  by  the 
equivalent  harmonic  or  one  which  has  the  same  R.M.S.  (root- 
mean-square)  value. 

Indnoador 

Oooater  ELM.F. 


^  Impreaaed 


Exdtfaiir 
Current 


xHjvlareds  loop 

Fig.  88.  The  curve  of  exciting  current  is  shown  by  the  heavy  line. 
It  is  not  a  sine  curve,  even  though  the  impressed  e.m.f.  is  a  sine 
cmve,  particularly  when  the  magnetization  is  carried  beyond  the 
saturation  point. 

Example  2.  The  following  data  are  given  in  the  General  Elec- 
tric Review^  July,  1910,  for  a  400,000-volt  transformer  built  for 
testing  high-tension  insulators:  Rated  capacity,  250  kv-a.  Fre- 
quency, 60  cycles.  Primary  voltage,  1150  or  2300  (for  parallel  or 
aeries  connection  of  two  primary  coil^) .  Secondary  voltage,  400,000. 
Core  loss,  8400  watts  (constant).  Copper  loss,  1270  watts  at  full 
load.  Exciting  current,  7.18  per  cent  (of  rated  full-load  current). 
Efficiency  at  full-load,  96.3  per  cent.  Resistance  drop,  0.51  per 
cent.    Reactance  drop,  5.4  per  cent. 

Compute:  — 

(a)  The  core  loss  current. 

(6)  The  exciting  current. 

(c)  The  power-factor  of  the  exciting  current. 

From  this  data  we  derive  the  following: 

,  .   -        8400  watts      ,  ^_ 

^^^  ^^  ^  2300  volte  =  ^'^  '^^'''' 
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/,v   T        ^^^r.      250,000  watts      ^„  ,     , 

(6)  Ib  =  0.0718  X    ^^^  _  _,^_    =  7.8  amperes  =  zero-load  cur- 


2300  volts 


rent. 


3.65 


(c)  Power-factor  of  exciting  current  =  -^  =  0.468  =  46. 

The  ma3dmiim  value  of  the  flux  <t>  is  nearly  constant  at  all  loads 
if  the  line  voltage  and  frequency  are  constant,  as  is  usual.  The 
drop  of  voltage  within  the  coils  is  a  very  small  percentage  of  the 


Fig.  89.  The  primary  load-current  Ip  is  directly  proportional  to  the 
secondary  load-corrent  Is*  The  total  primary  current  /p,  which  is 
the  resultant  of  Ip  and  the  constant  exciting  current  Is,  is  not  quite 
proportional  to  the  secondary  current  Is,  but,  for  all  but  light  loads, 
may  be  so  taken. 

applied  voltage,  in  consequence  of  which  the  coimter  e.m.f.,  and 
the  flux  which  induces  it,  are  almost  as  nearly  constant  as  the  line 
voltage.  It  follows  that  at  all  loads  the  exciting  ciurent  of  a  con- 
stant-voltage transformer  is  constant  in  value  and  in  phase  relation 
to  the  impressed  voltage  Ep.  Thus  in  Fig.  89,  if  the  load  Is  is 
doubled,  the  current  Ip  also  is  doubled,  but  the  exciting  current 
Ib  remains  the  same  in  value  and  position.  Therefore  the  primary 
current  Ip  (vector  sum  of  Ip  and  Ib)  can  never  be  exactly  propor- 
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tionaJ  to  the  current  output  of  the  transformer  Isi  and  the  power- 
factor  of  the  primary  current  will  usually  differ  slightly  from  the 
power-factor  of  the  secondary  current.  But  as  Ie  is  very  small  com- 
pared with  Ip  at  all  loads  except  very  light  loads,  w^e  may  assume 
for  most  practical  calculations  that  the  amperes  input  to  the  primary 
is  directly  proportional  to  the  amperes  output  from  the  secondary, 
and  that  the  power-factor  of  the  input  to  the  primary  is  equal  to 
the  power-factor  of  the  output  from  the  secondary. 

Prob.  6-3.  A  transformer  rated  5  kv-a,  60  cycles,  2300  to  110 
or  220  volts,  takes  a  current  of  0.10  ampere  at  0.40  power-factor 
from  2300-volt  mains  when  the  secondary  circuit  is  open.  Cal- 
culate: (a)  Exciting  current  as  per  cent  of  rated  full-load  current. 
(6)  Magnetizing  qurrent  in  amperes  and  in  per  cent,  (c)  Core 
loss  current  in  amperes  and  per  cent. 

Prob.  6-3.  (a)  At  zero  load  with 'secondary  open,  the  trans- 
former of  Prob.  5  takes  how  many  watts  from  the  line?  (6)  If 
the  resistances  of  primarj'^  and  secondary  coils  are  such  that  the 
primary  copper  loss  is  equal  to  the  secondary  copper  loss  at  rated 
full-load,  the  total  copper  loss  being  then  equal  to  the  core  loss, 
calculate  the  copper  loss  in  watts  at  zero  load. 

Prob.  7-3.  A  transformer  rated  10  kv-a.,  2200/110-220  volts, 
60  cycles,  takes  100  watts  from  a  2200-volt,  60-cycle  line,  when  its 
secondary  is  open,  (a)  If  the  magnetizing  component  is  90  per  cent 
of  the  exciting  current,  what  is  the  zero-load  power-factor  of  the 
transformer? 

\§  (b)  What  is  the  exciting  current  for  this  transformer  in  amperes 
and  in  per  cent  of  rated  full-load  current? 

Prob.  8-3.  If  the  transformer  of  Prob.  5  and  6  delivers  full- 
load  current  at  80  per  cent  power-factor  from  the  secondary,  calcu- 
late: (a)  Amperes  load  component  of  primary  current,  (b)  Total 
amperes  input  to  primary  including  exciting  current. 

37.  Relation  Between  Flux,  Voltage  and  Frequency  in 
the  Transformen  The  maximum  density  Bm  attained  by 
the  flux  in  the  iron  core  during  each  cycle  is  of  great  impor- 
tance, as  it  affects  all  operating  characteristics  of  the  trans- 
former. The  value  of  Bm  depends  upon  the  voltage  and  the 
frequency  applied  to  a  coil,  the  number  of  turns  in  the  coil, 
and  the  sectional  area  of  the  core.  The  equations  represent- 
ing these  relations  are  fundamental  in  all  calculations  of 
transformers. 
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Let  ^  =  maximum  total  number  of  lines  of  flux  through 

core,  linking  with  both  primary  and  secondary  ' 

coils.     ThLs  flux  alternates  in  direction  and 
varies  harmonically. 
Np  =  number  of  turns  in  primary  coil. 
Ns  =  number  of  turns  in  secondary  coil. 
J  =  frequency  =  number  of  cycles  of  flux  or  of  e.m.f. 
per  second.         ^    • 

As  we  have  seen  in  Art.  33,  <t>  lines  of  flux  appear  or  dis- 
appear within  each  turn  of  either  coil  every  quarter  period 

or  7-  of  -i  seconds,  =  t->  seconds.  ' 

4        /  4/ 

Average  rate  of  cutting  flux  by  each  turn  of  either  coil 

=  —  =  4/0  lines  per  second. 

Therefore, 
Average  e.m.f.  induced  in  each  turn  =       ^   ■  volts. 

As  the  flux  varies  harmonically,  the  induced  e.m.f.  also  varies 
harmonically.     (See    Appendix.)     The    form-factor    of    an  ^ 

harmonic  e.m.f.  (or  ratio  of  effective  to  average  value)  is  1.11.  j 

Therefore, 
Effective  value  of  e.m.f.  induced  in  each  turn 

1.11X0X4/      ,. 
= y^ volts. 

Effective  voltage  induced  in  entire  primary  coil 

4.44  <t>fNp        , 
108 Ep. 

Effective  voltage  induced  in  entire  secondary  coil 

4.44  (l>fNs      ,., 

The  amount  of  the  core  losses  and  the  magnetizing  current  : 

depend  upon  the  maximum  density  of  flux  B^:  If  A  repre- 


> 
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sents  the  area  of  core  section  at  right  angles  to  the  flux,  we 

have, 

^  =  BrJi. 


Thus, 


and 


4.44  B^AfNp      ^^     ^  WE'p 

^P  =    — ^       or       i5m  = 


„,      4.44B^^/iVg     _    P  108  i;^ 


10»         '    ^  "*      4.44  ^/A^5 

From  these  equations  we  see  that: 

(1)  Changing  the  voltage,  changes  Bm  in  exact  proportion, 
all  other  things  remaining  equal. 

(2)  Changing  the  frequency,  while  keeping  the  voltage 
constant,  causes  B^  to  change  in  inverse  proportion  to  /. 

(3)  Changing  the  frequency  and  voltage  in  proportion  to 
each  other  keeps  B„»  unchanged. 

(4)  Changing  the  number  of  turns  in  a  coil,  while  keeping 
the  voltage  across  this  coil  constant,  causes  Bm  to  vary  in 
inverse  proportion  to  N. 

(5)  Changing  the  number  of  turns  in  a  coil  and  the  volt- 
age across  it  in  proportion  to  each  other  leaves  Bm  un^ 
changed. 

(6)  Changing  the  cross-sectional  area  of  the  iron  core,  at 
constant  voltage  and  frequency,  will  change  Bm  in  inverse 
proportion  if  the  number  of  turns  in  the  coil  remains  fixed. 
If  N  is  also  changed,  in  inverse  proportion  to  A,  then  Bm 
remains  fixed. 

The  highest  voltage  at  which  we  can  operate  a  given  trans- 
former depends  not  only  upon  the  insulation,*  but  also  upon 
Bm-  If  Bm  is  to  be  carried  much  beyond  the  "knee  of  the  sat- 
uration curve, "  the  exciting  current  or  zero-load  current  n>ust 
be  much  increased,  the  power  losses  in  copper  and  in  iron 

*  Standardization  Rules  of  A.I.E.E.  require  the  insulation  of  a  trans- 
former to  stand  test  for  60  seconds  at  voltages  of  from  2  to  5  times  the 
operating  voltage,  depending  on  the  type  of  transformer.  See  §  247  to 
257,  Standardization  Rules,  A.I.E.E. 
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« 

are  much  increased,  and  the  temperature  rises  unless  the 
current  output  is  reduced.  If  we  desire  to  build  a  transformer 
for  higher  voltage  at  a  given  frequency,  we  must  increase  the 
area  of  the  core  (and  volume  of  iron),  or  the  number  of  turns, 
or  both,  so  as  to  conform  to  the  above  equations  while  keep- 
ing Bm  within  a  reasonable  or  economical  limit'  (see  Table  III) . 
We  must  also  use  more  or  better  insulation.  Of  course  we 
may  increase  the  kilovolt-ampere  capacity  at  any  given 
voltage  and  frequency  by  increasing  the  current  and  en- 
larging the  size  of  wire  in  both  coils  enough  to  keep  the  PR 
loss  relatively  low  and  the  efficiency  high. 

Transformers  suitable  for  a  given  voltage  must  have  more 
iron  (larger  value  of  A  in  equation)  when  designed  for  a  low 
frequency  than  when  designed  for  a  high  frequency.  Or, 
we  may  keep  Bm  within  bounds  by  changing  N  in  inverse 
proportion  to  /,  keeping  the  same  core.  But  in  this  case, 
since  the  coils  must  carry  the  same  current  to  deliver  the 
same  kilovolt-amperes  at  the  given  voltage,  the  PR  loss 
will  be  changed  approximately  in  proportion  to  the  number 
of  turns  or  in  inverse  proportion  to  the  frequency.  To  avoid 
overheating  and  reduction  of  efficiency,  both  cross-section 
and  length  of  wire  would  have  to  be  doubled  at  the  same 
time  the  frequency  was  reduced  to  half  to  maintain  the  same 
capacity;  and  this  entails  a  larger  core  in  order  to  obtain  the 
necessary  winding  space.    , 

Prob.  9-3.  If  a  SQ-cycle  transformer  be  designed  for  1  volt  per 
turn,  what  must  be  the  total  maximum  flux? 

Prob.  10-3.  If  a  transformer  core  has  a  cross  sectional  area  of 
100  sq.  in.  and  the  primary  coil  has  10,000  turns,  what  effective 
value  of  line  voltage  at  60  cycles  will  give  a  maximum  density  of 
60,000  lines  per  sq.  in.  in  the  core? 

Prob.  11-3.  (a)  How  many  flux-turns,  or  interlinkages  be- 
tween turns  and  maximum  cyclic  value  of  flux,  are  necessary  in  a 
25-cycle  transformer  for  a  2300-volt  line? 

(6)  What  must  be  the  area  of  the  core  of  this  transformer  if  we 
use  2000  turns  in  the  2300-volt  coil,  and  Bm  is  not  permitted  to 
exceed  50,000  lines  per  sq.  in,? 
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Prob.  12-3.  What  maximum  flux  density  will  be  attained  in  a 
core  having  20  sq.  in.  sectional  area,  surrounded  by  a  coil  of  3000 
turns  connected  to  a  6600-volt  60-cycle  line?    Sine  wave  of  e.m.f. 

Prob.  13-3.  A  transformer  primary  consists  of  two  equal  coils 
which  are  designed  to  be  connected  in  series  to  a  2200-volt  line. 

(a)  If  they  are  connected  in  parallel  instead  of  in  series,  by  what 
percentage  will  the  flux  density  be  increased  or  decreased  from  its 
normal  value? 

(6)  By  what  percentage  wiU  the  secondary  voltage  be  increased 
or  decreased  from  its  normal  value? 

38.  Losses  and  Efficiency  of  the  Transformer.  The 
losses  of  power  in  the  transformer  are  classified  as  copper 
losses  and  core  losses.  The  copper  losses  consist  of  PsRs  in 
the  secondary  coils  and  IpRp  in  the  primary  coils.  The  core 
losses  are  due  to  hysteresis  and  eddy-currents  in  the  iron  core 
of  the  transformer.  The  total  losses  amount  to  only  a  small 
percentage  of  the  power  transformed  when  the  output  is 
anywhere  near  full-load.  Efficiencies  at  full-load,  usually 
calculated  on  basis  of  unity  power-factor  load,  unless  other- 
wise stated,  range  between  95  per  cent  for  very  small  trans- 
formers (i  kv-a.),  and  98.5  or  99.0  per  cent  for  very  large 
transformers  (5000  to  15,000  kv-a.). 

The  methods  for  calculating  efficiency  that  were  explained 
in  Art.  3,  Chapter  I,  may  be  applied  also  to  transformers. 
The  statements  made  there  concerning  relation  between 
fixed  losses  and  variable  losses  at  the  load  where  maximum 
efficiency  occurs,  apply  more  accurately  to  transformers  than 
to  generators.  To  these  should  be  added  the  statement  that 
a  low  load-factor  generally  produces  a  low  all-day  efficiency. 

Load-factor  has  various  meanings  in  popular  usage  (see  any 
Electrical  Handbook),  but  the  one  sanctioned  by  "Standardization 
Rules"  of  the  A.I.E.E.  is  as  follows:  "The  load-factor  of  a  machine, 
plant,  or  system  is  the  ratio  of  the  average  power  to  the  maxi- 
mum power  during  a  certain  (specified)  period  of  time."  Accord- 
ing to  this  definition,  when  the  load  on  a  generator  is  perfectly  steady 
or  constant,  the  load-factor  is  unity:  and  whenever  the  load-factor 
is  less  than  unity,  it  is  implied  that  the  load  is  unsteady  or  varying. 
Lower  load-factors  correspond  either  to  wider  range  of  fluctuation 
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or  to  more  prolonged  periods  of  light  load.  The  daily  load-factor 
and  the  monthly  load-factor  are  significant  mainly  in  relation  to 
the  efficiency  of  the  plant,  which  has  some  effect  upon  the  cost  of  a 
kilowatt-horn*.  But  this  cost  depends  principally  upon  the  annual 
load-factor.  In  most  central  stations,  the  highest  load  in  the  en- 
tire year  lasts  only  three  or  four  hours  per  day  for  about  two  months, 
during  'December  and  January.  To  carry  this  supreme  peak, 
machiner}'^  must  be  bought  which  stands  idle  or  operates  hghtly 
loaded  the  remainder  of  the  year.  Fixed  charges  must  be  paid 
and  earned  for  this  investment,  and  these  charges  are  usually  levied 
against  all  the  kilowatt-hours  sold,  making  the  cost  of  each  kilowatt- 
hour  much  larger  than  it  would  be  if  the  load  were  steady.  For,  if 
the  load  w^ere  steady,  we  could  deliver  the  same  number  of  kilowatt- 
hours  with  less  kilowatts  capacity  and  therefore  less  first-cost. 

A  load-factor  of  35  or  40  per  cent  is  exceptionally  good  for  a 
central  station.  High  load  factors  are  obtained  by  connecting  as 
many  different  types  of  power-consuming  devices  as  possible,  to  the 
station,  and  getting  as  many  different  customers  as  possible. 

The  core  loss  of  a  given  transformer  is  nearly  constant  at 
all  loads,  provided  the  applied  voltage  and  frequency  are 
constant.  Investigation  has  disclosed  that  the  power  lost 
due  to  hysteresis  depends  upon  the  chemical  composition  of 
the  iron  used,  the  mechanical  and  heat  treatment  to  which 
the  iron  has  been  subjected,  the  frequency  of  reversals,  the 
maximum  value  of  flux  attained  during  the  cycle,  and  the 
wave-form  of  induced  e.m.f.  or  of  flux.  All  of  this  is  ex- 
pressed in  the  equation 

where  Ph  =  WKnfB];^, 

Ph  =  watts  lost  due  to  hysteresis. 
/  =  frequency  of  induced  e.m.f.,  cycles  per  second. 

Bm  =  maximum  value  of  flux  density,  lines  per  square 
inch.  The  exponent  of  B^  varies  with  the 
composition  and  treatment  of  the  steel;  1.6  is 
its  average  value. 

W  =  pounds  weight  of  iron  acted  on  by  the  alternating 
flux. 

Kg  =  a  constant  for  any  givenkindof  iron,  but  different 
for  various  kinds  of  iron,  depending  upon  the 
chemical  composition,  treatment,  hardness,  etc. 
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Values  of  Ph  reported  in  Trans.  A.LE.E.,  Vol.  XXVIII, 
page  465,  range  between  1.0  and  2.0  watts  per  pound  for 
ordinary  steels  containing  no  silicon,  and  from  0.54  to  0.82 
watts  per  pound  for  "silicon  steels,"  containing  from  3  to 
4  per  cent  of  silicon.  These  values  were  measured  while  the 
flux  varied  harmonically,  and  Bm  was  64,500  lines  per  square 
inch.     The  frequency  was  60  cycles  per  second. 

The  loss  due  to  eddy  currents  is  an  PR  loss  caused  by 

currents  in  the  mass  of  the  iron.    These  are  produced  by 

e.m.f  .'s  which  are  induced  in  the  iron  just  as  e.m.f .  is  induced 

in  primary  and  secondary  coils  by  the  alternating  flux.    When 

alternating  flux  traverses  a  solid  block  or  bar  of  iron  the 

eddy  current  loss  is  very  large,  often  heating  the  iron  in  a 

few  minutes  so  that  it  is  too  hot  to  touch.    By  cutting  up 

the  iron  into  sheets  parallel  to  the  direction  of  the  flux,  and 

varnishing,  oxidizing  or  otherwise  insulating  the  sheets  so  that 

current  cannot  pass  from  one  to  another,  the  paths  which 

the  eddy  currents  must  traverse  are  made  longer.    This 

reduces  the  watts  loss  in  proportion  to  the  square  of  the 

thickness  of  the  laminations.    The  eddy-current  loss  may  be 

represented  by  the  equation: 

Pb  =  WKb  PBlfi, 
where 

Pb  =  watts  lost  due  to  eddy  cmrents. 

/  =  frequency,  cycles  per  second. 

Bnt  =  maximum  flux  density  in  core,  lines  per  square  inch. 

t  =  thickness  of  laminations  of  core,  inches. 

W  =  weight  of  iron  acted  on  by  alternating  flux,  pounds. 

Kb  ==  a  constant  for  any  kind  of  iron,  but  different  for 

various  grades  of  iron,  inversely  proportional  to 

their  specific  electrical  resistance. 

Tests  show  that  Pj?  ranges  between  0.36  and  0.70  watts 
per  pound  for  ordinary  annealed  sheet  steel,  and  between 
0.12  and  0.18  watts  per  pound  for  special  "silicon-steels" 
used  in  transformers  (containing  3  to  4  per  cent  of  silicon). 
These  values  are  on  the  basis  of  a  frequency  of  60  cycles,  a 
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maximum  flux  density  Bm  of  64,500  lines  per  square  inch,  and 
a  value  of  14  mils  (0.014  inch)  for  the  thickness  (t). 

From  the  above  equation  it  is  seen  that  we  can  easily  re- 
duce the  eddy  current  loss  by  making  the  laminations 
thinner,  whatever  may  be  the  values  of  J5«,  /,  Ke  and  W, 
The  limit  is  reached  commercially  when  <  =  14  mils,  how- 
ever, because  it  is  not  practicable  to  handle  thinner  sheets 
than  this  in  manufacturing  operations.  Thus,  if  the  slieets 
were  twice  this  thickness,  or  28  mils,  the  loss  in  silicon  steels 

would  be  between  :^  X  0.12,  or  0.48,  and    '  ^ .,  X  0.18,  or 

V  0.014* 

0.72  watt  per  pound  at  60  cycles  and  64,500  lines  per  square 
inch.  To  reduce  the  eddy-current  watts  to  the  previous  values 
while  using  iron  28  mils  thick,  we  should  reduce  B^  to  32,250 
lines  per  in.^.  In  ordinary  practice  the  laminations  are  thin 
enough  to  reduce  the  eddy-current  loss  to  a  value  not  exceed- 
ing 25  per  cent  of  the  hysteresis  loss. 

The  only  operating  conditions  which  affect  the  hysteresis 
loss,  Ph,  and  the  eddy  current  loss,  Psy  and  therefore  the 
core  loss  which  is  their  sum,  are  Bm  and  /.  The  relation  be- 
tween 5»,  /,  and  the  induced  voltages  in  the  coils,  has  been 
explained  in  Art.  37.  The  induced  e.m.f.  in  the  primary 
wiU  be  very  nearly  equal  to  the  applied  e.m.f.  because  the 
resistance  and  reactance  of  a  well-designed  transformer  cause 
only  a  small  percentage  voltage  drop.  If  the  frequency 
and  effective  value  of  the  line  e.m.f.  are  constant,  therefore, 
Bm  is  nearly  constant.  If  the  wave-form  also  is  constant,  as 
is  usual,  the  core  losses  remain  the  same  at  all  loads.  The 
total  watts  input  to  the  transformer  at  zero-load,  with  the 
secondary  circuit  open,  is  practically  equal  to  the  core  loss. 
This  input  really  includes  a  sUght  amount  of  PR  loss  due  to 
the  exciting  current:  but  as  the  exciting  current  is  less  than 
10  per  cent  of  the  full-load  current,  this  PR  loss  is  less  than 
(0.10  X  0.10)  or  1  per  cent  of  the  full-load  copper  loss  in 
the  primary,  or  about  one-half  of  one  per  cent  of  the  total 
full-load  copper  loss.    This  is  entirely  negligible  in  compari- 
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Bon  with  the  core  losses.  Therefore  we  say  that  the  watts 
mput  with  open  secondary  are  equal  to  the  core  losses. 
Connections  for  measuring  core  losses  are  shown  in  Fig.  90. 
The  cores  of  modem  transformers  are  usually  made  of 
"silicon  steel,"  which  contains  from  3  to  4  per  cent  of  siU- 
con  alloyed  with  the  iron.  Although  the  permeability  is 
reduced  by  this  addition  of  siUcon,  the  hysteresis  loss  and 
eddy-current  loss  corre- 
sponding to  given  values 
of  Bnt  and  /  are  both 
greatly  reduced.  An- 
other practical  advan- 
tage of  silicon  steel  is 
that  it  is  "non-aging." 
It  is  found  that  the 
value  of  Kh  in  the 
formula  for  hysteresis 
loss  increases  quite  re- 
markably  in  ordinary 
steels  if  they  are  main- 
tained hot  (80°  to  100° 
C.)  for  long  periods  of 
time,  say  six  moiiths. 
This  increase  may  fi- 
nally amount  to  several 


Fig.  90.  Connections  for  measuring  the 
core  loss  of  a  transformer.  Normal 
voltage,  indicated  by  voltmeter  T,  is 
impressed  on  the  low-tension  terminals 
and  the  power  taken  is  indicated  by  the 
wattmeter  W.  The  high-tension  ter- 
minals are  open.  (If  the  wattmeter  is 
not "  compensated,"  the  power  consumed 
by  its  pressure-coil  must  be  calculated 
(from  voltage  and  coil-resistance)  and 
subtracted  from  the  wattmeter  reading 
connected  in  this  way.) 


hundred  per  cent.  As  the  aging  produces  higher  losses  and 
further  heating,  the  condition  aggravates  itself  and  causes 
overheating  and  a  very  serious  increase  in  operating  expense. 
Although  silicon  steel  is  harder  to  work  with  and  is  more  ex- 
pensive than  ordinary  steel,  the  cost  of  the  transformer  is  not 
much  increased  because  higher  magnetic  densities  and  less 
quantity  of  iron  may  be  used  without  causing  excessive  core 
losses. 

The  copper  loss  in  transformers  is  about  equally  divided 
between  primary  and  secondary  coils.  If  Np  =  10  Ns,  then 
J'p  =  tV  ^3  and  Pp  =  0.01  7|.    Therefore,  to  make  RpPp^ 
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RsPa,  we  must  have  Rp  =  100  Rg.  Then,  100  Rs  X  0.01 1% 
=  Rsis'  In  a  test  of  5  different  samples  of  15  kv-a.  dis- 
tributing transformers,  designed  to  step-down  the  voltage 

/       Ep      10\     .. 


from  2400  to  240  (or, 


was  found  that  the 


Rp 


ratio  ^j-  ranged  between  72  and  108.    The  distribution  of 
Its 

copper  loss  will  vary  correspondingly,  of  course.  The  value  of 
copper  loss  is  usually  calculated  from  the  rated-load  current 
in  primary  and  secondary,  and  the  coU  resistances.  It  may 
be  measured,  however,  by  short-circuiting  the  low-tension 
coil  of  the  transformer  through  an  anmieter  and  applying 

just  enough  volts  to  the 
high-tension  coil  to  pro- 
duce rated  full-load  cur- 
rent. The  watts  input 
measured  under  this  con- 
dition are  practically  equal 
to  the  full-load  total  PR 
loss,  because  the  flux  re- 
FiG.  91.  Connections  for  measuring  ^^{j^q^  to  produce  this  cur- 
the   copper  loss  in   a  transformer.  a  •     xu      u   ^    •       -i.  j 

o  /n  •    A     u      •  •  A      XI,    rent  m  the  short-cu'cuited 

Sufficient  voltage  is  mipressed  on  the  r  •  t_  n 

high-tension  terminals  to  cause  fuU-  transformer  is  such  a  small 
load  current  to  flow  through  the  percentage  of  the  flux  at 

short-circuited  low-tension  coils.  The  rated  voltage  that  the  core 
copper  loss  will  be  indicated  on  the  i^gg^g  ^re  negligible.     The 

wattmeter  W»  ,»       ^  i  •      .v  • 

connections  for  makmgthis 

testare  shown  in  Fig.  91.  For  accurate  work  the  wattage  read- 
ing (W)  may  be  corrected  to  allow  for  the  core  losses  (which 
may  be  measured  on  open-circuit  with  the  same  voltage  applied) 
and  for  the  power  lost  in  the  pressure  coil  of  the  wattmeter. 

The  guaranteed  values  for  losses,  efficiencies  at  various  loads, 
voltage  regulation  at  various  power-factors,  and  exciting  current, 
for  two  lines  of  distributing  transformers  manufactured  by  a  well- 
known  large  company,  are  given  in  Table  A.  The  "  Type  SA  " 
transformers  have  a  higher  core  loss  and  lower  efficiency  than 
"  Type  S  "  transformers.     Higher  flux  densities  and  less  material 
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TABLE  A       , 
Perfobmancbs  of    "Ttpb  S  "  Single-phase  Transformebs 
2200  Volts  High  Tension  on  2200-Volt  Circuit  —  60  Cycles 


Kv-a. 

Wattalofls. 

Per  oent  efficiency. 

Per  oent  regulation. 

• 
Ezcit- 

a 

Iron. 

Cop. 
p«r. 

Full 
load. 

94.7 

Load 

Load 

Load 

100% 
P.  F. 

P^f. 

ri 

60% 
P.F. 

cur- 
rent. 

i 

15 

13 

94.4 

93.2 

88  7 

2.62 

3.21 

3.28 

3.16 

8.0 

1        20 

24 

95.8 

95.7 

95.1   92.0 

2.42 

3.03 

3.12 

3.04 

5.5 

li 

25 

35 

96.0 

96.0 

95.5 

92.7 

2.36 

2.96 

3.07 

3.00 

4.0 

2 

30 

42 

96.5 

96.5 

96.2 

93.8 

2.12 

2.76 

2  88 

2.86 

3.6 

2h 

33 

51 

96.8 

96.8 

96.5 

94.5 

2.08 

2.71 

2.83 

2.83 

3.3 

3 

34 

64 

96.8 

97.0 

96.8 

95.2 

2.16 

2.79 

2.91 

2.88 

3.0 

4 

40 

75 

97.2 

97.3 

97.1 

95.7 

1.90 

2.77 

3.00 

3.12 

2.5 

5 

45 

93 

97.3 

97.5 

97.3 

96.1 

1.90 

2.76 

2.99 

3.11 

2.3 

7* 

62 

125 

97.6 

97.7 

97.6 

96.4 

1.70 

2.60 

2.84 

3.00 

2.2 

10 

80 

148 

97.8 

97.9 

97.7 

96.5 

1.51 

2.42 

2.68 

2.89 

1.9 

15 

105 

212 

97.9 

98.0 

97.9 

97.0 

1.44 

2.36 

2.63 

2.85 

1.6 

20 

131 

268 

98.0 

98.1 

98.0 

97.1 

1.39 

2.51 

2.87 

3.21 

1.5 

25 

147 

319 

98.2 

98.3 

98.2 

97.4 

1.33 

2.45 

2.82 

3.17 

1.3 

30 

163 

374 

98.2 

98.4 

98.3 

97.6 

1.32 

2.45 

2.82 

3.16 

1.2 

37i 

197 

433 

98.3 

98.4 

98.4 

97.7 

1.20 

2.34 

2.72 

3.09 

1.2 

50 

240 

550 

98.4 

98.6 

98.5 

97. 9j  1.15 

2.29 

2.68 

3.07 

1.0 

*  In  per  cent  of  full-load  current. 

Performances  of    ''Type  SA'*  Single-phase  Transforbosrs 

2200  Volts  —  60  Cycles 


Kv-o. 

Watts  loss. 

Per  cent  efHciency. 

Per  oent  regulation. 

Iron. 

Cop. 

Full 

.  1 

.  * 

i, 

100% 

90% 

P^. 

eo% 

per. 

load. 

load. 

load. 

load. 

P.F. 

P.F. 

P.F. 

i 

21 

13 

93.6 

93.0 

91.1 

85.1 

2.61 

3.00 

2.98 

2.76 

1 

28 

24 

95.0 

94.8 

93.6  89.5 

2.41 

2.82 

2.82 

2.64 

li 

35 

35 

95.5 

95.4 

94.5   91.0 

2.34 

2.76 

2.76 

2.60 

2 

41 

42 

96.0 

95.9 

95.1 

92.0 

2.11 

2.55 

2.58 

2.46 

2i 

45 

51 

96.3 

96.2 

95.6 

92.8 

2.05 

2.49 

2.53 

2.42 

3 

47 

64 

96.4 

96.4 

95.9 

93.6 

2.14 

2.57 

2.60 

2.48 

4 

55 

75 

96.8 

96.9 

96.4 

94.4 

1.89 

2.35 

2.40 

2.33 

5 

63 

93 

97.0 

97.0 

96.7   94.8 

1.87 

2.33 

2.39 

2.32 

7i 

90 

125 

97.2 

97.2 

96.9 

95.0 

1.68 

2.16 

2.23 

2.20 

10  . 

115 

148 

97.4 

97.4 

97.0  95.3 

1.50 

2.21 

2.38 

2.49 

15 

148 

212 

97.6 

97.7 

97.4   95.9 

1.43 

2.15 

2.33 

2.46 

20 

181 

268 

97.8 

97.8 

97.6 

96.2 

1.36 

2.09 

2.27 

2.41 

25 

206 

319 

98.1 

98.1 

97.8 

96.5 

1.31 

2.24 

2.52 

2.76 

30 

225 

374 

98.0 

98.1 

97.9 

96.8 

1.28 

2.21 

2.50 

2.75 

37i 

278 

433 

98.1 

98.2 

98.0 

96.9 

1.19 

2.13 

2.43 

2.69 

50 

338 

r     , 

550 

98.3 

98.3 

98.1 

97.1 

1.14 

2.20 

2.56 

2.89 
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are  used  in  the  former,  than  in  the  latter,  resulting  in  a  cheaper 
transformer.  The  normal  operating  temperatiure  is  also  higher 
and  the  overload  capacity  ccffrespondingly  less. 

Example  8.  How  many  dollars  less  per  year^does  it  cost  to 
operate  a  50  kv-a.  Type  S  transformer  (Table  A)  than  a  50  kv-a. 
"  Type  SA  "  transformer?  How  many  doUars  more  can  we  afford 
to  pay  for  the  "S"  than  for  the  "SA"  ? 

With  the  same  load  in  both  cases,  as  a  basis  of  comparison,  the 
total  annual  watt-hours  of  copper  loss  will  be  the  same  for  both 
types  of  transformers.  But  the  difference  of  98  watts  in  the  core 
loss  (338  —  240)  amounts  to  854  kilowatt-hours  in  one  year  (365  X 
24  X  0.098),  because  the  distributing  transformer  usually  remains 
permanently  connected  in  readiness  to  serve,  and  the  core  loss  is 
continuous  every  hour  in  the  year.  If  energy  costs  2  cents  per 
kw-hr.  delivered  at  the  transformer,  it  costs  S17.08  per  year  less  to 
operate  the  "S"  transformer.  If  each  dollar  invested  is  required 
to  earn  S0.13  per  year  to  cover  fixed  charges,  we  could  afford  to 

17  08 
pay  7r^or$131.38moreforthe"TypeS"thanforthe"TypeSA" 

transformer.  If  the  extra  cost  of  the  S  transformer  were  less  than 
S131,  we  should  gain  by  choosing  it  in  preference  to  the  "  SA  " 
transformer;  but  if  the  extra  cost  were  more  than  S131,  we  should 
prefer  the  "  SA  "  type.  If  (as  is  often  the  case)  the  copper  losses  are 
higher  in  transformers  which  have  lower  core  losses,  the  advantage 
of  low  core  losses  is  correspondingly  reduced. 

This  treatment  of  the  cost  of  transformer  losses  and  effect  of 
distribution  of  losses  upon  the  value  of  the  transformer,  is  by  no 
means  complete.  For  complete  treatment,  see  Trans,  AJ.E^E., 
Vol.  XXX,  page  2181. 

Let  us  calculate  the  commercial  efficiency  of  the  50  kv-a.  "  T3rpe 
S  "  transformer,  at  full-load  non-inductive. 

Output  in  watts 

=  (kv-a.  X  1000)  X  (power-factor)  =  50,000  X  1.0. 

Total  loss  in  watts 

=  core  loss  +  copper  loss  =  240  +  550  =  790. 

TMXt    '  output  50,000  .^^.  nOAOy 

Efficiency-  -— — ^  .  ^  ^  , , —  =  g^'  ^      =  0.984  «  98.4%. 
output  +  total  loss      50,790 

If  the  transformer  operates  at  rated  full-load  kv-a.  but  at  80  per 
cent   power-factor,    the    core    loss    remains    approximately   the 
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same,  and  the  copper  loes  likewise,  but  the  power  output  ia 
reduced.    Thus, 

Efficiency  at  full-load,  80  per  cent  power-factor 

60,000  X  0.8  „ 

-  =98  per  cent. 


40,000  +  240  +  550 


When  the  output  or  load  of  the  transformer  b  reduced,  the 
copper  loss  decreases  as  the  square  of  the  current,  but  the  core  loss 
remains  approximately  the  same  if  the  line  voltage  is  constant,  as 
usual.  Thus,  at  quarter  load  or  one-quarter  of  full-load  current, 
and  50  per  cent  power-factor,  we  would  have: 
Core  loss 

»  240  watts. 

Copper  loss 

=  (J)*  X  550  watts  =  34.4  watts. 

Output 

=  i  of  50,000  volt-amperes  X  0.5  (power-factor) 

»  6250  watts. 
Efficiency 

=  6250+^  +  34  =  ^^-^  ^'  •^*' 

Comparing  this  with  the  value  of  97.9  per  cent  for  quarter  load 
non-inductive  which  appears  in  Table  A,  we  perceive  again  the 
sacrifice  in  efficiency  due  to  low  power-factor. 

Prob.  14-8.  The  hysteresis  loss  in  a  given  sample  of  trans- 
former steel  is  0.60  watt  per  pound  at  60  cycles  and  a  maximum 
density  <^  64,500  lines  per  square  inch  for  a  harmonically  varying  flux. 

(a)  What  would  be  the  watts  per  pound  at  25  cycles  frequency? 

(6)  At  133  cycles  frequency?     (Same  Bm  in  all  cases.) 

(c)  What  is  the  flux  density  in  lines  per  square  centimeter? 

Prob.  l(-8.  What  would  be  the  watts  lost  per  pound  due  to 
hysteresis  in  the  steel  of  Ptob.  14,  if  the  maximum  flux  density  at 
60  cycles  were 

(a)  Half  as  great? 
-M)  Twice  as  great? 
"^  45,000  lines  per  sq.  in.? 

Pltrt>*  16-3.  How  many  watts  would  be  lost  in  hysteresis  in  a 
core  weii^ung  120  lbs.  made  of  the  same  steel  as  in  Prob.  14,  but 
(^lemted  %%  26  cycles  with  a  flux  density  of  75,000  lines  per  square 
inoh? 


M  I 
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Prob.  17-3.  The  eddy-current  loss  in  a  given  sample  of  trans- 
former steel  is  0.15  watt  per  pound  when  worked  at  60  cycles  with 
a  maximum  flux  density  of  64,500  lines  per  square  inch,  the  thick- 
ness of  laminations  being  14  mils.  If  Bm  remain  the  same,  but 
the  steel  is  worked  at  25  cycles,  how  many  watts  are  lost  per  pound? 
By  what  percentage  must  the  voltage  across  the  exciting  coil  be 
changed  when  /  is  thus  reduced,  in  order  not  to  change  Bm? 

Prob.  18-8.  What  would  be  the  eddy-current  loss  per  pound 
of  the  same  steel  as  in  Prob.  17,  worked  at  the  same  frequency 
(60  cycles)  and  the  same  density,  but  used  in  sheets  of  No.  26 
gauge,  having  a  thickness  of  18.7  inils? 

Prob.  19-8.  If  the  steel  of  Prob.  17,  in  laminations  18.7  mils 
thick,  were  used  at  25  cycles  frequency  but  the  same  maximum 
density  (64,500  lines  per  square  inch),  what  would  be  the  watts 
lost  per  pound  in  eddy  currents? 

Prob.  20-8.  What  would  be  the  watts  lost  per  pound  in  eddy 
currents  for  the  steel  of  Prob.  17,  if  used  in  a  25-cycle  transformer 
at  96,750  lines  per  square  inch,  the  thickness  being  18.7  mils? 

Prob,  21-8.  If  Prob.  14  and  17  both  refer  to  the  same  sample 
of  silicon-steel,  what  per  cent  of  the  total  core  loss  is  due  to  hystere- 
sis, and  what  per  cent  is  due  to  eddy  currents?    (/  =  25.) 

(a)  When  Bm  =  64,500  lines  per  sq.  inch? 

(6)  When  B«  =  96,750  lines  per  sq.  inch? 

39.  Station  or  Power  Transformers.  Distributing  Trans- 
formers. It  is  not  economical  or  practicable  to  build 
alternators  capable  of  generating  pressures  as  high  as 
are  necessary  for  most  economical  distribution  of  electric 
power.  It  is  usual,  therefore,  to  wind  the  generator  for  a 
moderately  high  pressure  and  to  use  large  "step-up"  trans- 
formers within  the  station  to  raise  the  voltage  to  a  value 
best  suited  to  the  transmission  line.  Thus  we  now  have 
several  transmission  systems  operating  at  140,000  voLt§^^  ^ 
although  the  generated  voltage  rarely  exceeds  6600  to  iW^KK) 
volts.  These  large  transformers  are  called  "station  trans^ 
formers"  or  "power  transformers."  Similar  ones  are  also 
used  as  "step-down"  transformers  in  substations,  where  they 
reduce  the  very  high  pressure  of  the  transmission  line  to  a 
moderate  pressure,  suitable  for  distribution  through  the 
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streets  of  a  town,  or  for  operating  a  large  converter  or  alter- 
nating-current motor.  The  terms  step-up  and  step-down  in- 
dicate merely  whether  the  power  output  of  the  transformer 
is  at  a  higher  or  a  lower  pressure  than  the  input;  the  same 
transformer  may  be  used  either  way,  provided  we  do  not 
allow  the  voltage  across  any  coil  or  the  flux  density  in  the 
iron  to  be  higher  than  that  for  which  it  was  designed. 

Thus,  to  supply  alternating  current  for  lights  and  motors 
over  a  town  or  area  of  say  two  miles  radius,  we  would  have 
a  transfonner  substation  containing  a  station  transformer 
large  enough  to  supply  the  maximum  total  kilovolt-ampere 
demand  of  this  area.  The  transformer  would  be  wound 
and  insulated  so  as  to  be  able  to  take  dn  this  much  power 
from  the  140,000-volt  transmission  line  or  feeder,  and  to 
deliver  it  at  about  2200  yolts  to  the  local  distributing  lines 
or  mains.  Individual  consumers,  or  groups  of  adjacent  con- 
sumers, take  power  from  these  distributing  mains  through 
''distributing  transformer^,'^  which  take  in  power  at  the 
pressure  of  the  distributing  mains,  usually  about  2200  volts, 
and  give  it  out  at  110,  220, 440,  or  550  volts,  as  may  be  nec- 
essary to  suit  the  consumers'  apparatus.  Distributing  trans- 
formers are  therefore  designed  to  change  relatively  small 
amounts  of  power,  rarely  over  50  kv-a.,  from  moderate  volt- 
age to  low  voltage.  Station  transformers  are  designed  to 
change  large  amounts  of  power,  100  to  10,000  kv-a.,  either 
from  moderate  pressure  to  a  very  high  pressure  within  the 
generating  station,  or  from  very  high  pressure  to  moderate 
pressure  in  the  substation. 

The  reasons  for  using  two  stages  in  this  step-down  trans- 
formation from  high-tension  feeder  to  consumer,  are  as 
follows: 

(a)  It  is  impracticable  to  make  high-tension  transformers 
in  sizes  smaller  than  about  100  or  200  kv-a. 

(6)  The  insulation  for  very  high  pressures  is  so  expensive 
and  so  difficult  to  build  that  the  cost  per  kilovolt-ampere 
capacity  is  much  greater  than  when  moderate  pressures  are 
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used.    This  is  true  of  overhead  transmission  or  distributing 
lines  and  underground  cables,  as  well  as  of  transformers. 

(c)  In  most  cities  or  thickly  populated  districts,  there  are 
laws  or  ordinances  limiting  the  voltage  that  may  be  used. 
In  this  connection  it  should  be  noted  that  1000  or  2000  volts 
would  be  just  as  quickly  fatal  as  100,000  volts  to  people  who 
might  come  in  contact  with  the  wires,  but  the  risk  of  break- 
ing down  the  insulation  and  of  producing  dangerous  disturb- 
ances in  adjacent  low-tension  circuits  would  be  much  greater 
if  very  high  pressures  were  used  on  the  distributing  mains. 

(d)  A  large  space  is  required  between  line  wires  on  high- 
tension  circuits,  which  not  only  takes  more  room  than  is 
available  in  well-populated  districts,  but  requires  highei, 
heavier  and  more  expensive  poles.  It  is  found  impracti- 
cable to  use  underground  cables  for  pressures  higher  than 
about  25,000  volts. 

Station  transformers  may  differ  from  distributing  trans- 
formers also  in  the  relative  proportion  of  fixed  losses  and 
variable  losses.  The  peak  load  of  the  various  consumers 
connected  to  a  substation  is  less  likely  to  be  excessive 
than  the  peak  load  of  the  consumers  connected  to  a  dis- 
tributmg  transformer,  because  the  number  and  diversity 
of  the  power-consuming  apparatus  connected  to  the  sub- 
station are  greater  than  the  number  and  diversity  of  that 
connected  to  a  distributing  transformer.  Therefore  the  load- 
curve  for  a  station  transformer  is  likely  to  be  smoother  than 
the  load-curve  for  a  distributing  transformer;  or,  the  load- 
factor  of  the  former  is  likely  to  be  higher  than  the  load- 
factor  of  the  latter.  The  transformer,  in  either  case,  should 
be  designed  or  selected  so  that  the  relation  between  its  fixed 
losses  and  its  variable  losses  produces  maximum  efiiciency 
at  the  load  under  which  the  transformer  operates  most  of 
the  time,  or  so  that  its  all-day  efficiency  is  as  great  as  pos- 
sible. The  reasons  for  these  statements  will  be  understood 
by  careful  study  of  Art.  4  on  efficiency  of  the  alternator, 
and  by  solution  of  the  following  problems. 
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Prob.  22-3.  A  paper  by  J.  D.  Roes  in  Trans.  AJJS,E,,  April, 
1912,  gives  valuable  and  complete  detailed  data  on  efficiencies  of 
all  parts  of  a  13|000  kv-a.  hydro-electric  generating  plant  and 
transmission  system.  The  generating  station  contains  9  trans- 
formers each  rated  1500  kv-a.,  stepping  up  the  generator  pressure 
of  2300  volts  to  the  transmission  pressure  of  60,000  volts.  These 
transformers  were  all  in  circuit  continuously.  Careful  computar 
tions  from  actual  readings  and  records  of  cahbrated  meters  yielded 
the  following  results: 

Total  constant  loss  (iron  loss)  in  9  transformers  in  one  year 
*  926,000  kw-hr. 

Total  variable  loss  (copper  loss)  in  same  transformers  in  same 
year  =  200,000  kw-hr. 
•  Total  input  to  same  transformers  in  same  year  =  28,648,000  kw-hr. 

.Calculate: 

(a)  All-day  efficiency  for  the  average  day. 

(6)  Average  kw.  iron  loss,  per  transformer. 

(c)  Average  kw.  copper  loss,  per  transformer. 

(d)  Average  kw.  input,  per  transformer. 

(e)  Average  input  as  per  cent  of  rated  load  (1500  kw.  at  unity 
power-factor). 

(f)  Average  constant  loss  as  per  cent  of  total  loss. 

(g)  Average  variable  loss  as  per  cent  of  total  loss. 

Prob.  23-8.  In  the  Seattle  Municipal  Light  and  Power  System 
referred  to  in  Prob.  22-3,  the  main  substation  in  Seattle  contains 
eight  (8)  transformers,  each  of  1500  kv-a.  capacity  (or  1500  kw.  at 
imity  power-factor)  stepping  down  from  the  60,000-volt  transmis- 
sion pressure  to  15,000  volts  for  distribution  to  smaller  substations. 
The  data  on  the  transformers  in  the  main  substation  are  as  follows: 

Total  constant  (iron)  loss  in  8  transformers  in  one  year  =  692,000 
kw-hr. 

Total  variable  (copper)  loss  in  same  transformers  in  same  year 
=  217,500  kw-hr. 

Total  input  to  same  transformers  in  same  year  =  27,144,700 
kw-hr. 

Calculate  same  items  as  in  Prob.  22-3,  and  compare  correspond- 
ing values.  On  this  basis,  discuss  relation  between  all-day  efficiency, 
relative  proportion  of  constant  and  variable  losses,  and  average  load 
as  percentile  of  rated  load  of  the  transformer.  These  step-down 
transformers  are  of  exactly  the  same  construction  as  the  step-up 
transformers  in  the  generating  station  (Prob.  22-3). 

Prob.  24-8.  Current  from  the  main  substation  of  Prob.  23-3 
is  distributed  at  15,000  volts  to  two  smaller  substations  and  to 
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about  twelve  mills  and  factories  which  use  large  amounts  of  power. 
There  are  30  transformers  connected  to  the  15,000-volt  lines  step- 
ping down  to  2400  volts.  They  range  in  size  from  750  kv-a.  to  50 
kv-a.,  and  have  a  combined  capacity  of  6250  kv-a.  The  data  on 
these  transformers,  altogether,  is  as  follows: 

Total  constant  (core)  losses  in  one  year  =  694,000  kw-hr. 
Total  variable  (copper)  losses  in  one  year  =  81,100  kw-hr. 
Total  input  in  same  year  =  11,493,500  kw-hr. 

Calculate  same  items  as  in  Prob.  22-3,  and  compare  corresponding 
results  of  Prob.  22,  23  and  24.  Continue  the  discussion  along  same 
lines  as  in  Prob.  23-3. 

Prob.  25-3.  Power  is  distributed  from  the  smaller  substations 
of  Prob.  24  by  means  of  seventeen  2400-volt  mains.  Connected  to 
these  mains  are  1082  distributing  transformers,  ranging  in  size 
from  2i  kv-a.  to  50  kv-a.,  and  with  an  aggregate  full-load  capacity 
of  9268}  kv-a.  The  data  on  these  transformers  for  the  same  year 
are  as  follows: 

Total  constant  (core)  loss  in  one  year  =  960,000  kw-hr. 
Total  variable  (copper)  loss  in  same  year  =  431,000  kw-hr. 
Total  input  in  same  year  =  12,478,300  kw-hr. 

Calculate  same  items  as  in  Prob.  22,  and  continue  the  comparison 
and  discussion  along  the  lines  specified  in  Prob.  23  and  24. 

40.  Effect  of  Operating  Transformers  at  Wrong  Voltage. 

If  we  raise  by  a  given  amount  the  effective  value  of  the 
e.m.f.  impressed  upon  the  primary  of  a  transformer,  a  relar 
tively  greater  change  in  the  exciting  current  is  produced. 
The  amount  and  importance  of  this  effect  may  be  judged 
by  the  following  extract  from  the  standard  specifications  for 
transformers  used  by  the  U.  S.  government  (see  Circular 
No.  22,  U.  S.  Bureau  of  Standards). 

"The  exciting  current  shall  in  no  case  exceed  10  per  cent 
of  the  full-load  current,  and  for  transformers  of  10  kw.  or 
larger,  shall  not  exceed  8  per  cent  of  full-load  current.  With 
an  applied  voltage  10  per  cent  above  normal,  the  exciting 
current  shall  not  exceed  20  per  cent  of  the  full-load  current." 

In  other  words,  it  is  probable  that  a  10  per  cent  increase 
of  (eflfective)  voltage  may  more  than  double  the  exciting 
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current,  bo  that  this  limit  must  be  set  by  a  specification. 
Raising  the  volt^e  increases  both  the  core-loss  current  Ib 
and  the  magnetizing  current  lu,  therefore  the  exciting  current 
Im  is  increased  faster  than  either  of  its  components.  If  In 
increases  faster  than  In  as  the  voltage  is  raised  the  power- 
factor  of  the  exciting  current  becomes  less.  Kg.  87  shows 
how  great  an  increase  of  In  is  necessary  when  the  voltage  is 


FiQ,  92,  When  2100  volta  are  impressed  in  the  primary  ooila  the  ex- 
dting  current  is  1  per  omt  of  the  full-load  current.  When  the  im- 
preawd  voltage  is  raised  (less  than  20  per  cent)  to  2500  volta,  the 
exciting  current  is  doubled,  becoming  2  per  cent  of  the  full-load 
current.    From  Proe.  N.E.LA.,  1909,  Vol.  1. 

raised  to  a  value  which  carries  B«  above  the  knee  of  the  sat- 
uration curve  of  the  core  material.  Fig.  92  shows  how 
rapidly  Ig  increases  when  the  pressure  is  increased  more  than 
a  few  per  cent  above  rated  voltage.  In  fact,  the  overvolt- 
age  may  be  sufficient  to  cause  the  exciting  current  to  be 
larger  than  rated  fuU-load  current,  so  that  the  transformer 
would  be  overheated  without  load. 
Raising  the  voltc^  increases  the  range  through  which  the 
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flux  density  in  the  iron  core  varies  during  each  cycle.  In 
fact,  if  the  frequency  is  constant,  the  maximum  flux  density, 
Bmt  attained  during  each  cycle  increases  in  direct  propor- 
tion to  the  voltage.  This  causes  an  increase  of  the  magnetiz- 
ing current  lu  which  is  more  than  proportional  to  the  value  of 
Bm  or  to  the  voltage,  on  account  of  decrease  in  permeability 
of  the  iron  due  to  increase  in  saturation.  The  increase  of 
Bm  also  causes  a  sharp  increase  in  the  amount  of  core  losses 
and  therefore  also  in  the  core-loss  current  /h,  since 

y        Total  core  loss 

^" %, — 

The  effect  of  voltage  on  core  loss  is  illustrated  by  Table  I, 
which  is  adapted  from  Taylor's  excellent  book  "  Transformer 
Practise."  From  this  table  we  see  that  if  we  operate  an 
ordinary  60-cycle  transformer  at  10  per  cent  overvoltage, 
the  total  core  loss  is  about  23  per  cent  higher  than  it  would 
be  in  the  same  transformer  operated  at  its  rated  voltage. 
Then 

Core  loss  _  1.23  times  normal  core  loss  _  1.23 
Voltage  ""  1.10  times  normal  voltage  ~  1.10 

or  1.12  times  normal  core-rloss  current. 

In  other  words,  a  10  per  cent  increase  of  voltage  above  nor- 
mal increases  the  hysteresis  component  of  the  exciting  cur- 
rent  12  per  cent  above  normal.  This  relation  is  not  the 
same  for  all  transformers,  but  depends  upon  the  quality  of 
iron  used,  and  how  near  to  the  knee  of  the  magnetization 
curve  it  is  being  worked  at  normal  voltage,  as  well  as  upon 
the  relation  between  hysteresis  and  eddy-current  losses. 

For  the  effect  of  voltage  changes  upon  the  magnetizing 
current  lu,  consider  Table  II  which  is  adapted  from  Bulletin 
U.  S.  Bureau  of  Standards,  Vol.  6,  No.  4,  on  "The  Testing 
of  Transformer  Steel."  It  shows  for  a  particular  sample 
of  silicon  steel,  such  as  is  used  in  transformers,  the  relation 
between  magnetizing  ampere-turns  per  inch  length  of  trans- 
former core  and  the  flux  density  produced  in  the  core 
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(expressed  in  lines  per  square  inch).  Table  III  is  taken 
from  '' American  Handbook  for  Electrical  Engineers/'  and 
shows  flux  densities  usually  employed  in  transformers. 

TABLE  I 

Yabiahon  op  Cobb  Loss  in  a  OO-Otclb  Transvormeb  wtfh 

Varying  Voi/taoe 


Per  cent  of  rat«d 

Per  cent  of  core 
loflfl  at  rated 
▼oltaee. 

Per  cent  of  rated 

Per  cent  of  core  lose  at 

▼oitage. 

voltage. 

rated  voltage. 

Peroent 

Peroent 

Per  cent 

Peroent 

80.8 

66.0 

104.0 

109.0 

84.0 

71.0 

105.0 

111.0 

88.0 

77.0 

110.0 

123.0 

92.0 

84.0 

115.0 

137.0 

96.0 

92.0 

119.0 

149.0 

100.0 

100.0 

TABLE  II 


lines  of  flux  per 
square  inch. 

Ampere'tums 

^P'MVBC  inch 

length  of  iron  core. 

lines  of  flux  per 
square  inch. 

Ampere-turns  NpIm 

per  inch  length  of  iron 

core. 

20,000 
25,000 
30,000 
35,000 
40,000 
45,000 

0.710 

0.840 

1.02 

1.21 

1.42 

1.66 

50,000 
55,000 
60,000 
65,000 
70,000 
75,000 

1.96 
2.28 
2.69 
3.20 
3.92 
4.80 

From  Bull.  U.  S.  Bureau  of  Standards,  Vol.  5,  No.  4,  Magnetisation  Curves  for  Silicon 
Steel  used  in  Transformers.  Relation  between  Bmia  and  amperes  (effective  value)  of 
magnetising  component  of  the  exciting  current. 

TABLE  III 
Usual  Values  of  Bm  in  Praciisb 


Siae  of  tnmsionner. 


Small 
Small 
Large 
Large 


Kind  of  steel. 


Ordinary  transformer  sheet. . 

Silicon  steel 

Ordinary  tranirformer  sheet. . 
Silicon  steel 


Lines  per  square  inch. 


25  Cycle. 


50,000 
70,000 
75,000 
90,000 


fiO  Cycle. 


40,000 
60,000 
65,000 
75,000 


Fh>m  American  Eleo.  Engrs.  Handbook.    Wiley  ft  Sons,  page  1019. 
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Thus  we  see  that  for  small  (distributing)  transformers 
having  high-grade  (siUcon)  steel,  a  density  of  60,000  lines 
per  square  inch  is  usual  for  60-cycle  circuits.  From  Table  II 
we  see  that  approximately  2.69  ampere-turns  are  necessary 
per  inch.  Now  let  us  operate  this  transformer  at  10  per  cent 
above  its  rated  voltage.  The  flux  density  will  increase  in 
proportion  to  the  voltage  (see  Art.  37),  and  will  become 
66,000  Unes  per  square  inch  (1.10  X  60,000).  From  Table  II 
we  see  that  this  will  require  the  magnetizing  ampere-turns 
(NpIm)  to  be  increased  from  2.69  to  about  3.35  ampere- 
turns  per  inch.  That  is,  the  total  magnetizing  ampere- 
turns  must  be  increased  in  the  ratio  (o^  =  Vm)  •    ^  ^^® 

number  of  turns  is  fixed,  this  means  that  the  magnetizing 
current  In  must  be  increased  by  25  per  cent  over  its  value 
at  rated  voltage. 

For  example,  let  us  take  a  distributing  transformer  which 
is  rated  15  kv-a.,  2400  to  240  or  120  volts.  By  test  the  core 
loss  is  108  watts,  and  the  copper  loss  calculated  from  full- 
load  current  and  measured  resistance  of  coils  is  224  watts. 
This  transformer  takes  an  exciting  current  of  0.175  ampere 
from  2400-volt  mains.  Let  us  assume  that  it  has  such  steel 
and  operates  normally  at  such  part  of  its  magnetization  curve 

that  the  data  of  Tables  I,  II  and  III  will  apply.    Then  the 

,                 XT-    108  watts  core  loss       ^  /> .  - 
core-loss  current  In  is  sttjk — n vT-j  or  0.045  ampere. 

Im  is  Vo.175*  —  0.045*  or  0.169  ampere.  Assuming  that 
the  transformer  conforms  to  Tables  I,  II  and  III,  when 
operated  at  normal  voltage,  we  find  that  operation  at  10  per 
cent  overvoltage  (or  at  2640  volts  high-tension)  increases 
/h  to  (1.12  X  0.045)  or  0.0505  ampere  and  Im  to  (1.25  X  0.169) 
or  0.2106  ampere.  The  new  value  of  exciting  current  is 
therefore  Is  =  V0.0505*  +  0.2106*  or  0.2107  ampere.    The 

power-factor  of  the  zero-load  current  is  now    '  ^^^  or  24  per 

0  045 
cent.    At  normal  voltage  it  was  ttts^  or  25.7  per  cent. 

U.l/o 


1 
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The  exciting  current  is  usually  so  small  that  ordinary 
variations  of  voltage  such  as  are  due  to  line  drop  would  not 
cause  it  to  become  an  important  factor  in  the  operation  of 
the  transformer.  But  if  the  coils  of  a  transformer,  or  the 
phases  of  a  group  of  transformers,  are  incorrectly  connected, 
the  transformer  may  be  compelled  to  operate  with  a  maximum 
flux  density  as  much  as  two  times  normal,  which  would 
enormously  increase  both  the  core  losses  and  the  exciting 
current.  In  fact,  the  transformer  might  bum  itself  out  while 
unloaded  (with  the  secondary  circuit  open).  This  condition 
would  so  soon  become  apparent,  however,  by  the  destruc- 
tion of  the  transformer,  if  not  otherwise,  that  it  need  not 
be  considered  as  an  operating  condition.  For  usual  varia- 
tions of  voltage,  the  effect  upon  cost  of  operation  and  load 
capacity  of  the  transformer  are  more  important  than  upon 
the  excitmg  current. 

When  operating  this  transformer  at  10  per  cent  overvolt- 
age,  the  core  loss  will  be  increased  about  23  per  cent  accord- 
ing to  Table  I,  or  to  123  per  cent  of  the  core  loss  at  normal 
voltage.  The  test  cere  loss  was  108  watts.  Core  loss  at 
10  per  cent  overvoltage  would  equal  1.23  X  108  =  133  watts. 
Now  the  total  losses  in  continuous  operation  cannot  be 
allowed  to  exceed  the  total  losses  (core  loss  plus  copper  loss) 
at  rated  full-load,  without  injuring  the  transformer  or  short- 
ening its  life.  Copper  loss  and  core  loss  at  full  load,  normal 
voltage  are  stated  as  224  +  108  =  332  watts.  Therefore  the 
copper  losses  must  be  reduced  to  332  —  133  =  199  watts  at  10 
per  cent  overvoltage.    This  requires  that  the  currents  in 

Vl99 
both  primary  and  secondary  be  reduced  to     , —  or  0.942  of 

the  values  which  they  have,  respectively,  at  rated  load  and 
rated  voltage.  The  current  output  from  secondary  to  load 
would  have  to  be  reduced  to  something  less  than  94  per  cent, 
on  account  of  the  sUght  relative  increase  of  primary  current 
due  to  the  larger  exciting  current  at  overvoltage.  But  if  the 
current  output  of  the  transformer  is  0.94  times  normal  and 


162  ALTERNATINCh-CURRENT  ELECTRICITY 

the  voltage  is  1.10  times  normal,  the  total  kv-a;  output  is 
1.034  times  normal.  That  is,  we  can  deliver  3.4  per  cent 
more  power  than  the  transformer  is  rated  for  (at  the  same 
power-factor)  by  raising  the  voltage  10  per  cent,  without 
injuring  the  transformer.  However,  the  trick  will  not  bear 
repetition;  for  if  we  were  to  raise  the  voltage  20  per  cent  or 
30  per  cent  above  normal,  we  should  find  that  the  current 
output  must  be  decreased  by  a  greater  percentage  than  the 
voltage  is  increased,  and  the  power  capacity  of  the  trans- 
former at  large  overvoltages  would  be  less  than  its  rated 
kv-a. 

Now  consider  the  increased  cost  of  operating  the  trans- 
former above  rated  voltage.  We  may  look  at  the  matter 
from  several  view-points,  as  indicated  in  the  following  prob- 
lems. Perhaps  it  is  simplest  to  consider  the  difference  in 
core  losses  only.  When  we  operate  at  normal  voltage,  the 
core  loss  is  108  watts,  and  when  we  operate  at  110  per  cent 
of  normal  voltage  it  is  133  watts,  an  increase  of  25  watts. 
This  loss  continues  as  long  as  the  transformer  is  connected  to 
the  mains,  and  in  readiness  to  serve,  which  is  usually  24  hours 
per  day  for  a  distributing  transformer.  The  overvoltage 
therefore  increases  the  daily  energy  loss  by  24  X  25  or  600 

watt-hours,  which  in  one  year  amounts  to — TrjFyr\ —  =  219 

kw-hr.  If  energy  costs  2  cents  per  kw-hr.  delivered  at 
the  transformer,  this  represents  an  extra  operating  cost  of 
0.02  X  219  or  $4.38  per  year  for  this  one  15  kv-a.  trans- 
former. This  additional  operating  expense  may  or  may  not 
be  justified  by  a  greater  power  capacity  of  the  transformer 
due  to  the  overvoltage,  depending  upon  how  nearly  satu- 
rated the  core  is  when  operating  at  rated  voltage,  and  upon 
the  grade  of  iron  used.  Competition  in  transformer  manu- 
facture is  so  keen,  and  the  materials  are  operated  normally 
so  close  to  the  economical  limits  of  densities,  that  it  does 
not  pay  to  operate  at  more  than  a  few  per  cent  over- 
voltage. 
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Prob.  26-3.  The  15  kv-a.  transfonner  referred  to  in  the  text 
above  delivers  a  varying  load  equivalent  to  5  hours  full  load  and 
19  hours  zero  load.  Assuming  that  ''full  load"  means  the  same 
coirent  output  as  at  rated  load  and  voltage,  calculate: 

(a)  Ealovolt-ampere  output  at  10  per  cent  overvoltage. 

(6)  Core  and  copper  losses  in  watts  at  10  per  cent  overvoltage* 
"fuU-load." 

(c)  Total  energy  lost  in  24  hours  in  kilowatt-hours. 

(d)  Excess  of  this  energy  lost  at  overvoltage,  over  energy  lost  at 
normal  voltage. 

(e)  Annual  cost  of  this  excess  loss,  at  2  cents  per  kw-hr. 

Prob.  27-3.  Repeat  solution  of  Prob.  26  on  the  assumption 
that  ''full  load"  means  the  same  total  kilovolt-ampere  output  as 
rated  on  nameplate  of  the  transformer  (15  kv-a.). 

Prob.  2S-3.  Repeat  solution  of  Prob.  26,  on  the  assumption 
that  "full  load"  means  the  load  that  gives  same  total  watts  loss 
as  at  rated  load  and  voltage  (332  watts). 

Prob.  29-3.  Calculate  the  commercial  efficiency  and  the  all- 
day  efficiency  of  the  transformer  operated  as  in  Prob.  26. 

Prob.  30-8.  Calculate  the  commercial  efficiency  and  the  all- 
day  efficiency  of  the  transfonner  operated  in  Prob.  27. 

Prob.  31-3.  Calculate  the  commercial  efficiency  and  the  all- 
day  efficiency  of  the  transformer  operated  in  Prob.  28. 

Prob.  32-3.  A  distributing  transformer  rated  15  kv-a.  when 
operated  at  rated  voltage  has  a  maximum  flux  density  of  60,000 
lines  per  square  inch  in  its  silicon-steel  core,  which  has  the  character- 
istics indicated  in  Tables  I  and  II.  If  it  be  operated  at  a  pressure 
10  per  cent  lower  than  its  rated  voltage,  calculate: 

(a)  Percentage  decrease  in  magnetizing  current. 

Q})  Percentage  decrease  in  core  losses. 

(c)  Percentage  decrease  in  core-loss  current. 

Prob.  33-3.  At  rated  full-load  the  transformer  of  Prob.  32 
has  an  efficiency  of  98.0  per  cent  and  its  copper  loss  and  core  loss 
are  in  the  ratio  3/2.  The  exciting  current  is  5  per  cent  of  rated 
load  current.    Calculate: 

(a)  Normal  core-loss  current. 

(b)  Normal  magnetizing  current. 

(d)  Exciting  ciurent  at  10  per  cent  below  rated  voltage. 

Prob.  34-3.  (a)  By  what  percentage  may  the  ciurent  output 
of  the  transformer  in  Prob.  32  and  33  be  increased  when  operating 
at  10  per  cent  below  rated  voltage,  without  exceeding  the  total  loss 
and  temperature  rise  corresponding  to  rated  load  and  voltage? 
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(6)  What  would  be  the  largest  allowable  kilovolt-ampere  output 
of  this  transformer  at  10  per  cent  below  rated  voltage? 

Prob.  35-8.  (a)  If  transformers  like  that  specified  in  Prob.  32 
and  33  cost  approximately  $3.60  per  kv-a.  of  capacity,  by  how  many 
dollars  must  the  investment  be  increased  or  decreased  in  order  to 
furnish  exactly  the  same  kilovolt-ampere  capacity  when  operating 
the  transformers  10  per  cent  below  rated  voltage  as  when  operating 
exactly  at  rated  voltage? 

(6)  What  is  the  total  yearly  cost  of  this  difference  of  investment, 
allowing  6  per  cent  interest,  5  per  cent  depreciation,  and  2  per  cent 
taxes  and  insurance? 

Prob.  36-8.  The  transformer  of  Prob.  32  and  33  operates 
5  hours  at  ''full  load"  and  19  hours  at  zero  load  every  day,  on  the 
average,  (a)  By  how  many  dollars  are  the  total  annual  energy  losses 
at  10  per  cent  below  rated  voltage  greater  or  less  than  the  total  annual 
losses  at  rated  voltage,  energy  being  worth  2  cents  per  kw-hr. 
(6)  By  how  many  dollars  are  the  total  annual  enei^gy  sales  handled 
through  this  transformer,  increased  or  diminished  by  the  change  of 
voltage?  "Full  load"  is  the  load  which  gives  same  total  watts  loss 
as  rated  load  (15  kv-a.)  at  rated  voltage.  From  the  results  of  Prob. 
35  and  36  together,  discuss  the  total  economic  gain  or  loss  due  to 
operating  transformers  at  less  than  rated  voltage. 

41.  Leakage  Reactance  of  Transformer.  Voltage  Regu- 
lation. It  has  been  shown  that  the  direction  of  e.m.f. 
induced  in  the  secondary  coils  is  such  that  the  currents 
in  the  secondary  circuit  produced  by  this  e.m.f.  oppose  the 
magnetizing  force  of  the  primary  coils.  This  counter  mag- 
neto-motive force  in  the  magnetic  circuit  due  to  the  secondary 
ampere-turns  NJ,  cannot  reduce  appreciably  the  total 
quantity  of  flux  threading  the  primary  coils,  because  enough 
more  current  will  automatically  flow  in  the  primary  to  gen- 
erate sufficient  flux  and  counter  e.m.f.  to  nearly  equal  the 
line  voltage.  But  the  magnetic  opposition  of  NJ^  ampere- 
turns  results  in  forcing  some  of  the  primary  flux  out  of  the 
core,  so  that  it  completes  its  circuit  without  linking  with  the 
secondary  turns.  Similarly,  as  soon  as  the  load  current 
flows,  the  secondary  coil  will  form  some  local  flux-lines 
around  itself,  which  do  not  link  with  the  primary.  Thus, 
Fig.  93  is  the  same  as  Fig.  81,  except  that  it  represents  con- 
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ditions  when  current  flows  in  the  secondary.     The  exciting 
current    maintains  tfcie  mutual  flux  mm  linking  with  both 
coila,  whether  there  is  a  load  current  or  not.     But  when  the 
load  currents  /,  and  /J  flow,  a  local  flux  (ip)  linking  with 
the  primary  turns  and  a  local  flux  (l.)  linking  with  the  sec- 
ondary turns  are  formed.    These  are  called  "  leakage  fluxes  " 
because  they  have  leaked 
away  from  the  core  into 
the  air,   apart   from  one- 
another.    If  they  had  re-    a — 
mained  in  the  core  through 
all  turns  of  both  coils,  they 
would  have  been  a  part  of 
the  mutual  flux  (m). 

Theprimaryleak^etlux    ^~~ 
(Ip,   Fig.  93)   is  in  phase 
with  and  proportional  to 
the   primary    current    Ip      5" 
which  produces  it.     The     S 
secondary  leakage  flux  l,ia     5 
in  phase  with  and  propor- 
tional  to  the    secondary 
current  Ig  which  produces 
it.     The  flux  Ip  induces  in 
the  primary  coil  an  e.m.f. 
Xpip,  lading  90°  behind 
i,  and  the  primary  current 
I  p.    The  flux  I,  induces  in 
the  secondary  coil  an  e.m.f . 
Xsis  lagging  90°  behind  I,  and  the  secondary  current  Is. 
These  induced  e.m.f.'s  due  to  the  reactance  representing  the 
leakage  flux  (called  the  "leakage  reactance"),  together  with 
the  voltage  drops  IpRp  and  IgRs  due  to  resistance  in  the 
primary  and  secondary  coils,  cause  the  performance  of  the 
actual  transformer  to  be  somewhat  different  from  that  of  the 
ideal  transformer  whose  vector  diagram  was  shown  in  Fig.  89. 


la.  93.  WhenthetranaformerotFig. 
81  is  loaded,  a  "leakage  flux"  U  and 
t,,  exista  which  does  not  thread  the 
two  coils  but  leaks  into  the  air  spacea. 
The  mutual  flux  m,  however,  etill 
threads  the  two  coils. 


in 
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Thus,  in  the  actual  transformer  having  resistance  and 
Geakage)  reactance  associated  with  each  coil,  the  ratio  be- 
tween terminal  e.m.f.  of  primary  and  secondary  is  not  ex- 
actly equal  to  the  ratio  of  turns.  The  induced  counter  e.m.f . 
Ep  must  change  as  the  load  (Is  and  Ip)  increases,  on  ac- 
count of  voltage  drops  (IpRp  and  IpXp),  due  to  resistance 
and  reactance  of  the  primary.  The  induced  e.m.f.  in  the 
secondary  Egh  always  equal  to  the  product  of  induced  e.m.f. 

the  primary,  times  the  ratio  of  turns  (Es  =  -Bjp  X  vp  )  • 

But  the  terminal  e.m.f.  E3  of  the  secondary  must  differ  from 
Es  on  accotmt  of  the  voltage  drops  {Rsis  and  Xsis)  in  the 
secondary  coils.  Therefore,  the  total  change  of  secondary 
terminal  e.m.f.  Es,  due  to  increase  of  load  Is,  depends  very 
much  upon  the  e.m.f.  reactions  caused  by  the  leakage  fluxes,  or 
upon  the  leakage  reactance  of  the  transformer.  This  change 
in  terminal  voltage,  due  to  change  in  load,  is  called  ''voltage 
regulation." 

The  inherent  voltage  regulation  of  the  transformer  will  be 
improved  by  any  n^iethod  of  design  or  construction  which 
reduces  the  leakage  reactance  or  tends  to  hold  all  flux  in 
the  iron  core  and  to  prevent  local  fluxes  from  forming  around 
individual  coils  or  turns.  The  best  and  usual  method  for 
accomplishing  this  improvement  is  to  avoid  bunching  all  of 
either  the  primary  or  the  secondary  turns  in  a  single  coil, 
as  has  been  done  in  Fig.  93.  Thus,  the  primary  turns  may 
be  divided  into  five  similar  coils  which  are  interleaved  with 
five  or  more  coils  among  which  the  secondary  turns  are 
divided,  as  shown  diagrammatically  in  Fig.  94.  This  ar- 
rangement is  much  superior  to  that  of  Fig.  93,  there  being 
very  little  chance  for  flux  to  pass  through  one  primary  coil 
without  linking  also  with  the  closely  adjacent  secondary 
coils.  Even  if  some  flux  does  leak  away  from  the  iron  core, 
it  must  have  interlinked  at  least  a  part  of  the  secondary 
with  a  part  of  the  primary.  In  other  words,  it  is  a  part  of 
the  mutual  flux  and  does  not  contribute  to  the  voltage  drop 


TRANSFORMERS.     EFFICIENCY  AND  REGULATION      167 

or  difference  between  primary  and  secondary  voltages,  and 
therefore  it  cannot  be  counted  in  the  leakage  reactance. 
Fig.  95  is  a  photograph  of  a  group  of  primary  and  secondary 


m 


wwrn 


Fia.  94.    The  leakage  flux  is  reduced  by  interleaviog  the  primaj^ 
coils  AB  and  the  secondary  coils  XY. 

coils  thus  interleaved  and  assembled,  all  ready  toJ«ive  the 
laminated  core  built  up  around  them.  These  coils  lire  for 
a  500-kv-a.  66,000-voIt  transformer. 


Fia.  95.    A  photograph  of  a  group  of  primary  and  secondary  coils 
interleaved  as  in  the  diagram  of  Fig.  94.    The  Genend  Eleetrie  Co. 

42.  Practical  Vector  Diagram  of  die  Transformer.  The 
following  facts  have  been  developed  in  the  foregoing  articles, 
and  the  practical  vector  diagram  must  represent  them  all, 
as  shown  in  Fig.  96  and  97: 
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(a)  The  primary  coil  carries  an  exciting  current  (Ie)  which 
is  approximately  the  same  at  any  load  as  it  is  at  zero  load  (or 
with  secondary  circuit  open).     This  current  is  usually  small 

Fig.  96.    Practical  vector  diagram  for 
the  transformer. 

E'js  —  secondary  induced  voltage. 
Is  =  load-current  in  secondary. 
Esd  =  resistance   reaction    in    sec- 
ondary. 
aEa  =  reactance    reaction    in    sec- 
ondary. 
Es  =  secondary  terminal  voltage. 

=  i^i  e  E'sa,  ©  aEs. 
Ep  =  voltage  induced  in  primary. 
Ip  —  load  component  of  primary 

Ns 
current  =^  ^,-  X  Is- 
Np 

Ie  —  exciting  current. 

^Hft 


(-Ee> 


Ip  =  total  current  in  primary. 
=  />.  ©  Is, 
E'pb  =  resistance  reaction  in  primary 
=  Rplp. 
h  (—Ep)  =  reactance  reaction  in  primary 
=  Xplp. 
(—Ep)  =  result  of  combined  primary 
induced    voltage,   primary 
resistance  reaction,  and  pri- 
mary reactance  reaction. 
=  E'pQE'pb  ^b{-Ep), 
Ep  =  voltage  which  must  be  im- 
pressed  upon   primary   to 
overcome  the  opposing 
action  of  —Ep, 


as  compared  with  full-load  current  (from  1  to  10  per  cent), 
and  it  lags  nearly  90°  behind  the  e.m.f.  Ep  impressed  on  the 
primary.  This  current  produces  or  maintains  the  mutual  flux. 
(6)  The  mutual  flux  (m  in  Fig.  81  and  93,  and  tp  in  the 
vector  diagram),  which  passes  through  both  primary  and 
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secondary  coils,  induces  the  acting 
e.m.f.  Ei  in  the  secondary  and  the 
reacting  counter  e.m.f.  Ep  in  the 
primary.  These  e.m.f.'s  are  in 
exactly  the  same  ratio  as  the  turns. 
That  is,  E's/E'p  =  N./Np. 

(c)  When  the  secondary  circuit 
is  closed,  E»  produces  a  current 
/„  and  the  magnetic  action  of  this 
causes  a  load  current  Ip  to  flow, 
in  (vector)  addition  ti3  the  exciting 
current  Iej  in  the  primary.    The 

load  current  in  pri- 
^*     mary  Ip  is  opposite 

in  phase  to  the  sec- 
ondary load  current  /„  and  Ip/I, 
=  N./Np. 

(d)  The  total  current  Ip  taken 
by  the  primary  side  from  the  line 
is  the  vector  sum  of  Ie  and  I  p. 

(e)  The  terminal  e.m.f.  of  the 
secondary  coils  OE,  in  Fig.  96  and 
97  is  obtained  by  adding  vectorially 

Fig.  97.  A  simplified  prac-  the  resistance  reaction  E',a  and 
tical  vector  diagram  for  the  ^^0  reactance  e.m.f.  aEs,  due  to 
transformer,  corresponding  ,     ,  „  i  xi  i 

to  Fig.  96.    In  this  figure  leakage  flux  around  the  secondary 

the  voltages  required  to  coils,  to  the  total  e.m.f.  OEi  which 
overcome  the  various  pri-  is  induced  in  the  secondary.  The 
mary  reactions  are  shown  resistance  reaction  Eia  is  numeri- 
rather  than  the  reactions  ^^y  ^  ^^j  ^^  ^  ^  ^^^  j^  opposite 
themselves.       Thus    b'Ep   ,     y  .       ,  m,     i     i 

represents  the  voltage  re-  to /.  m  phase.     The  leakage  react- 

qiiired  to  overcome  the  pri-  ^^^^  e.m.f.  aE,  is  numerically  equal 
mary  reactance,  and-^i*',   to  XJa  and  lags  90°  behind  /,. 
the  voltage  to  overcome  the       (/)  The  terminal  e.m.f.  of  the 
pnmary  resistance,  etc.         primary,  OE,  in  Fig.  96  and  97,  is 
the  e.m.f.  which  must  be  impressed  upon  it  in  order  to 
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produce  E,  volts  at  the  terminals  of  the  secondary,  which 
is  delivering  /.  amperes  to  a  load.  Ep  must  be  equal  and 
opposite  to  the  (vector)^um  of  the  induced  counter  e.m.f. 
Ep  and  the  reacting  e.m.f  .'s  due  to  the  resistance  and  the 
leakage  flux  in  the  primary  coils.  In  Fig.  96  we  have  added 
(vectorially)  the  resistance  reaction  E'jb  and  the  e.m.f. 
b{—Ep)  induced  by  primary  leakage  flux,  to  the  primary 
induced  counter  e.m.f.  OEp,  to  get  the  total  e.m.f.  0{—Ep) 
which  the  line  e.m.f.  must  overcome  or  balance.  The  line 
e.m.f.  OEp  must  be  equal  and  opposite  to  this  total  reacting 
e.m.f.  0{  —  Ep),  The  resistance  reaction  EiJb  in  the  primary 
is  equal  in  value  to  Rpip  and  opposite  in  phase  to  I  p.  The 
e.m.f.  b(—Ep)  induced  by  the  primary  leakage  flux  is  equal 
in  value  to  Xpip  and  lags  90°  behind  Ip, 

Fig.  97  is  exactly  the  same  as  Fig.  96,  but  simplified.  Ib 
and  Ip  have  been  left  out,  showing  only  the  total  currents 
in  primary  and  secondary.  The  construction  for  deriving 
OEg  from  0E\  is  exactly  the  same  as  in  Fig.  96.  The  vector 
0(  —  Ep)  represents  the  component  of  primary  impressed 
e.m.f.  that  is  required  to  overcome  the  induced  counter  e.m.f. 
OEp.  To  it  are  added  the  component  of  impressed  e.m.f. 
—  E^jjb^  required  to  overcome  the  resistance  reaction  and 
the  component  of  impressed  e.m.f.  VEp  required  to  over- 
come the  e.m.f.  induced  by  primary  leakage  flux.  These 
latter  two  components  are  exact  counterparts  or  opposites 
of  the  corresponding  reactions  shown  in  Fig.  96.  The 
student  may  take  his  choice  between  Fig.  96  and  97  on  the 
basis  of  simplicity  and  clearness. 

The  power-factor  of  the  load  is  cos  P  and  the  power-factor 
of  the  whole  transformer  (or  of  the  primary  current  Ip)  is 
cos  a. 

43.  Voltage  Regulation  Depends  on  Power-Factor. 
When  the  load  is  non-inductive,  or  when  the  current  /,  de- 
livered by  the  secondary  is  nearly  in  phase  with  the  second- 
ary terminal  e.m.f.  £„  the  variations  of  Ee  due  to  changes 
of  /,  are  principally  due  to  the  resistances  of  the  coils  and 
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not  so  much  to  the  leakage  reactances.    But  when^the  load 

current  /«  leads  or  lag?  nearly  90°  with 
respect  to  E^  (or,  when  the  load  power- 
factor  is  low)  the  variations  of  E,  due  to 
changes  of  /,  are  principally  caused  by 
leakage  reactance,  and  not  so  much  by 
coil  resistance. 

The  reasons  for  these  statements  are 
shown  in  Fig.  98,  99  and  100.  In  Fig.  98 
the  load  has  100  per  cent  power-factor 
(angle  jS  =  0),  and  we  see  that  resistance 
drops  RJs  and  Rjjp  in  the  secondary  and 
primary  are  thus  broughtinto  almost  direct 
Une  with  the  vectorsof  inducede.m.f .,  while 

the  reactance  drops  X,/, 
^^    and  XpIp  are  almost  per- 
pendicular to  the  induced 
P"*^  /  e.m.f.'s.    On  account  of 

this,  the  difference  between  Ep  and  Ep 
and  between  Ei  and  E,,  or  the  variation 
of  Eg  due  to  load  (while  Ep  is  maintained 
constant)  is  caused  almost  entirely  by  the 
resistance  reactions  RJ,  and  Rplp. 

The  diagram  for  lagging  load  of  low 
power-factor  is  shown  in  Fig.  99.  The 
power-factor  of  the  output  of  the  trans- 
former is  cos  p,  and  of  the  input  i^  cos  a. 
P^G.  98.  The  diflfcr-  We  see  that  in  this  case  the  reactance 
ence  between  Es  drops  XJ,  and  XpIp  are  almost  directly 
and{^FX^\i.e.,  in  line  with  the  induced  and  terminal 
the  regulatk)n,  is  voltages,  while  the  resistance  drops  RJ^ 
due  mostly  to  the  and /2p/p  are  almost  perpendicular  thereto. 

resistance  drop  ^io  Consequently  the  variation  of  E,  due  to 
because  the  power-     .  ^    r     >         •     •     «  i    i 

factor,  of  the  load  is  change  of  I,   is  prmcipally  caused  by 

unity.  leakage  reactance. 

The  diagram  for  leading  load  of  low  power-factor  is  shown 
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in  Fig.  100.    The  same  remarks  apply  here  as  to  the  diagram 
for  lagging  load.    Notice  in  this  case,  however,  that  the  leak- 
age reactances  tend  to  make  £p,  larger  than  Ep   and  E^ 
\  larger  than  £«.  ~  That  is,  if  we  keep  the  line  voltage  E^ 

Xpip 


Fig.  99.  The  difference  between  ^5  and  (  ^p  X  v^^j,  i.e.,  the  regula- 
tion, is  due  mostly  to  the  reactance  drops  Xsis  and  Xplpt  because 
the  power-factor  of  the  load  is  nearly  zero. 

constant,  as  usual,  the  secondary  terminal  voltage  E,  tends 
to  rise  as  the  leading  load  /•  increases,  on  account  of  leakage 
reactance. 

44.  Importance  of  Regulation  of  the  Transformer.  At 
this  point  we  must  distinguish  between  ''constant-potential 
transformers"  and  "constant-current  transformers."  A 
constant-potential  transformer  is  one  whose  primary  takes 
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power  from  constant-voltage  mains  and  whose  secondary 
delivers  power  at  as  nearly  constant  voltage  as  is  practicable. 
A  constant-current  transformer  is  one  whose  primary  takes 
power  from  constant-voltage  mains,  and  whose  secondary 


Fig.  100.  The  secondary  tenninal  voltage  Es  may  actually  be  greater 
than  the  secondary  induced  e.m.f .  Es  if  the  load  has  a  leading  power- 
factor. 

delivers  power  at  as  nearly  constant  current  as  possible,  the 
terminal  e.m.f .  of  the  secondary  being  automatically  main- 
tained at  a  value  which  is  as  nearly  as  possible  proportional 
to  the  impedance  of  the  load  circuit.  .  By  far  the  larger 
number  of  transformers  are  of  the  constant-potential  type, 
including  station  or  power  transformers  and  distributing 
transformers. 
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The  official  definition  of  "regulation"  for  constant-voltage 
transformers  is  given  in  Art.  284,  Standardization  Rules  of 
A.I.E.E.,  Dec.  1914. 

''In  constant-potential  transformers  the  regulation  is  the 
difference  between  the  no-load  and  rated-load  values  of  the 
secondary  terminal  voltage  at  the  specified  power-factor 
(with  constant  primary  impressed  terminal  voltage),  ex- 
pressed in  per  cent  of  the  rated-load  secondary  voltage,  the 
primary  voltage  being  adjusted  to  such  a  value  that  the 
apparatus  delivers  rated  output  at  rated  secondary  voltage. " 

If  the  resistances  and  leakage  reactances  of  the  primary 
and  secondary  coUs  of  the  transformer  are  relatively  large, 
the  voltage  regulation  is  high,  or  poor.  That  is,  the  trans- 
former itself  contributes  to  the  voltage  drop  or  fluctuation 
of  voltage  due  to  load  currents,  which  is  undesirable.  For 
this  reason  it  is  usual  for  the  purchaser  of  transformers  to 
specify  that  their  regulation  shall  not  exceed  certain  values 
as  maximum  limits,  or  to  select  and  purchase  those  trans- 
formers which  have  the  lower  or  better  regulation.  Some 
purchasers  have  already  regretted  doing  this,  and  are  now 
demanding  transformers  with  poorer  regulation,  particularly 
in  the  large  sizes  which  are  used  in  connection  with  systems 
having  a  large  amount  of  generating  capacity.  The  reason 
is  simple.  Good  regulation  is  obtained  by  making  the  coil 
resistances  small  and  by  designing  and  arranging  the  coils 
so  that  the  leakage  flux  and  leakage  reactance  are  small. 
In  consequence,  the  impedance  of  the  transformer  is  small. 
If  the  secondary  becomes  short-circuited  a  very  large  current 
will  therefore  flow. 

In  fact,  if  the  impedance  is  2  per  cent  (that  is,  if  the  volt- 
age drop  consumed  by  impedance  with  rated  full-load  current 
flowing  is  2  per  cent  of  rated  voltage),  a  current  equal  to  50 

/lOO  per  cent  of  rated  voltageN      ^   i  j.  n  i     i 

times  (    ^     — -? — T-^ — t: — ^  1  rated  full-load  current 

\  2  per  cent  of  rated  voltage  / 

will  flow  when  the  secondary  is  short-circuited.    This  pre- 
sumes that  the  generating  plant  and  the  transmission  line 
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between  generators  and  transformers  are  large  enough  to 
maintain  full  normal  voltage  while  dehvering  this  excessive 
current.  A  current  50  times  normal  produces  magnetic  or 
mechanical  forces  between  the  coils  and  internal  parts  of  the 
transformer,  which  are  5(F  or  2500  times  as  large  as  those 
which  exist  at  rated  full-load.  As  in  the  case  of  generators 
(see  Art.  17),  this  possibility  of  excessive  forces  requires  that 
we  shall  either  design  the  transformer  with  a  very  great 
factor  of  safety  and  liberality  of  mechanical  strength,  or 
design  it  so  that  the  impedance  of  the  transformer  shall  be 
high  and  the  voltage  regulation  correspondingly  poor,  thus 
limiting  the  short-circuit  current  to  lower  values. 

Frequently  a  number  of  transformers  are  interconnected 
in  parallel,  as  will  be  explained  later.  If  the  percentage 
impedances  of  the  transformers,  when  so  connected,  are  not 

exactly  equal,  the  transformer  with  the  larger  percentage 
impedance  (indicated  by  a  poorer  or  higher  regulation)  will 
"shirk"  or  "lie  down"  — that  is,  it  will  not  take  its  proper 
share  of  the  load;  and  the  transformer  with  the  lower  per- 
centage impedance,  or  better  voltage  regulation,  is  likely  to 
overload  itself  and  burn  out.  The  moral  is,  that  trans- 
formers should  not  have  their  secondaries  tied  together  in 
parallel  unless  their  percentages  of  impedance  are  nearly 
equal,  or  unless  their  voltage  regulations  at  the  same  power- 
factor  are  nearly  equal. 

Improvement  of  the  regulation  of  a  transformer  can  be 
accomplished  only  at  the  sacrifice  of  other  characteristics, 
or  by  an  increase  in  the  amount  of  active  material  in  the 
transformer,  or  by  improvements  in  the  quality  of  this 
material  or  of  the  workmanship.  In  other  words,  better 
regulation  costs  more  money  in  one  way  or  another.  For 
instance,  one  way  to  improve  regulation  is  to  reduce  the  coil 
resistances.  But  this  requires  a  larger  cross-sectional  area 
and  greater  weight  and  cost  of  copper.  Another  method  is 
to  reduce  leakage  by  using  a  core  of  lower  magnetic  reluc- 
tance.   But  this  requires  a  larger  cross-sectional  area  of  core 
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I 


and  weight  and  cost  of  iron.  In  view  of  these  facts,  the  wis- 
dom of  requiring  very  close  voltage  regulation  in  the  trans- 
former (or  in  the  generator  or  transmission  line  either,  for 
that  matter)  may  reasonably  be  questioned,  particularly 
since  it  is  possible  to  compensate  voltage  ckjiges  at  the  end 
of  the  Une  by  an  automatic  "feeder  voltage  regulator"  (see 
Art.  63).  Usual  values  of  regulation  for  distributing  trans- 
formers are  from  1  to  2  per  cent  for  sizes  of  10  kw.  and  larger, 
sometimes  as  large  as  4  per  cent  for  smaUer  sizes  and  low 
power-factors  of  load. 

46.  Impedance  of  the  Transformer.  Equivalent  Resist- 
ance and  Reactance.  If  we  knew  the  exact  values  of  the 
resistance  22,  and  the  reactance  X«  of  the  secondary  coUs, 
and  of  the  resistance  Rp  and  reactance  Xp  of  the  primary 
coils  of  any  given  transformer,  we  could  by  means  of  Fig.  98, 
99  or  100  find  its  voltage  regulation  in  per  cent.  We  would 
adjust  the  line  voltage  j^p  to  a  value  which,  after  all  the 
voltage  drops  were  vectorially  subtracted  as  shown,  would 
produce  rated  volts  E»  at  the  terminals  of  the  secondary 
while  the  transformer  is  delivering  rated  full-load  amperes, 

/„  or  rated  full-load  kilovolt-amperes,  (tt^)-    Now,  when 

the  load  is  entirely  removed  by  opening  the  secondary  cir- 
cuit, the  voltage  drop  in  both  primary  and  secondary  is 
reduced  to  zero  (if  we  neglect  the  drop  in  primary  due  to 
exciting  current,  which  is  relatively  insignificant).  Thus  if 
the  line  voltage  Ep  be  maintained  constant  (see  definition 
of  regulation)  the  induced  counter  e.m.f .  in  the  primary  will 
become  equal  to  Ep  at  zero  load,  and  the  secondary  terminal 

e.m.f.  will  change  to  a  value  of  [Ep  X  tt^).    Therefore, 


i^'-'w)- 


E. 


Regulation  in  per  cent  =  -^^ tt^ X  100  per  cent. 

However,  this  method  cannot  be  applied  as  indicated  in 
Fig.  98,  99  and  100  and  the""equation  above,  for  the  reason 
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that  there  is  no  practical  way  to  measure  Xp  and  X,  sepa- 
rately. We  can  measure  Rp  and  Rm  separately  by  the  am- 
meter-voltmeter method  or  the  Wheatstone  bridge  (see 
Timbie's  "Elements  of  Electricity,  Chapter  V).  We  can 
also  calculate  the  combined  effect  of  Xp  and  X.  from  readings 
taken  during  a  short-circuit  test  of  transformer  as  in  Fig.  91. 

The  most  practical  solution  of  the  diflBculty  is  to  use  what 
are  known  as  the  equivalent  reactance  and  the  equivalent  re- 
sistance of  the  transformer. 

Consider  the  resistance  R»  and  reactance  X,  of  the  second- 
ary to  be  reduced  to  zero,  and  enough  extra  resistance  R'  and 
reactance  X'  to  be  added  in  the  primary  circuit  to  cause  the 
secondary  terminal  e.m.f .  to  have  the  same  value  £«  as  in  the 
actual  transformer  at  full  load.  Then  the  total  resistance  of 
the  primary  (Rp  +  ft')  is  known  as  the  equivalent  primary  re- 
sistance, and  the  total  reactance  of  the  primary  {Xp  +  X') 
is  known  as  the  equivalent  primary  reactance.  To  find  the 
relation  between  R'  and  i2„  and  between  X'  and  -X",,  let  us 
consider  Fig.  101,  which  is  quite  similar  to  Fig.  .98  or  99 
having  but  a  few  additional  vectors.  In  this  demonstration, 
as  in  all  calculations  of  regulation,  we  neglect  entirely  the 
exciting  current  and  the  very  small  reactions  or  drops  due  to 
it,  considering  only  the  currents  due  to  load. 

In  Fig.  101  we  have  the  following  values  and  relations  shown : 

Ei  =  induced  e.m.f.  in  secondary,  due  to  mutual 

flux. 
Ep  =  induced  (counter)  e.m.f.  in  primary,  due  to 

mutual  flux. 


E'  ^e:x 


Np 

7,  =  load  current  (or  total  current)  in  secondary. 

Ip  =  load  current  (assumed  to  be  total  current) 

in  primary. 

N 
/p  =  Tjr  X  /.,  and  Ip  is  exactly  opposite  in  phase 

to/.. 
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Vector  £^  =  £«/«,  and  is  exactly  opposite  in  phase  to 

It  (parallel  to  /«),  because  it  represents 
the  voltage  reaction  due  to  the  resist- 
ance in  the  secondary. 
Vector  aE,  =  XJ,,  and  is  90°  behind  /,  (perpendicular 

to  /,),  because  it  represents  the  voltage 
induced  by  the  leakage  flux  around,  the 
secondary. 
— Si&'  =  fij/p,  and  is  exactly  in  phase  with  /p  (par- 
allel to  Jp),  because  it  represents  the 
e.m.f .  to  overcome  resistance  reaction  in 
the  primary. 
VEp   =   XpZp,  and  is  90°  ahead  of  /p  (perpendicular 
to  /p),  because  it  represents  the  e.m.f.  to 
overcome  reaction  due  to  leakage  induc- 
tance of  the  primary. 
Now  if  we  consider  R,  and  X,  to  be  zero,  and  their  identical 
effects  upon  E^  to  be  produced  by  a  resistance  R'  and  a  re- 
actance X'  which  are  added  to  the  primary,  the  voltage  drop 
in  the  secondary  becomes  zero,  and  the  mduced  e.m.f.  in 
the  secondary  becomes  identical  with  the  terminal  e.m.f.  £,. 
But  if  £c  is  the  induced  e.m.f.  in  the  secondary,  the  induced 
e.m.f.  in  the  primary  on  this  assumption  now  becomes  E'Jj 

which  is  equal  to  \E,  X •tt^J  in  value.    The  vector  shown 

— Bi'  in  Fig.  101  is  really  the  component  of  impressed  e.m.f. 
consumed  in  overcoming  this  assumed  induced  counter  e.m.f. 
in  the  primary.  Now,  j  ust  as  the  difference  between  —  Ep  and 
Ep  is  produced  by  Rpip  and  Xplpy  so  the  difference  between 
-EV  and  -SJ,  is  produced  by  R'lp  and  Z7p.  Thus,  if 
Ep  volts  are.  impressed  upon  the  tenninals  of  the  primary, 
— jBp  volts  remain  after  the  reactions  RpIp  due  to  primary 
resistance  and  Xpip  due  to  primary  reactance  have  sub- 
tracted themselves  (vectorially,  of  course).  Then  —E, 
volts  remain  after  the  reactions  due  to  the  additional  resist- 
ance R'  and  reactance  X',  representing  the  voltage  drops 


as 
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Fig.  101.  The  voltage 
drops  in  the  seoond- 
aiy  represented  by 
the  triangle  EifiEs 
can  be  represented 
as  though  they  took 
place  in  the  primary, 
by    the    triangle 


Fig.  102.  The  equiv- 
alent primary  volt- 
age drops  can  be 
represented  by  the 
triangle  E'sdEp, 
which  is  made  up  of 
the  sides  of  the  tri- 
angles —  Epb'Ep  and 
-Ei'c  i-E'p)  of 
Fig.  101. 


Fig.  103.  When  the 
secondary  is  short- 
circuited,  the  volt- 
age Ep  is  required  to 
overcome  the  equiv- 
alent primary  imped- 
ance with  full-load 
cuirent  flowing  in  the 
secondary.  OD  = 
volts  to  overcome 
equivalent  primary 
resistance.  dEp  » 
volts  to  overcome 
equivalent  primary 
reactance. 
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in  the  secondary,  have  subtracted  themselves.  This  re- 
maining e.m.f.  — -Ei'  would  therefore  represent  the  induced 
counter  e.m.f.  in  the  primary,  or  rather  that  part  of  the  im- 
pressed primary  e.m.f.  which  is  consumed  in  overcoming  it. 

The  induced  e.m.f.  in  secondary  would  be  equal  to  ( j&i'X  -rp) 

and  this  is  equal  to  £«,  as  we  assumed  in  drawing  the  diagram. 
Now  notice   that   the  triangle  EpOE,    is   exactly  similar   to 

triangle  EiOE,,  bs  Ep  =^  ^  X  E',,  E'/  =-  z^  X  E.,  and  the  angle 

between  OEp  and  0E»  is  exactly  equal  to  the  angle  between  0E» 
and  OE,*  Therefore  it  follows  that  the  sides  E'pE[!  and  KE. 
bear  the  same  ratio  to  each  other  as  any  other  similar  sides  of  the 
two  triangles;  or, 

{E'pE'J)  =  ^  X  {JE'.E.), 

Now  let  EpE*;!  be  resolved  into  two  components,  one  {E^»c)  par- 
allel to  I  sip  and  the  other  {E'pc)  j)erpendicular  to  Isfp-  It  will  be 
seen,  and  may  be  proved,  that  the  triangles  {E'jfiE'J)  and  (EiaE,) 
are  exactly  similar,  from  which  it  follows  that  any  similar  sides 
bear  the  same  ratio  to  each  other.    That  is. 


and 


(^;'c)  =  ^'  X  (Eia)  =  1^  ^{RJ.) 
(cE'p)  =  1^  X  (aE.)  =  ^  X  (X.I.). 


But  since  (Egc)  is  parallel  to  /p,  and  cEp  is  perpendicular  to  Ip, 
and  together  they  represent  the  total  drop  due  to  R'lp  (the  drop 
across  the  extra  primary  resistance)  and  X^Ip  (the  drop  across  the 
extra  primary  reactance),  it  follows  that: 

R'lp  =  Ei'c  =  ^XRJ. 

and 

N 

N. 


Tip  =  cE'p  =  -^  X  XJ., 


*  Two  triangles  are  similar  when  two  sides  of  one  triangle  are  pro- 
portional respectively  to  two  sides  of  the  other  and  the  included  angles 
are  equal.  If  two  triangles  are  similar,  their  corresponding  sides  are 
proportional. 
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Np 
To  simplify  still  further,  we  make  use  of  the  relation  /,  =  ^  /p. 

ThuS|  substituting  in  the  above  equation,  we  get: 

R'lp  =  j^  XRmX~  Ip,  or  R'  —  ^j~j  R,f 


and 


X'I,  =  -i^XX,Xr^h,  or  X 


-©■- 


We  are  now  prepared  to  state  that: 

(N  V 

(N  V 

Example  4.  A  transformer,  rated  15  kv-a.,  with  windings  ar- 
ranged to  step  down  from  2400  to  240  volts,  has  a  primary  resistance 
of  2.335  ohms  and  a  secondary  resistance  of  0.02745  ohm.  What 
is  the  equivalent  primaiy  resistance?  What  would  be  the  equivalent 
secondaiy  resistance? 

(2400\* 
■^^1   X  0.02745 

=  2.335  +  2.745 
=  5.080  ohms. 

(240V 
^r^j   X  2.335  +  0.02745 

=  0.02335  +  0.02745 
=  0.05080  ohm. 

The  total  equivalent  impedance  drop,  reduced  to  terms  of 
primary,  is  represented  by  the  vector  EpEi'  in  Fig.  102, 
which  is  seen  to  be  exactly  the  same  as  Fig.  101,  with  some 
of  the  construction  lines  omitted.  The  total  impedance 
drop  evidently  is  the  vector  sum  of  the  total  resistance  drop 
[Si'd,  =  {Rp  +  R')Ip],  due  to  equivalent  primary  resist- 
ance and  primary  current,  and  the  total  reactance  drop 
[dEp,  =  (Xp  +  X')/p],  due  to  equivalent  primary  reactance 
and  primary  current.  Of  course  the  total  resistance  drop 
and  the  total  reactance  drop  are  in  quadrature  with  each 
other,  because  the  former  is  in  phase  with  Ip  while  the  latter 
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leads  Ip  by  90°.  The  total  impedance  drop  in  the  primary 
is  usually  expressed  as  a  percentage  of  the  rated  primary 
voltage  (Ep).  So  also  are  the  total  resistance  drop  and  the  ^ 
total  reactance  drop  (reduced  to  the  primary  as  shown  in 
Example  4)  expressed  as  percentage  of  the  rated  primary 
volts  Ep.  By  this  means  it  is  much  easier  to  compare  trans- 
formers of  different  sizes  with  one  another. 

Example  6.    (a)  What  would  be  the  per  cent  resistance  drop  of 
the  transformer  in  Example  4? 

(6)  If  this  transformer  has  an  equivalent  primary  impedance  of  ' 

2.0  per  cent,  what  is  the  total  equivalent  reactance  drop  in  per  cent 
and  in  primary  volts,  and  what  is  the  equivalent  primary  reactance 
in  ohms? 

As  the  rated  capacity  is  15,000  volt-amperes  and  the  primary 
voltage  is  2400,  the  full-load  current  (neglecting  the  exciting  cut- 

rent  and  the  losses)  is     !^    =  6.25  amperes  in  the  primary  or  high-  , 

tension  coil.  As  the  equivalent  primary  resistance  is  5.08  ohms, 
the  primary  equivalent  resistance  drop  is  5.08  X  6.25  =  31.75  volts. 
This  is  represented  by  E^d  in  Fig.  102.  If  the  equivalent  primary 
impedance  is  2.0  per  cent,  the  total  impedance  volts  (represented 
by  EpEi'  in  Fig.  102)  is  2.0  per  cent  of  2400  volts,  equals  48  volts. 
Therefore  the  equivalent  primary  reactance  drop  (dEpy  in  Fig.  102) 

must  be  equal  to  V(48)*  -^(31.75)«  =  36  volts,  which  is  ^-rrz  or 

1.5  per  cent  of  the  rated  primary  voltage.  The  equivalent  react- 
ance, in  ohms,  is  equal  to  reactance  volts  divided  by  primary  cur- 

rent,  or  ^7—  =  5.76  ohms.    Or,  we  may  say  that  the  equivalent 
0.25 

primary  resistance  drop  of  31.75  volts  is  1.322  per  cent  of  the  rated 
'     =  0.01322  j,  and  that  therefore  the  reactance  drop 
must  be  equal  to 

V(2.0%)2  -  (1.322%)^  or  1.5  per  cent. 

46.  Short-circuit  Test  for  the  Impedance  of  a  Trans- 
former. Now  let  us  short  circuit  the  secondary  of  a  trans- 
former and  apply  enough  voltage  to  the  primary  to  send 
full-load  current  /,  through  the  short-circuited  secondary. 
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The  terminal  voltage  of  the  secondary  is  reduced  to  zero 
(0£«  =  0)  and  all  voltage  impressed  upon  the  primary 
(OEp)  is  consumed  in  overcoming  t^e  impedance  of  the»trans- 
former.  This  is  shown  in  Fig.  103,  where  the  primary  im- 
pressed voltage  OEp  is  equal  to  the  total  equivalent  primary 
impedance  drop,  consisting  of  resistance  drop  Od  and  reac- 
tance drop  dEp.  Fig.  103  should  be  compared  with  Fig.  102 
and  101,  as  they  all  represent  conditions  in  the  same  trans- 
former with  same  resistances  and  reactances  and  the  same 
current  flowing  in  each  coil.  The  ratio  of  this  transformer 
is  2  :  1.  Obviously,  if  we  divide  the  voltage  impressed  upon 
the  primary  of  the  short-circuited  transformer  by  the  cm-rent 
which  it  produces  in  the  primary,  we  shall  get  the  equivalent 
primary  impedance,  in  ohms.     If  Ep  is  just  sufficient  to  cause 

E^ 

rated  full-load  current  to  flow,  then  — ^--^ — ; — r: —  X 

rated  prmaary  voltage 

100  per  cent  is  the  per  cent  impedance  of  the  transformer. 

Example  ,6a.  The  low-tension  side  of  a  transformer,  rated  5  kv-a., 
2400/240  volts,  60  cycles,  is  short-circuited  through  an  ammeter. 
The  voltage  across  the  primary  terminals  has  to  be  made  72  volts 
in  order  to  produce  rated-load  current  through  the  ammeter.  The 
resistances  of  the  primary  and  secondary  coils  are  measured  and 
found  to  be  11.53  and  0.1153  ohms  respectively.  Calculate  the 
equivalent  primary  reactance  in  per  cent,  volts,  and  ohms,  and 
the  copper  loss  at  full  load  in  each  coil. 

Full-load  current  in  the  low-tension  coil  means  full-load  current 

,      .     X,     ,     ,.  ^      .  .,     mi.-    •  w    5000  volt-amperes 

also  m  the  high-tension  coil.    This  is  equal  to r— rr — t- > 

2400  volts 

or  2.08  amperes.    The  equivalent  primary  impedance  is  evidently 

72 
equal  to  rjrr  =  0.03,  or  3  per  cent.    In  ohms,  this  equivalent 

72 
primary  impedance  is  ;r-TT ,  or  34.6  ohms.    The  equivalent  primary 


resistance   is   11.53  +  (-245  )   X  0.1153  =  23.06   ohms,  or  23.06 

48 
X  2.08  «  48  volts,  or  — —  =  0.02  =  2  per  cent. 

Therefore  we  should  have: 
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Equivalent  primary  reactance,  in  per  cent, 

=  V^(3%)*  -  (2%)»      =  2.24  per  cent. 
Equivalent  primary  reactance,  in  volts, 

=  V(72)»  -  (48)«  =  53.7  volts. 
Check:  2.24  per  cent  of  2400  volts  =  53.7  volts. 
£k[uivalent  primary  reactance,  in  ohms, 

=  V(34.6)>  -  (23.06)«  =  25.8  ohms. 

Check:  ^r~ =  25.8  ohms. 

2.08  amp. 

Copper  loss  at  full  load  in  high-tension  coil, 

=  11.53  X  2.08*  =  49.8  watts. 

Coppei*loss  at  full  load  in  low-tension  coil, 

=  0.1153  X  20.8»  =  49.8  watts. 

Total  copper  loss  =  49.8  -|-  49.8 .  =  99.6  watts. 

Check:  2  per  cent  of  5000  watts  =  100  watts. 

At  this  point  we  may  notice  the  great  convenience  of 
working  with  percentage  values  of  impedance,  resistance,  and 
reactance  of  the  transformer.  If  these  be  expressed  in  ohms, 
it  becomes  necessary  for  us  to  state  whether  they  refer  to 
the  high-tension  or  the  low-tension  coil;  but  if  they  be  ex- 
pressed in  percentage,  the  same  value  refers  to  either  high- 
tension  or  low-tension  coil. 

Example  6.  A  15  kv-a.  2400/120  volt  transformer  has  a  resist- 
ance of  2.963  ohms  in  the  high-tension  winding  and  0.00685  ohm 
in  the  low-tension  winding.  Calculate  the  equivalent  resistance 
in  terms  of  both  primary  and  secondary,  in  ohms  and  in  per  cent. 

Kated-load  current  in  high-tension  coil  (neglecting  exciting  cur- 
rent and  losses)  is       *^^   =  6.25  amperes,  and  in  lew-tension  coil 

.  ■.    15,000      /.^^       2400\      ,^^ 

It  IS  -^  =  (6.25  X  -j2Q  )  =  125  amperes. 

Equivalent  resistance,  in  terms  of  high-tension  coil, 

/2400\« 
=  2.963  +  0.00685  X  ( ^  1 

=  5.703  ohms. 
Equivalent  resistance,  in  terms  of  low-tension  coil, 

/120  V 
=  0.00685  +  2.963  X  \^^\ 

=  0.01426  ohm. 
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Total  resistance  drop,  in  terms  of  high-tension  coil, 

=»  5.703  X  6.25 
=  35.6  volts. 

r-^  X  100  per  cent  j  or  1.485  per  cent  of  the  high-tension 

voltage. 
Total  resistance  drop  in  terms  of  low-tension  coil  =  0.01426  X  125 

=  1.782  volts. 

(1 782  \ 

'      ■  X  100  per  cent  j  or  1.485  percent  of  the  low-tension 

voltage. 

Prob.  87-3.  A  transformer,  rated  350  kv-a.,  60  cycles,  11,000/ 
2300  volts,  has  an  impedance  of  1.67  per  cent  and  total  ^*i2  loss  of 
1792  watts  with  full-load  current  flowing.  Calculate  the  equiva- 
lent impedance  in  ohms,  as  referred  to  (a)  high-tension  coil,  (6)  low- 
tension  coil. 

Prob.  38-3.  Calculate  the  total  equivalent  resistance  in  ohms 
and  in  per  cent  for  the  transformer  specified  in  Prob.  37. 

Prob.  89-8.  Calculate  the  equivalent  reactance  of  the  trans- 
former specified  in  Prob.  37.  (o)  In  ohms  referred  to  high-tension 
coil.    (6)  In  ohms  referred  to  low-tension  coil,     (c)  In  per  cent. 

Prob.  40-8.  Calculate  what  current  would  flow  if  the  trans- 
former of  Prob.  37  were  to  be  short-circuited  while  connected  to  a 
generating  plant  and  transmission  fine  of  capacity  sufl[icient  to  hold 
the  voltage  up  to  80  per  cent  of  normal,  (a)  In  per  cent  of  rated 
current  of  the  transformer.     (6)  In  amperes  on  low-tension  side. 

Prob.  41-3.  Calculate  the  rate  of  heating  the  copper  in  the 
transformer  of  Prob.  40  (a)  in  watts,  (6)  in  per  cent  of  the  rate  of 
heating  at  rated  full-load. 

Prob.  42-8.  A  transformer,  rated  350  kv-a.,  60  cycles,  34,650/ 
430  volts,  is  equipped  with  internal  magnetic  shunts  to  increase  its 
leakage  reactance  for  protection  against  injury  on  short-circuits. 
The  impedance  is  thereby  increased  to  18.2  per  cent.  The  total 
copper  (PR)  loss  with  full-load  current  flowing  in  both  coils  is  1885 
watts.    Make  same  calculations  as  required  in  Prob.  37. 

Prob.  48-8.  Make  same  calculations  for  transformer  of  Prob.  42 
as  required  in  Prob.  38. 

Prob.  44-8.  Make  same  calculations  for  transformer  of  Prob.  42 
as  required  in  Prob.  39. 

Prob.  46-8.  Make  same  calculations  for  transformer  of  Prob.  42 
as  reqxiired  in  Prob.  40. 

Prob.  46-8.  Make  same  calculations  for  transformer  of  Prob.  42 
as  required  in  Prob.  41. 
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47.  Calculation  of  Regulation  for  Constant-voltage 
Transformer.  Having  now  a  method  for  measuring  the 
total  equivalent  impedance  and  reactance  of  a  transformer, 
upon  which  the  voltage  regulation  or  the  constancy  of 
voltage  depends,  we  may  proceed  to  calculate  the  percentage 
regulation.  The  following  statements  and  formulae  are 
copied  from  the  Standardization  Rules  of  the  A.I.E.E.,  as 
printed  in  Proceedings  for  August,  1914: 

"  To  compute  the  regulation  for  a  constant-potential  transformer, 
it  is  necessary  to  obtain  the  equivalent  resistance  R  and  impedance 

drop  Em.  The  equivalent  resistance  R  of  primary  and  secondary 
combined  is  found  by  multiplying  the  secondary  resistance  by  the 
square  of  the  ratio  of  turns  and  adding  it  to  the  primary  resistance. 
The  impedance  voltage  Eu  is  found  by  short-circuiting  the  second- 
ary winding  and  measuring  the  volts  necessary  to  send  rated-load 
current  through  the  primary." 

The  reactance  drop  is  then 


IX 


-v/^, 


where  P  is  the  "impedance  watts"  as  measured  in  the  short- 
circuit  test. 
Now,  let 

E  =  rated  primary  voltage. 
IR  =  resistance  drop  in  volts. 
IX  =  reactance  drop  in  volts. 
7  =  rated  full-load  current  in  primary  coil. 
72  =  equivalent  resistance  reduced  to  primary. 

qr  —  100  -^  =  per  cent  resistance  drop. 
TX 

g.  =  lOof  =  per  cent  reactance  drop. 

m  =  power-factor  of  load  =  cos  $, 
n  =  reactive  factor  of  load  =  Vl  —  w*  ==  sin  (?. 
Then  the  regulation  is  given  by  the  following  equation: 

Per  cent  regulation  =  mqr  +  n^,  +        onn       ' 
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For  a  load  of  unity  power-factor,  m  =  1.0  and  n  =  0.0,  and 
this  reduces  to: 

Per  cent  regulation  =  qr  +  ^^• 

Example  7.  Test  of  a  1000  kv-a.  110,000/22,000  volt  60-cycle 
transformer  gave  the  following  dataT" 

Impedance  watts  =  7330.   ^ 

Impedance  volts  —  5.00  per  cent  (of  rated  voltage). 

Calculate  the  per  cent  voltage  regulation  of  this  transformer,  (a)  on 
non-inductive  load,  (6)  on  lagging  load  of  80  per  cent  power-factor. 
Resistance  of  high-tension  winding  is  43.34  ohms,  and  of  low-tension 
winding  1.7337  ohms. 

According  to  the  Standardization  Rules  the  rated  primaiy  volt- 
age of  a  constant-potential  transformer  is  equal  to  the  rated  second- 
ary voltage  multiplied  by  the  '*  turn  ratio."  Therefore  the  ratio 
of  high-tension  turns  to  low-tension  turns  in  this  transformer  is 
110,000/22,000,  or  5/1,  and  at  zero  load  (only)  this  is  also  the  ratio 
of  terminal  voltages. 

The  equivalent  resistance  referred  to  high-tension  coil  is 

(110  000\» 
-22^)  X  1.7337,  or  86.68  ohms. 

The  high-tension  current  at  rated  full-load  (neglecting  exciting 
current)  is 

1,000,000  volt-amperes       ^  ^, 

— ^ •— ; — ,  or  9.091  amperes. 

110,000  volts         '  ^ 

The  total  equivalent  resistance  drop  at  full  load  is 

788 
9.091  X  86.68  =  788  volts,  or  Jjqqqq  =  0.00716,  or  0.716%. 

The  impedance  volts  (at  full-load  current)  are 

5%  of  110,000  volts,  or  5500  volts. 
Therefore 


IX  =  reactance  volts  =  y  (5500)^  -  (|^j  =  5441  volts. 

Then 

5441 
g«  =  reactance  drop  in  per  cent  =  X  100%=  4.945%. 


\^ 
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This  value  may  be  checked  by  the  relation 

%  reactance  drop  =  V(%  impedance  drop)*  —  (%  resistance  drop)* 

=  V(5.00)*  -  (0.716)»  =  4.948%. 

Substituting  these  values  for  their  corresponding  symbols  in  the 
equations  for  regulation,  we  have  (remembering  that  n  »  0.6 
when  m  =  0.8) 

Per  cent  regulation  for  80  per  cent  power  factor 
-  (0.8  X  0.716)  +  (0.6X  4.945)  +  (0-8  X  4.945 -0.6  X  0.716)« 

=  0.5728  +  2.967  +  0.0622 
s  3.602  per  cent. 

Notice  here  that  no  serious  error  would  result  from  neglecting  the 
last  term  of  the  equation.    In  such  case  the  regulation  would  appear 
to  be  3.54  per  cent. 
Further,  we  have 

(4  945)* 
Per  cent  regulation  for  unity  power-factor  =  0.716  H — ' 

200 

=  0.716  +  0.122 

=  0.838  per  cent. 

Here  the  second  term  is  not  negligible,  because,  although  it  is 
small,  the  first  term  is  also  small. 

Notice  that  at  or  near  unity  power-factor,  the  regulation  is 
nearly  equal  to  the  resistance  drop  in  per  cent,  while  at  lower 
power-factors  the  regulation  becomes  more  nearly  equal  to  the 
reactance  drop  in  per  cent.  This  is  in  accord  with  our  previous 
conclusions  on  basis  of  Fig.  98,  99,  100. 

Let  us  now  check  this  A.I.E.E.  formula  for  regulation,  against 
the  vector  diagram.  Fig.  104  is  practically  the  same  as  Fig.  102, 
a  few  unnecessary  vectors  having  been  omitted.  In  Fig.  104,  all 
the  vectors,  except  J,  represent  voltages,  as  follows: 

05  =  secondary  terminal  voltage  reduced  to  terms  of  primary 

=  22,000  T. 

^.     •  Np     110,000      ^^ 

r^ratio  of  turns  ^'«^^»5.0. 

6  -  /B  =  9.091  X  86.68  =  788  volts. 
iSa  =  J/2  cos  a  =  788  X  0.80  =  630  volts. 

cEp  =  7X  =  5441  volts. 
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ab  =  cd^  /Xsina  =  5441  X  0.60  =  3265  volts.* 
Ob  =  OS  +  Sa  +  ab 

=  22,000  T+  630 + 3265  =  (22,000  T+3895)  =  113,895  volts, 
ac  =  7/2 sina  =  788  X  0.60  =  473  volts. 
dEp  =  IXcosa  =  5441.  X  0.80  =  4353  volts. 
bEp  =  dEp  —  db 

=  4353  -  473  =  3880  volts, 
OEp  =  e.m.f.  required  to  be  impressed  on  primary  at  rated  full  load. 

=  V  (22,000  T  +  3895)*  +  3880* 
=  113,961. 

At  zero  load,  IR  and  IX  both  reduce  practically  to  zero,  and  since 
Ep  is  maintained  constant  and  the  induced  counter  e.m.f.  becomes 
equal  to  it,  we  have: 

OSo  =  ^^^^  =  22,792  volts. 
5.00 

This  is  the  terminal  e.m.f.  of  secondary  at  zero  load.    Therefore, 

22  7Q2  —  22  000 

Emulation  =  Zo/vvT        =  ^-^^  =  3.60  per  cent. 

This  checks  very  closely  with  the  value  3.602  per  cent  ob- 
tained by  formula.    In  fact,  the  formula  is  only  an  algebraic 

3p 


Beoonduy  terminal  e.ia.f.ndnoed        S   ^dJ    ^     fi 
to  terms  of  prlmaij  ^C?^'  J/? 


ICoumt  twUm^ 

Fig.  104.    The  regulation  of  a  traDsformer  equals 

OS^OEpQIRQIX. 


OEp  -  OS 
OS       ' 


expression  of  the  numerical  relations  between  the  vectors  of 
Fig.  104,  with  certain  terms  omitted  which  are  relatively  so 
small  as  to  be  negligible. 

*  Two  angles  are  equal  (or  supplementary)  when  their  corresponding 
aides  are  perpendicular.  Note  that  dEp  is  perpendicular  to  Sa  and  cEp 
is  perpendicular  to  Sc.  Thus  the  angle  between  dEp  and  cEp  must  be 
equal  to  the  angle  between  Sa  and  Se. 


r 
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Prob.  47-8.  Prove  that  the  per  cent  IR  drop  in  a  transformer 
is  equal  to  the  per  cent  of  PR  loss  at  rated  full-load  non-inductive. 

Prob.  4&-8.  Using  the  data  of  Example  7,  and  assuming  that 
IR  s  788  and  IX  =  5441  in  terms  of  primary,  calculate  what  ratio 
of  turns  (X)  must  be  used  to  give  22,000  volts  at  terminals  of  sec- 
ondary, full-load  80  per  cent  power-factor,  lagging,  when  110,000 
volts  are  impressed  upon  the  primaiy. 

Prob.  41^3.  If  the  line  voltage  be  maintained  at  110,000  volts, 
as  in  Prob:  48,  calculate: 

(a)  Secondary  terminal  voltage  at  zero  load. 

(6)  Voltage  regulation  in  per  cent.  Compare  this  value  of 
regulation  with  that  obtained  by  the  A.I.E.E.  formula. 

Prob.  60-8.    Assuming  the  value  of  the  ratio  of  the  number  of 
turns  {T)  as  calculated  in  Prob.  48-3,  recalculate  the  values  of 
(a)  Equivalent  7A: 
(6)  Equivalent  IX. 
Compare  these  values  with  those  of  Example  7. 

Prob.  81-8.  Using  the  values  of  Prob.  50,  repeat  the  calcula- 
tion based  on  Fig.  104.  That  is,  05  =  T  X  22,000,  and  IR  and 
7X  as  in  Prob.  50.    Calculate  therefrom: 

(a)  The  primary  terminal  e.m.f.  {OE^)  that  must  be  impressed. 

(6)  The  per  cent  voltage  regulation  if  this  e.m.f.  is  maintained 
constant  while  load  is  removed.  Compare  this  regulation  with 
that  obtained  by  the  A.I.E.E.  formula,  j 


SUMMARY  OF  CHAPTER  m 

TRANSFORMERS  change  high  voltage  to  low  voltage  and 
vice  versa.  They  consist  of  stationary  coils  linked  together  by 
a  stationary  core,  and  are  the  simplest,  most  rugged,  most 
efficient,  and  least  expensive  in  first  cost  and  maintenance  of 
any  electrical  machine. 

THE  CAPACITY  of  a  transformer  is  the  load  that  it  will  carry 
without  developing  an  injuriously  high  temperature  at  any  spot 
in  the  apparatus. 

TRANSFORMERS  ARE  COOLED  by  one  of  the  following 
means: 

(1)  The  case  is  filled  with  oil  which  carries  the  heat  from 
the  coils  to  the  case  which  dissipates  it  into  the  surrounding 
air.  The  cooling  surface  may  be  increased  by  means  of  auz* 
iliary  pipes. 

(2)  By  circulating  water  through  pipes  installed  in  the  oil- 
filled  cases. 

(8)  By  forced  circulation  of  the  oil. 

(4)  By  forcing  air  through  the  coils  by  means  ef  a  blower. 

THE  RATIO  OF  A  TRANSFORMER  is  the  ratio  of  the 
number  of  turns  in  the  high*voltage  coils  to  the  number  of 
turns  in  the  low-voltage  coils. 

THE  INDUCED  E.M.F.  IN  THE  COILS  HAS  A  PHASE 
DIFFERENCE  of  180''  to  the  impressed  e.m.f.,  if  the  impressed 
e.m.f.  has  a  sine  wave-form.  The  induced  e.m.f .  lags  90^  be- 
hind the  magnetizing  current  which  the  impressed  e.m.f .  forces 
through  the  primary  coiL  The  impressed  e.m.f .  therefore  leads 
the  magnetizing  current  by  90^. 

WHEN  NO  CURRENT  IS  BEING  TAKEN  FROM  THE 
SECONDARY  coil,  the  counter  e.m.f.  which  is  induced  in  the 
iprimary  prevents  the  impressed  e.m.f .  from  sending  more  than 
the  exciting  current  through  the  primary  coils. 

WHEN  A  CURRENT  IS  TAKEN  FROM  THE  SECOND- 
ARY of  a  transformer,  this  current  sets  up  a  counter  magneto- 
motive force  in  the  core,  which  decreases  the  flux  and  the  value 
of  counter  e.m.f .  induced  in  the  primary.  The  impressed  e.m.f . 
can  thus  send  enough  more  current  through  the  primary  to 
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balance  this  counter  m.m.f .  due  to  load  cuirent  in  the  secondary 
coiL  The  ratio  of  the  current  in  the  primary  to  the  current  in 
the  secondary  at  full  load  is  approximately  the  inverse  ratio  of 
the  number  of  turns  in  the  primary  and  secondary  coils. 

THE  EXCITING  CURRENT  (Jm)  OF  A  TRANSFORMER 
is  the  vector  sum  of  the  magnetizing  current  (Xjf )  and  the  core- 
loss  current  (Is)  which  is  taken  to  supply  the  hjrsteresis  and 
eddy-current  losses  in  the  core.  These  two  currents  are  in 
quadrature,  since  Ijg  is  reactive  and  Zjr  supplies  real  power  to 
the  transformer. 

Therefore 

The  power-factor  of  power  taken  by  an  unloaded  transformer 
is  usually  found  as  follows: 

Power-factor  =■  " 


=  10%  to  50%  (usually). 

THE  EXCITING  CURRENT  has  not  a  sine  wave-form  when 
the  maximum  value  of  the  flux  density  lies  beyond  the  '*  knee  " 
of  the  magnetization  curve  for  the  core.  This  is  in  spite  of 
the  fact  that  the  impressed  ejn.f.  usually  has  a  sine  wave-form. 

THE  MAXIMUM  VALUE  OF  FLUX  DENSITY  B^  should 
not  be  carried  much  beyond  the  *'  knee  '*  of  the  magnetization 
curve  as  all  the  losses  are  increased  and  greater  heating  re- 
sults. The  value  of  B^^  can  be  found  from  the  foUowing 
equation : 


•^m  =* 


10^  Jg^  lO^Jg^ 


4.44  AfK,      4.44  AfN^ 

This  equation  shows  how  B^^  is  affected  by  any  change  in  the 
voltage,  area  of  core,  frequency,  and  number  of  turns  in  the 
coils. 

THE  LOSSES  IN  A  TRANSFORMER  consist  of  core  losses 
and  copper  losses. 

Core  losses  are  neariy  constant  for  all  loads  and  are  com- 
posed of  two  separate  losses. 

(Fkst).    HT8TBRE8IS  LOSS,  the  equation  for  which  is 

Pjr  =  WKjsfBl?. 

The  hysteresis  loss  for^transformers  using  annealed  silicon 
steel  varies  from  6.64  to  0.82  watt  per  pound  of  steel,  for  a 
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frequency  of  60  cycles  and  a  maTimnm  flux  density  of  64,600 
lines  per  square  inch. 

(Second).    BDDT-CURIIBNT  LOSS,  the  equation  for  which  is 

The  eddy-current  loss  for  ordinary  transformer  silicon  steel 
having  thickness  of  0.014  inch  is  0.12  to  0.18  watt  per  pound  of 
core,  at  60  cycles,  and  64,600  lines  per  square  inch  for  B^^. 

THE  COPPER  LOSS  in  a  transformer  consists  of  the  I^B 
in  the  primary  and  in  the  secondary  winding  and  is  usually 
about  equally  divided  between  the  two. 

The  cheaper  the  transformer,  the  greater  the  losses  and  the 
lower  the  efficiency.    If  the  yearly  cost  of  supplying  the  power  ^ 
for  the  greater  losses  in  any  particular  case  is  less  than  the 
yearly  interest  on  the  extra  cost  of  a  more  efficient  transformer, 
the  cheaper  type  should  be  purchased,  and  vice  versa. 

STATION  TRANSFORMERS  of  from  100  to  10,000  kv-a. 
step  up  the  pressure  generated,  usually  at  about  6600  or  11,000 
volts,  to  a  much  higher  pressure  (as  high  as  160,000  volts)  for 
economical  transmission.  Transformers  of  the  same  type  and 
size  are  often  used  to  step  down  the  line  pressure  to  about 
2800  volts  for  distribution  throughout  a  town  or  community. 

DISTRIBUTING  TRANSFORMERS,  usually  below  60  kilo- 
volt-amperes  in  size,  are  used  to  step  down  the  2800  volts 
of  the  distributing  lines  to  the  pressure  of  the  consumers' 
apparatus,  usually  110,  220,  or  440  volts. 

THE  EFFECT  OF  OPERATING  TRANSFORMERS  AT 
OVERVOLTAGE  is  to  increase  greatly  the  core  and  copper 
losses.  By  a  slight  increase  in  voltage  the  capacity  of  the ' 
transformer  may  be  raised,  but  the  losses  increase  so  much 
faster  than  the  rate  of  increase  of  the  voltage  that  it  rarely  pays 
to  operate  at  more  than  a  small  percentage  overvoltage. 

OPERATION  AT  UNDER  VOLTAGE  means  increased  an- 
nual charges  per  kilovolt-ampere  transformed. 

LEAKAGE  REACTANCE  is  the  reactance  which  is  in  great- 
est evidence  when  a  transformer  is  loaded  and  is  due  to  mag- 
netic flux  lines  which  do  not  link  both  primary  and  secondary 
coOs.  Leakage  reactance  in  the  primary  circuit  requires  part 
of  the  voltage  impressed  on  the  primaries  to  be  used  to  overcome 
it  Thus  the  voltage  induced  in  the  primary  coils  is  less  than 
the  impressed  voltage.  Leakage  reactance  in  the  secondary 
circuit  requires  part  of  the  voltage  induced  in  the  secondary 
coils  to  overcome  it    Thus  the  terminal  voltage  across  the 
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secondary  coils  is  less  than  fhe  induced  voltage  of  the  sec- 
ondary coils.  The  voltage  drop  necessary  to  overcome  this 
leakage  reactance  is  always  90°  ahead  of  the  current  which 
sets  up  the  leakage  lines.  In  a  practical  transformer  the  JB 
drops  in  phase  with  the  currents,  combined  with  the  reactance 
drops  leading  the  currents  by  90"^,  cause  the  ratio  of  the  pri- 
mary and  secondary  voltages  to  differ  slightly  from  the  ratio  of 
the  number  of  turns  in  the  coils. 

The  practical  vector  diagram  of  conditions  in  a  loaded  trans- 
former shows  all  these  relations. 

THE  VOLTAGE  REGULATION  DEPENDS  UPON  THE 
POWER-FACTOR  of  the  load.  The  drop  is  due  mainly  to 
the  resistance  of  the  coils  when  the  load  has  approximately 
unity  power-factor,  and  to  the  leakage  reactance  when  the 
power-factor  is  low  and  lagging.  A  low  leading  power-factor 
tends  to  raise  the  terminal  voltage  of  the  secondary  above  the 
induced  e.m.f. 

THE  TRANSFORMER  WITH  THE  BETTER  REGULA- 
TION costs  more  and  is  more  liable  to  injury  from  short- 
circuits  and  improper  operation. 

TO  FIND  THE  EQUIVALENT  PRIMARY  RESISTANCE 
AND  REACTANCE  of  a  transformer,  consider  the  resistance 
and  reactance  of  the  secondary  side  to  be  zero,  and  enough 
extra  resistance  and  reactance  added  to  the  primary  side  to 
cause  the  secondary  terminal  voltage  to  have  the  same  value  as 
in  the  actual  transformer,  at  any  given  load.  The  sum  of  the 
resistance  of  the  primary  plus  this  extra  resistance  is  called  the 
Equivalent  Primary  Resistance  and  the  sum  of  the  primary 
reactance  plus  this  extra  reactance  is  called  the  Equivalent 
Primary  Reactance. 

The  Equivalent  Primary  Resistance    =  JR^  +  (-^)  ^s* 
Similarly 

The  Equivalent  Secondary  Reactance   -  X^  +  [ --r  )  Xp. 

THE  IMPEDANCE  OF  A  TRANSFORMER  is  the  Equiva- 
lent Primary  Impedance,  and  may  be  expressed  in  ohms, 
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or  in  volts  to  oyercome  impedance  drop  at  rated  load  or,  better 
still,  in  percentage  of  impressed  primary  voltage  necessary  to 
overcome  impedance  drop  at  rated  load.  It  is  found  by  meas- 
uring the  primary  voltage  necessary  to  send  full-load  current 
through  the  short-circuited  secondary. 

THE  REGULATION  OF  A  CONSTANT  VOLTAGE  TRANS- 
FORMER may  be  computed  from  the  impedance  watts,  im- 
pedance volts,  and  the  resistance  of  both  windings,  by  the 
vector  diagram  or  the  A.I.E.E.  approximate  formula. 

PROBLEMS  ON  CHAPTER  m 

Prob.  62-8.  (a)  At  what  per  cent  of  raj;ed  full-load  (non-in- 
ductiye)  will  the  10  kv-a.  "  Type  S  "  transformer  of  Table  A,  page 
149,  attain  its  maximum  efficiency? 

(6)  What  will  this  efficiency  be? 

(c)  By  what  percentage  will  the  total  rate  of  heat  development 
in  the  transformer  then  be  greater  or  less  than  at  rated  load? 

Prob.  5S-8.  Solve  Prob.  52  with  relation  to  the  10  kv-a. 
"  Type  SA"  transformer  in  Table  A.  Compare  the  results  of  Prob. 
52  and  53. 

Prob.  64-8.  On  the  basis  of  3  hours  at  full-load  and  21  hours 
at  zero-load  each  day,  what  will  be  the  aU-day  efficiency  of  the 
5  kv-a.  "  Type  S  "  transformer  in  Table  A?  Power-factor  of  load 
100  per  cent. 

Prob.  66-8.  Solve  Prob.  54  on  the  basis  of  a  load  having 
80  per  cent  power-factor. 

Prob.  6^8.  A  Wright  demand  ammeter  in  service  several 
months  on  the  primary  of  a  15  kv-a.  transformer  supplying  about 
ten  residences  registered  about  25  per  cent  of  the  total  connected 
load.  Assuming  this  transformer  to  have  the  characteristics  of  a 
"  Type  S  "  transformer  in  Table  A,  calculate  the  all-day  efficiency 
on  the  supposition  that  the  transformer  rating  is  50%  of  the  total 
connected  load,  and  that  the  peak  load  persists  4  hours  per  day,  zero 
load  during  the  other  20  hours.    Power-factor  of  load  is  100  per  cent. 

Prob.  67-8.  Transformers  for  lighting  service  are  usually  se- 
lected so  that  at  peak  load  they  are  overloaded  about  25  per  cent. 
What  would  be  the  all-day  efficiency  of  a  2-kv-a.  "Type  S"  trans- 
former (Table  A),  supplying  a  load  of  90  per  cent  average  power- 
factor  for  5  hours  per  day,  and  no  load  the  other  19  hours? 

Prob.  68-8.  A  group  of  buildings  demands  25  kv-a.  at  100 
per  cent  power-factor  for  3  hours,  15  kv-a.  at  70  per  cent  power- 
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factor  for  8  hours,  and  zero  load  for  13  hours  each  day.  If  traos- 
formers  having  the  characteristics  of  "  Type  SA "  in  Table  A  are 
considered,  would  the  all-day  efficiency  be  h^her  by  using  a  20  kv-a. 
size  or  by  using  a  25  kv-a.  transformer? 

Prob.  69-8.  What  should  be  the  waiw  taken  from  a  line  at 
rated  voltage  and  frequency  by  a  7j-kv-a.  "  Type  S  "  transformer 
(Table  A)  with  its  secondary  circuit  open?  By  what  percentage 
is  this  greater  than  the  real  value  of  core  loss? 

r  a. 

Prob.  60-3.  Calculate  the  magnetizing  and  core-less  compo- 
nents of  exciting  current  for  a  J-kv-a.  and  for  a  50-kv-a.  "  Type  S  " 
transformer  (Table  A). 

Prob.  61-8.  A  station  transformer,  rated  550  kv-a.,  60  cycles, 
10,500  volts  high-tension,  when  operated  at  rated  full-load  non- 
inductive,  yields  the  following  data: 

Efficiency  =  98.31  per  cent. 

Constant  (core)  loss     =    0.88  per  cent  of  input. 

Variable  (copper)  loss  =    0.81  per  cent  of  input. 

A  distributing  transformer  manufactiu^  by  the  same  company, 
and  rated  37^  kv-a.,  60  cycles,  2200  volts  high-tension,  yields  the 
following  data  when  operated  at  rated  full-load  non-inductive. 

Efficiency  =    98.35  %. 

Constant  (iron)  loss    ~  197  watts. 

Variable  (copper)  loss  =  433  watts. 

The  tisual  operating  conditions  of  distributing  transformers  will 
be  met  if  the  all-day  efficiency  is  based  on  5  hours  at  full-load  (non- 
inductive)  and  19  hoius  at  zero  load.  At  zero  load  the  input  is 
equal  to  the  constant  loss  only;  the  output  is  zero  and  variable  loss 
is  negligibly  small. 

Calculate  the  all-day  efficiency  of  each  of  these  transformers  on 
this  basis.  Notice  that  the  full-load  efficiency  of  both  transform- 
ers is  practically  the  same. 

Prob.  68-8.  (a)  Repeat  the  calculations  of  Prob.  61  on  basis 
of  15  hours  at  full-load  and  9  hours  at  zero  load,  each  day.  Com- 
pare results  with  those  of  Prob.  61. 

(6)  Which  operating  condition  is  more  likely  to  be  met  in  the 
station  transformer?  In  the  distributing  transformer?  Which 
gives  best  all-day  efficiency  under  each  condition? 

Prob.  6»-8.  Check  Table  I,  page  159,  against  the  formulas  for 
core  losses  given  in  Art.  38,  on  the  assiunption  that: 

(a)  The  core  loss  is  entirely  due  to  hysteresis. 

(6)  The  core  loss  consists  of  hysteresis  watts  and  eddy-current 
watts  normally  in  the  proportion  4  : 1. 
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(Note  that  if  core  loss  were  entirely  due  to  eddy-currents,  in- 
B         creasing  the  voltage  from  100  per  cent  to  110  per  cent  at  constant 
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frequency  would  increase  Bm  in  the  ratio  ( r-^  I  and  the  eddy- 

*  I  '  ^^'^    1.1* 

^         current  watts  in  the  ratio  --^,  or  1^1.    Compaie  this  with  the 

^         value  1.23  given  in  the  table. 

To  solve  with  regard  to  hysteresis  loss  requires  a  knowledge  of 
logarithms.) 

Prob.  64-3.    Calculate  the  magnetic  force  exerted  upon  the 
winding  on  short-circuit  as  a  percentage  of  the  magnetic  force 
exerted  at  rated  full-load, 
(a)  For  the  transformer  specified  in  Prob.  37. 
I  (&)  For  the  transformer  specified  in  Prob.  42. 

Prob.  61^8.     (a)  How  many  volts  must  be  applied  to  the  high- 
tension  winding  of  the  transformer  of  Prob.  37  with  low-tension 
short-circuited,  to  produce  full-load  current  through  both  windings? 
,  (6)  How  many  volts  must  be  applied  to  the  low-tension  winding 

with  the  high-tension  winding  short-circuited? 

Prob.  66-8.    A  short-circuit  or  impedance  test  is  made  on  a 
transformer  rated  300  kv-a.  34,600/2300  volts,  60  cycles.    It  is 
found  that  1045  volts  must  be  impressed  on  the  high-tension  coil 
^         to  produce  full-load  current  in  the  transformer  and  the  power 
_  ,      supplied  is  2270  watts.    Calculate: 
(a)  Impedance  in  per  cent. 

(6)  Equivalent  resistance  in  ohms  (referred  to  high-tension)  and 
^         in  per  cent. 

(c)  Short-circuit  current  at  rated  voltage,  in  per  cent  of  rated 

*  full-load  current. 

^  (d)  Magnetic  forces  exerted  in  per  cent  of  those  existing  at  rated 

load. 

^  Prob.  67-8.    How  many  henries  of  inductance  having  negli- 

^        gible  resistance  must  be  inserted  in  series  with  the  high-tension 

coil  of  the  transformer  of  Prob.  37  in  order  to  limit  the  current  to 

"^        5  times  rated  full-load  when  a  short-circuit  occurs  on  the  secondary? 

Prob.  68-8.  Calculate  the  regulation  of  the  transformer  of  Prob. 
67,  with  its  current-limiting  reactance,  at  unity  power-factor  and  at 
zero  power-factor.    Compare  with  that  of  the  transformer  alone. 

Prob.  61^8.  Repeat  calculation  of  Prob.  67  for  a  reactance  con- 
nected close  to  the  transformer  on  the  secondary  side. 

Prob.  70-8.    Repeat  Prob.  68  on  the  assumption  of  Prob.  69. 
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Prob.  71-3.  By  the  method  used  ia  Example  7,  calculate  what 
ratio  of  turns  would  be  required  to  deliver  22,000  volts  at  secondary 
terminals  with  110,000  volts  impressed  at  primary  terminals,  with 
full-load,  non-inductive. 

Prob.  72-3.  Using  the  value  of  T  calculated  in  Prob.  71,  and 
the  values  of  IR  and  of  IX  calculated  in  Example  7,  redraw  Fig. 
104  and  calculate  what  value  of  primary  volts  (Oi^p)  must  be  im- 
pressed to  give  22,000  volts  at  secondary  terminals  with  full  load, 
80  per  cent  power-factor. 

Prob.  73-3.  While  the  primary  Une  voltage  is  maintained  con- 
stant at  the  value  calculated  in  Prob.  72  and  the  load  is  reduced  to 
zero,  calculate: 

(a)  The  zero-load  terminal  voltage  of  secondary. 

(6)  The  per  cent  voltage  regulation.  Compare  this  regulation 
with  that  obtained  by  the  A.I.E.E.  formula  in  Example  7. 

Prob.  74-3.  A  transformer,  rated  1500  kv-a.,  33,000/2300  volts, 
60  cycles,  shows  the  following  results  on  test: 

Impedance  volts  =  4.41  per  cent. 

Impedance  watts  =  8200. 

Total  watts  I^R  loss  in  primary  and  secondary  as  calculated  from 
measured  resistances  and  full-load  cmrents,  6570  watts.  Calcu- 
late: 

(a)  Per  cent  PR  loss  at  full-load,  non-inductive. 

(6)  Per  cent  IR  drop  at  full-load. 

(c)  Per  cent  IX  drop  at  full-load. 

{d)  Per  cent  voltage  regulation  for  non-inductive  load,  by 
A.I.E.E.  formula.  Notice  that  there  is  a  considerable  difference 
between  impedance  watts  and  I^R  as  calculated  from  measured 
resistances.    Try  to  explain  possible  reasons  for  this. 

Prob.  75-3.  Compute  the  limiting  values  of  the  constant  Kg 
in  the  equation  for  hysteresis  loss,  for  ordinary  steels  having  Ph  = 
1.0  to  2.0  watts  per  pound,  while  Bm  =  64,500  lines  per  square  inch 
and  the  flux  varies  harmonically  at  60  cycles  per  second. 

Prob.  76-3.  Under  the  same  conditions  as  in  Prob.  75,  com- 
pute the  limiting  values  of  Kh  for  '^silicon  steels '*  containing  from 
3  to  4  per  cent  silicon.    See  data  on  page  145. 

Prob.  77-3.  Compute  the  limiting  values  of  the  constant  Ke 
in  the  equation  for  eddy-cmrent  loss  for  annealed  sheet  steels  con- 
taining no  silicon.    Conditions  as  in  Prob.  75.    Data  on  page  145. 

Prob.  78-3.  Compute  the  limiting  values  of  Kg  for  "silicon 
steels"  containing  from  3  to  4  per  cent  silicon.  Conditions  as  in 
Prob.  75.   Data  on  page  145. 


CHAPTER  IV 
TRANSFORMERS 

OPEBATION  AND   POLYPHASE  CONNECTIONS 

As  the  territory  to  be  served  becomes  extended  and  new 
loads  are  added  to  the  low-tension  distributing  system  fed 
from  the  secondaries  of  transformers,  we  may  install  the 
necessary  additional  transformer  kilovolt-ampere  capacity 
according  to  either  of  two  policies: 

(a)  Furnish  a  separate  and  independent  transformer  for 
each  load  or  convenient  group  of  loads. 

(6)  Connect  the  transformer  secondaries  in  parallel, 
through  a  network  of  secondary  or  low-tension  mains,  to  the 
loads  or  services  which  are  also  in  parallel. 

The  first  policy  tends  to  a  large  number  of  relatively  small 
transformers,  while  in  the  second  system  a  smaller  number  of 
relatively  large  transformers  will  suffice  to  carry  the  same 
loads.  The  latter  has  the  advantage  that  the  cost  per  kv-a. 
of  transformer  capacity  is  less,  and  that  both  the  core  loss 
and  the  copper  loss  per  kv-a.  are  less,  since  the  efficiency  and 
the  economy  of  material  are  better  in  large  transformers  than 
in  small  ones. 

The  practice  of  "banking"  transformers,  or  connecting 
their  secondaries  in  parallel,  has  also  the  advantage  that  the 
total  rated  kv-a.  of  the  transformers  required  may  be  con- 
siderably less  than  would  be  necessary  if  isolated  transformers 
were  used.  Thus,  relatively  small  transformers  connected 
to  a  number  of  small  individual  loads  usually  require  a  trans- 
former capacity  of  approximately  80  per  cent  of  the  connected 
load.    Relatively  large  transformers  connected  to  a  number 

of  small  consumers  usually  require  a  transformer  capacity 
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of  from  30  per  cent  to  50  per  cent  of  the  connected  load. 
This  reduction  of  transformer  capacity  necessary  per  kilo- 
watt of  connected  load  is  due  to  the  ''diversity  factor"  of  the 
individual  loads  connected.  In  general,  the  more  separate 
services  we  connect  together,  the  lower  will  be  the  ratio  of 
the  peak  load  of  the  combination  to  the  total  connected  load 
or  to  the  sum  of  the  peaks  of  the  individual  loads,  on  account 
of  the  decreasing  probability  of  the  peaks  occurring  simul- 
taneously. 

As  offsetting  Ihis  saving  in  first  cost  and  improvement  of 
all-day  efficiency  in  transformers,  due  to  increase  in  the 
number  and  diversity  of  interconnected  loads  and  to  the  use 
of  fewer  and  larger  transformers  thereby  made  possible,  we 
must  consider  the  cost  of  the  extensive  low-tension  distribut- 
ing network  of  mains  required,  and  the  value  of  the  energy 
losses  in  it.  If  the  interconnections  between  transformers  is 
carried  too  far,  or  if  the  average  size  of  district  served  per 
transformer  becomes  too  great,  the  increase  in  the  annual 
fixed  charges  on  the  low-tension  mains  and  the  value  of 
energy  lost  in  them  may  be  greater  than  the  saving  of  trans- 
former costs  and  losses  effected  by  such  interconnections,     i 

Then,  too,  if  the  operating  characteristics  of  banked  trans- 
formers are  not  properly  suited  to  one  another,  cross-currents 
analogous  to  the  S3mchronizing  currents  between  parallel 
alternators  will  flow  between  them.  When  this  occurs  the 
total  kv-a.  of  transformer  rating  must  be  larger  for  the  same 
load  than  would  be  necessary  if  the  system  were  designed  with 
regard  to  the  fundamental  principles  involved. 

A  practical  disadvantage  in  putting  too  many  consumers 
on  one  bank  of  transformers  is  that  the  service  to  all  of  them 
may  be  interrupted  in  case  of  accident  to  one  or  more  of  the 
transformers.  In  such  event  the  entire  load,  being  con- 
nected to  the  remaining  transformers,  overloads  them  and 
causes  their  fuses  to  blow  one  after  another.  Where  trans- 
former secondaries  are  not  paralleled,  the  failure  of  one  could 
not  interrupt  the  service  from  others.    The  maximum  prao- 
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ticable  size  of  distributing  transf onner  may  be  limited  by  the 
strength  of.  pole- or  cross-arm  on  which  it  is  supported  or  the 
size  of  manhole  in  which  it  is  placed,  or  by  the  maximum  rate 
at  which  the  heat  losses  can  be  dissipated  from  the  manhole. 
48.  Proper  Conditions  for  Paralleling  Transformers. 
Stated  briefly,  the  characteristics  and  adjustments  necessary 
to  make  transformers  operate  property  in  parallel  are  as 
follows: 

(1)  The  ratio  of  primary  to  secondary  voltage  should  be 
the  same  for  all  transformers  in  parallel. 

(2)  Secondary  terminals  of  similar  polarity  should  be 
connected  together  or  to  the  same  low-tension  main. 

(3)  The  percentage  of  impedance  shomd  be  approximately 
the  same  for  all  transformers  in  the  same  bank. 

(4)  The  ratio  of  resist£^nce  to  reactance,  or  of  resistance  or 
reactance  to  impedance,  should  be  the  same  for  allJ]of  the 
transformers. 

Consider  the  effects  of  violating  each  one  of  these  require- 
ments separately,  while  the  others  are  satisfied.  For  sim- 
plicity take  only  two  transformers: 

(1)  Voltage  Ratios  Unequal.  If  the  voltage  ratios  are  not 
equal,  the  transformer  having  the  higher  secondary  induced 
voltage  will  force  current  through  the  other  against  its  in- 
duced e.m.f .  in  such  amount  as  will  consume  the  difference 
of  induced  voltage  in  overcoming  the  total  impedance  of  the 
local  circuit  formed  by  the  two  secondaries.  This  current  will 
flow  even  when  no  external  load  is  connected,  and  will  result 
in  increased  losses  and  reduced  capacity  to  carry  useful  load. 

(8)  Wrong  Polarity.  This  may  be  considered  as  a  greatly 
magnified  case  of  (1).  The  resultant  voltage  in  the  local 
circuit  between  the  secondaries  is  equal  to  the  arithmetical 
ttam  rather  than  the  difference  of  the  secondary  induced 
voltages.  As  the  total  impedance  of  this  circuit  is  kept 
relatively  small  by  careful  design  in  order  to  avoid  bad 
voltage  i^ulation,  this  resultant  voltage  causes  a  current  to 
flow  which  is  enormous  relative  to  the  rated  current,  and 
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which  must  bum  out  the  transfonners  if  it  does  not  open  the 
fuses  or  other  devices  provided  to  protect  the  transformers 
against  overload. 

(3)  Unequal  Percentages  of  Impedance.  The  currents 
carried  by  the  transformers,  expressed  as  percentages  of  their 
respective  rated  full-load  currents,  will  be  inversely  propor- 
tional to  their  percentages  of  impedance.  As  the  terminal 
voltages  are  practically  the  same  for  all  transformers  in 
parallel,  the  kv-a.  load  in  individual  transformers,  expressed  as 
percentage  of  their  respective  rated  kv-a.,  will  also  be  inversely 
proportional  to  their  percentages  of  impedance.  Thus,  if 
transformer  A  has  4  per  cent  impedance  and  B  has  2  per  cent 
impedance,  then  when  the  total  load  is  such  that  A  carries  75 
per  cent  of  its  rated  kv-a.  or  rated  current,  transformer  B  must 

at  the  same  time  be  carrying  (o"^— 1  X  75  per  cent] 

150  per  cent  of  its  own  rated  kv-a.  or  rated  current:  in  other 
words,  B  is  operating  at  50  per  cent  overload  when  A  is  at  f 
load,  and  A  is  operating  at  half  load  when  B  is  at  full  load, 
regardless  of  what  the  actual  kv-a.  value  of  these  rated  loads 
may  be. 

(4)  Unequal  Ratios  of  Reactance  to  Resistance.  If  the  ratio 
of  (equivalent)  resistance  to  (equivalent)  reactance,  or  the 
ratios  of  resistance  or  reactance  to  impedance,  are  not 
equal  for  all  the  transformers  whose  secondaries  are  inter- 
connected in  parallel,  the  result  will  be  that  the  total  kv-a. 
of  transformer  capacity  required  will  be  greater  than  the 
total  kv-a.  of  load  served  from  the  network.  This  is  because 
the  currents  and  the  kv-a.  in  the  different  transformers  will 
not  be  in  phase  with  one  another  or  with  the  total  load,  and 
the  power-factors  of  the  individual  transformers  will  not  be 
equal  to  one  another  or  to  the  resultant  poweir-factor  of  the 
load.  U  the  transformers  are  very  poorly  selected,  the 
resulting  loss  of  load  capacity  and  increase  of  energy  losses 
in  transformers  and  in  connecting  mains  may  become  a  very 
serious  matter. 
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49.  Polarity  of  Transformers.  The  Standardization 
Rules  of  the  American  Institute  of  Electrical  Engineers 
specify  a  definite  system  for  marking  the  relative  polarity  of 
all  terminals  of  transformers,  in  order  to  minimize  the  changes 
of  making  improper  connections  between  various  transform- 
ers or  between  the  various  coils  of  any  one  transformer.  The 
two  ends  of  each  high-tension  coil  are  to  be  marked  A  and  B, 
respectively,  and  the  two  ends  of  each  low-tension  coil  are 
to  be  marked  X  and  Y,  respectively,  in  such  manner  that  the 
alternating  e.m.f.  in  the  direction  from  A  towards  B  reaches 
its  cyclic  maximum  value  at  the  same  instant  the  e.m.f.  from 
X  towards  Y  reaches  its  cyclic  maximum  value.  If  the 
transformer  has  two  high-tension  coils,  the  terminals  of  the 
second  one  are  to  be  marked  Ai  and  Bi,  these  marks  having 
the  same  relative  significance  as  A  and  B.  Similarly,  a  trans- 
former may  have  two  low-tension  coils,  XY  and  XiYi. 
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FiQ.  105.  Transformer  Ti,  having  two  coils  in  both  the  high-tension  and 
the  low-tension  side,  is  connected  in  parallel  with  transformer  Tt 
which  has  but  dbe  high-tension  coil  and  one  low-tension  coil.  Note 
that  the  ends  marked  A  are  all  joined  to  the  same  high-tension  line 
wire  and  the  ends  marked  X  are  all  joined  to  the  same  low-tension 
line  wire. 

To  connect  transformers  thus  marked  in  parallel,  it  is  only 
necessary  to  connect  similarly  marked  terminals  together  to 
the  same  main.  Thus,  in  a  distributing  transformer  having 
two  high-tension  coUs  and  two  low-tension  coils,  parallel 
connections  would  be  made  as  in  Ti,  Fig.  105.    In  this 
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figure,  7^1  is  shown  connected  in  parallel  with  another  trans- 
former, Ti,  which  has  only  one  high-tension  and  one  low- 
tension  coil. 

60.  Determination  of  Polarity  in  Transformers.  Sup- 
pose we  are  given  a  transformer  like  Ti,  Fig.  105,  whose 
terminals  have  not  been  marked.  The  data  given  on  the 
rating  plate  are  as  follows: 

Kv-a.  =  5.0,  or  Watts  =  5000. 

Volts  =  2200/220  -  110. 

Frequency  =  60  cycles  per  second. 

There  are  four  low-tension  leads  of  heavy  wire  protruding 
from  the  transformer  case,  and,  although  there  are  only  two 
high-tension  leads  of  light  wire  protruding,  there  are  four 
coil-terminals  inside  which  must  be  connected  in  a  certain 
manner  to  the  two  high-tension  leads  by  means  of  brass  or 
copper  links  on  a  porcelain  terminal  block  within  the  trans- 
former-case. 

According  to  the  rating  plate,  the  e.m.f.  impressed  upon 
the  high-tension  primary  circuit  at  60  cycles  should  not 
exceed  2200  volts  effective,  and  at  this  value  each  of  the 
secondary  coils  will  have  110  volts  induced  in  it,  giving  220 
volts  between  low-tension  terminals  if  the  secondary  coils 
are  connected  in  series,  or  110  volts  if  they  are  connected  in 
parallel. 

Label  either  terminal  of  the  high-tension  winding  A  and  the 
other  Bi  (Fig.  106).  Connect  these  primary  terminals  to  low- 
tension  mains  (say,  220  volts  alternating)  or  to  the  low-tension 
secondary  of  another  transformer.  Then,  by  connecting 
various  paired  combinations  of  the  four  secondary  terminals 
to  a  suitable  voltmeter  or  testing  lamp,  or  even  to  pieces  of 
small  fuse-wire,  determine  which  are  the  two  terminals  of  each 
low-tension  coil  Si  and  &.  Connect  an  end  of  one  of  these 
coils  (Si)  to  the  Bi  end  of  the  primary,  as  in  Fig.  106.  If  then 
the  e.m.f.  from  A  to  the  remaining  end  of  5s  is  greater  than 
the  e.m.f .  from  A  to  J3i,  we  know  that  it  must  be  the  X  end  of 
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iSi  which  is  connected  to  Bi,  and  the  other  end  is  F,  as  marked 
ill  Fig.  106.  The  e.m.f.'s  in  all  coils  are  in  time-phase  with 
one  another,  being  in  quadrature  with  the  core  flux  common 
to  all  coils.  The  voltmeter  shows  in  Fig.  106  that  Sj  is  in 
additive  series  with  the  primary  ABi,  indicating  that  the 

joined  terminals  are  of  ^ 

opposite  polarity  at  all 
instants. 

The  polarity  of  8i 
may  be  determined  in 
similar  manner.  As  a 
check,  we  may  connect 
the  Zi  of  Si  to  the  X 
of  &.  There  should  be 
zero  resultant  voltage, 
and  a  piece  of  small 
fuse  wire  connected  be- 
tween Y  and  Yi  should 
riot  blow.  Or,  if  we 
connect  the  Y  of  S2  to 
the  Xi  of  Si,  we  should  find  that  the  e.m.f .  across  the  series 
is  equal  to  the  arithmetical  sum  of  the  e.m.f.'s  across  Si 
and  St. 

Prob.  1-4.  Each  of  the  two  low-tension  coils  XY  and  XiYi  in 
a  5-kv-a.  60-cycle  distributing  transformer  has  xV  ^  many  turns  as 
each  of  the  high-tension  coils  AB  and  AiBi,  The  maximum  per- 
missible core  flux  generates  110  volts  in  each  low-tension  coil.  If 
we  connect  B  to  Ai,  and  Y  to  Xi,  what  ia  the  greatest  line  pressure 
(effective  volts)  which  may  be  applied  between  A  and  Bi,  and  what 
voltage  would  be  obtained  across  ZFi? 

Prob.  2-4.  In  the  transformer  of  Prob.  1,  if  we  connected  B  to 
Bi  and  then  connected  A  and  Ai  to  the  same  high-tension  mains, 
without  altering  the  low-tension  connections,  what  would  be  the 
result? 

Prob.  8-4.  If  we  connect  A  and  Ai  to  one  of  the  same  high- 
tension  line  wires,  and  Band  Bi  to  the  other,  and  leave  the  low-tension 
coils  connected  together  as  in  Prob.  1,  what  will  be  the  voltage  be- 


il^olto 


Fig.  106.  The  test  for  detornuning  the 
polarity  of  a  transformer.  Terminals  A 
and  Bi  are  marked  arbitrarily.  The 
higher  voltmeter  reading  between  the 
terminals  A  and  Y  indicates  that  coil  St 
is  joined  in  additive  series  to  the  high- 
tension  coib.  Thus  the  positive  direc- 
tion through  Si  must  be  from  X  to  Y, 
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tween  low-tension  tennmals  of  the  transformer?  How  will  the 
values  of  total  flux,  Bmaxy  and  magnetizing  current  compare  with 
the  corresponding  values  for  Prob.  1? 

Prob.  i-4.  Draw  sketch  of  connections  for  the  transformer  of 
Prob.  1,  with  high-tension  coils  in  series  and  low-tension  coils  de- 
livering power  to  a  three-wire  110-220- volt  system  of  secondary- 
mains.    Label  clearly  aU  coH  terminals  with  proper  letters. 

Prob.  &-4.  In  the  transformer  of  Prob.  1,  connect  X  to  Ki, 
then  connect  Y  and  X\  to  110-volt  mains.  If  we  leave  the  high- 
tension  coils  connected  as  in  Prob.  1,  what  will  be  the  pressure  be- 
tween secondary  mains  ABJ 

Prob.  6--4.  With  the  high-tension  coils  connected  together  as 
in  Prob.  1  and  to  the  same  line,  the  secondary  coils  are  to  be  paral- 
leled. Show  the  connections  and  calculate  voltage  between  sec- 
ondary mains. 

61.  Effect  of  Unequal  Voltage  Ratios  in  Parallel  Trans- 

fonners.    The    two    transformers    shown    connected    in 

parallel  in  Fig.  107  have  unequal  ratios  of  turns,  X2F2  having 

-J : : m the  lower  voltage  induced 

J  Hiffh-teiulon  line  J  •  i  •!  t^* 

C  T  C 1 —   m  secondary  coils.  Fig. 

108  is  a  simplified  dia- 
gram of  secondary  con- 
nections only,  and  Fig. 

109  illustrates  vectorially 
the  relations  of  phase  and 

Fig.  107.    The  two  transformers  having  value  between  the  e.m.f.'s 
unequal  voltage  ratios  are  connected  ^^^^  currents  in  the  closed 

^'P^^^-  secondary    network 

formed  by  the  coils  XiYy  and  XtY^  with  their  connecting 
mains  m  and  n.  The  equivalent  resistance  and  reactance 
reduced  to  basis  of  low-tension  side  are  n  and  Xi,  respectively, 
for  transformer  No.  1,  and  rs,  x^y  respectively,  for  transformer 
No.  2.  The  secondary  mains  m,  n  are  assumed  to  have 
negligibly  small  impedance,  for  simplicity. 

In  Fig.  109,  vector  Ei  represents  the  e.m.f .  from  Xi  toward 
Fi,  and  E^  represents  the  smaller  e.m.f.  from  X%  toward  F2. 
The  vector  E'^  (or  Et  reversed)  represents  the  e.m.f.  from  Y% 


Low-teDsion  line 
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to  Xi,  in  the  same  direction  as  £i  in  coil  XiYi,  through  the 
series  circuit  formed  by  the  two  secondary  "* 
coils  with  the  mains  m,n,  or  in  the  direc-  n 
tion  indicated  by  the  dotted  arrow  in  Fig.   *» 
108.    Adding  Ei  to  Ei  vectorially  as  in   *'^S  |^ 
Fig.  109,  we  obtain  the  resultant  e.m.f.  _  ' 
Er  acting  in  the  circuit  of  secondary 
coils,  in  the  direction  of  the  larger  e.m.f. 
El  from  Xi  to  Fi,  and  from  Y2  to  X2. 
This  resultant  e.m.f.  Er  produces  a  cur- 
rent /  through  both  coils,  whose  value 
is  given  by  the  equation : 

7  =s  ^^ 


Total  equivalent  impedance 
El  ©  E2  El  Q  E2 


Fig.  108.  A  simple 
diagram  to  represent 
the  properties  of  the 
two  transformers  con- 
nected in  parallel  as 
in  Fig.  107.  The 
dotted  arrow  repre- 
sents the  positive  di- 
rection of  the  e.m.f. 
of  transformer  XjF, 
with  respect  to  the 
circuit  formed  by  the 
coils  XiFi,  XiYty  and 
mains  m  and  n. 


Zi@Zi      V(ri  +  rj)*  +  {xi  +  x^y 

The  lengths  of  vectors  Ei  and  E2  are 
obtained  by  dividing  the  voltage  E  of  the  high-tension  line 
by  the  respective  ratios  of  high-tension  to  low-tension  turns 


e; 


Fig.  109.  The  vector  diagram  for  the  current  and  e.m.f.'s  in  Fig.  107 
and  108.  The  full  lines  represent  phase  relations  with  respect  to 
positive  directions  in  both  coils  toward  the  same  main.  The  dotted 
lines  refer  to  positive  directions  which  are  the  same  within  the  circuit 
fonned  by  the  coils  and  the  mains  m  and  n. 
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for  the  two  transformers.  If  we  assume  negligible  impedance 
drop  in  the  high-tension  line  between  transformers,  E  is 
identical  in  value  and  in  phase  for  both  of  them;  therefore 
El  and  Et  are  in  phase  with  each  other,  and  their  vector 
difference  has  the  same  value  as  their  arithmetical  difference. 
The  current  /  lags  behind  Er  by  an  angle  B  such  that 

n  +  rt 

The  equivalent  low-tension  resistances  and  reactances  for  the 
two  transformers  are  n  and  Xi,  r^  and  x^,  respectively.  As  Er 
is  in  phase  with  Ei  (the  greater  e.m.f.),  the  current  /i  in  coil 
X\Yi  will  lag  ^  behind  Ei,  This  same  current,  represented 
by  the  dotted  vector  7i  in  Fig.  109,  flows  through  XtY^  in  the 
direction  indicated  by  the  dotted  arrow  in  Fig.  108,  which  is 
the  direction  of  the  resultant  e.m.f .  Er  in  the  series  circuit 
of  secondaries.  Thus,  if  the  vector  Ji  represents  the  current 
in  transformer  No.  2  with  respect  to  a  positive  direction 
from  Fi  toward  Xt,  it  follows  that  the  vector  It  (directly 
opposite  to  /a)  represents  the  same  current  but  with  respect 
to  a  positive  direction  from  X^  to  ¥%,  or  with  respect  to  the 
induced  e.m.f .  Et  in  the  secondary  of  transformer  No.  2. 

Notice  from  Fig.  109  that  the  current  produced  by  in- 
equality of  voltage  ratios  in  the  transformers  lags  behind  the 
higher  secondary  e.m.f.  by  B  degrees  and  leads  the  lower 
secondary  e.m.f.  by  (180  —  B)  degrees.  As  B  must  be  less 
than  90  degrees,  it  follows  that  the  secondary  of  transformer 
No.  1  (having  the  higher  secondary  induced  e.m.f.,  corre- 
sponding to  the  lower  ratio  of  high-tension  turns  to  low- 
tension  turns)  gives  out  power  (cos  B  being  of  positive  sign), 
and  that  the  other  secondary  XtYt  takes  in  power.    Thus: 


,V(r,  +  r,)*  +  (xi +  *»)*, 
\V(r,  +  r,)*  +  (x,  +  xt)*l 
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WJ     Win  +  ny  +  0 


(ri  +  rj)*  +  {xi  +  xa)^ 

>^/ n  +  r2 \ 

\V(ri  +  r,)*  +  (xi  +  X2)V 

in  which  ai  and  02  represent  the  ratios  of  high-tension  turns 
to  low-tension  turns  in  transformers  No.  1  and  No.  2,  re- 
spectively. Pi  and  P%  when  positive  represent  power  given 
out  by  secondary  induced  e.m.f.,  the  negative  sign  signifying 
power  received  thereby. 

The  total  amount  of  power  consumed  in  heating  the  copper 
in  the  transformers  or  in  overcoming  their  resistance  would 
be  as  follows: 

In  transformer  No.  1, 

^'      (n  +  r^y  +  (xi  +  xtY      aXci  [(n  +  r^Y  +  (xi  +  x^y\ 

In  transformer  No.  2, 
(E      EV 
""'  U  ^  (h)  Eht  (a,  -  aiY 


'^'     in  +  ny  +  (xi  +  x,y     aid  [(n  +  r,y  +  (xi  +  x,y] 

Thus,  transformer  No.  1,  having  the  lower  transformer 
ratio  ai  or  higher  secondary  induced  voltage,  takes  Pi  watts 
from  the*  high-tension  line,  consumes  Tfri  watts  in  heating 
its  conductors,  and  gives  (Pi  —  TJri)  watts  out  from  its 
terminals  and  into  the  low-tension  terminals  of  transformer 
No.  2.  The  latter  consimies  lir^  watts  in  heating  its  own 
conductors,  and  the  remainder  (Pi  —  TJri  —  TJra)  or  —  P2 
watts  is  returned  to  the  high-tension  line  from  the  coil  Aaft, 
after  having  circulated  through  the  two  transformers.  We 
should  find,  as  a  check  on  the  accuracy  of  our  work,  that 
(Pi  +  Pj),  the  algebraic  sum  of  power  taken  from  the  high- 
tension  line  by  the  coils  Ai^i  and  Asft,  is  exactly  equal  to 
(/Jti  +  Iiri)i  the  total  power  consumed  in  overcoming  the 
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copper  losses  of  the  two  transformers.  The  iron  losses  are 
not  considered,  as  they  are  supplied  by  the  exciting  current 
which  flows  in  each  high-tension  coil  in  addition  to  the  cur- 
rents which  we  have  been  considering. 

A  further  useful  application  of  our  vectors,  as  in  Fig,  110, 
gives  us  the  secondary  terminal  voltage  Et  l)etween  the  mains 


— — "  h    "^  ^ 


-  ^ 


Fig.  110.  Terminal  voltage  of  the  unloaded  transformers  having  un- 
equal voltage  ratios.  The  vector  OEt  represents  the  terminal  voltage 
of  hoth  transformers,  and  must  equal  Et  ®  xJx  ®  rsA  and  J^i  ®  xJx 
©  ri/i.  The  vector  0E\  would  represent  the  terminal  voltage  if 
No.  1  possessed  the  combined  reactance  of  the  two  transformers  and 
no  resistance,  while  E*l  is  the  terminal  voltage  if  No.  1  possessed  all 
the  resistance  of  the  two  transformers,  and  no  reactance.  * 

m,  n  of  Fig.  107  and  108.  Here  the  vectors  Bi,  JE?2,  /i,  Uy 
E't  and  li  have  the  same  significance  as  in  Fig.  109,'  although 
the  difference  between  Ei  and  E2  has  been  magnified  in  order 
to  make  the  diagram  clearer.  Starting  at  the  end  of  vector 
El  we  lay  off  Eia  of  length  proportional  to  xJi  volts,  lagging 
behind  the  vector  /i  by  90  degrees,  and  representing  the 
counter  e.m.f.  due  to  total  equivalent  leakage  reactance  in 
transformer  No.  1.  Then  from  a  we  lay  out  vector  oEt  of 
length  proportional  to  the  total  equivalent  resistance  re- 
action, in  volts,  of  transformer  No.  1,  and  opposite  in  phase 
to  /i.  This  locates  the  end  of  the  vector  OEt,  which  repre- 
sents terminal  e.m.f.  of  transformer  No.  1.    Next,  starting 
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from  Ei  lay  out  EJ>  of  length  proportional  to  Xs/2  and  lagging 
90  degrees  behind  U,  representing  the  reacting  e.m.f.  in 
transformer  No.  2  due  to  its  leakage  reactance.  Then  from 
b  lay  out  bEt  of  length  proportional  to  rjt  and  opposite  in 
phase  to  It,  representing  the  reacting  e.m.f.  in  transformer 
No.  2  due  to  its  equivalent  resistance.  As  the  terminal 
e.m.f .  in  the  transformer  is  the  resultant  or  vector  sum  of  the 
total  induced  e.m.f.  and  the  reacting  e.m.f.'s  due  to  current; 
it  follows  that  OEt  is  the  terminal  e.m.f.  of  transformer 
No.  2.  As  the  impedance  of  the  secondary  mains  m,  n 
between  XiYi  and  X^Y^  has  been  assumed  negligible,  the 
current  Ji  or  7?  will  automatically  adjust  itself  in  value  and 
phase  so  that  the  terminal  e.m.f.  of  X\Yi  is  equal  to  that  of 
^2^2,  as  indicated  by  coincidence  of  vectors  OEt  in  Fig.  110. 

If  we  consider  the  total  resistance  (n  +  r%)  and  the  total 
reactance  (xi  +  X2)  in  the  local  circuit  of  secondaries  to  be 
fixed  while  the  distribution  of  either  quantity  between  the 
transformers  is  varied,  we  find  that  the  terminal  e.m.f. 
between  secondary  mains  m,  n  may  vary  in  value  and  phase 
aU  the  way  between  OEl  and  OEt'  in  Fig.  110.  The  former 
{OEt)  represents  the  e.m.f.  between  the  secondary  mains  when 
transformer  No.  1  has  all  of  the  reactance  and  no  resistance  — 
a  hypothetical  limiting  condition;  while  OEt'  is  the  corre- 
sponding e.m.f.  when  transformer  No.  1  has  aU  of  the  resist- 
ance and  no  reactance.  The  point  Et  may,  in  fact,  come 
anywhere  within  the  rectangle  EiEi'E^Ei,  whose  diagonal 
is  the  resultant  e.m.f.  {Ei  —  £2),  one  side  parallel  to  /  and 
equal  to  {n  +  r^I,  and  other  side  perpendicular  to  I  and 
equal  to  (xi  +  xt)I,  The  value  of  /  and  its  phase  angle 
{ff^)  with  respect  to  Ei  or  E^  or  {E\  —  Et)  are  fixed  by  the 
values  of  (ri  +  ^2)  and  of  (xi  +  X2),  as  previously  demon- 
strated. 

It  is  instructive  to  consider  the  effect  of  unequal  voltage 
ratios  in  parallel  transformers  upon  the  distribution  of  load 
between  them  when  an  external  circuit  is  completed  between 
secondary  mains.    In  Fig.  Ill,  the  vectors  Ei,  Et,  Ii  and  /| 
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are  exactly  the  same  as  in  Fig.  110.  Now  suppose  that  there 
is  connected  between  the  secondary  mains  an  external  circuit 
of  such  resistance  and  reactance  that,  if  the  voltage  ratios  of 
the  transformers  were  equal,  it  would  draw  li  amperes  at 
power-factor  cos  ai,  from  the  secondary  of  transformer  No.  1, 
and  r£  amperes  at  power-factor  cos  aa  from  the  secondary 


I.V-. 


li- 


ra 

Fia.  111.  Current  in  the  transformers  having  unequal  voltage  ratios, 
when  loaded.  The  vectors  Ei,  Et,  h  and  h  are  the  same  a^*  in  Fig.  1 10. 
No.  1  is  now  delivering  a  load  current  /£  and  No.  2  a  load  current  /l- 
These  combine  to  produce  a  total  load  current  of  /^  The  total  cur- 
rent J^in  No.  1  equals  /£  (the  load  current)  vectoriaUy  added  to  h  the 
local  current.  Total  current  /js  in  No.  2  equals  Vi  added  vectorially 
to  the  local  current  Jj.    7s  ©  /s  =  II  just  as  7/®  Vi   =•  II. 

of  transformer  No.  2.  The  total  load  current  II  (resultant  of 
vectors  I'l  and  II)  is  taken  from  the  secondary  mains  at 
pressure  Et  volts  and  power-factor  cos  a. 

If  now  we  add  (vectorially,  or  by  parallelogram  construc- 
tions as  shown)  the  local  current  /i  in  transformer  No.  1  to 
the  load  current  Vt  in  the  same  transformer,  we  get  7^,  the 
total  secondary  current  in  this  transformer.  If  then  we  add 
vectorially  the  local  current  in  transformer  No.  2,  represented 
by  vector  7s,  to  the  load  current  I^  in  the  same  transformer, 
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the  resultant  is  the  total  current  I'd  in  the  secondary  of  this 
transformer.  The  effect  of  the  circulating  current  /i  or  It 
due  to  unequal  voltage  ratios  is,  therefore,  to  alter  the  total 
current  in  transformer  No.  1  from  H  to  Ikj  and  to  alter  the 
total  current  in  transformer  No.  2  from  IZ  to  I'd*  As  a 
check,  we  may  combine  1 3  with  la,  and  we  should  find  the 
resultant  to  be  exactly  coincident  with  II,  as  the  external 
circuit  and  total  current  remain  unchanged. 

Note :  All  problems  in  this  gn>up  aro  to  be  worked  on  the  assumption 
that  there  is  no  loid  connected  to  the  secondary  mains. 

Prob.  7-4.  One  transformer  having  a  ratio  of  10 : 1  with  equiv- 
alent resistance  1  per  cent  and  impedance  2  per  cent  is  paralleled 
with  another  having  ratio  9.6: 1  with  resistance  1.5  per  cent  and 
impedance  5.0  per  cent.  Each  transformer  is  rated  25  kv-a. 
60  cycles,  and  for  6600  volts  on  high-tension  side.    Calculate: 

(a)  Secondary  open-circuit  voltage  of  each  transformer. 

(b)  Equivalent  low-tension  resistance  and  reactance  of  each 
transformer,  in  ohms. 

(c)  Current  flowing  in  secondaries  when  connected  through 
mains  of  negligible  impedance,  expressed  in  amperes  and  in  per  cent 
of  rated  current  of  each  transformer. 

Prob.  ^-4.  Calculate  PR  loss  in  each  transformer  of  Prob.  7, 
in  kilowatts  and  in  per  cent  of  its  PR  loss  at  rated  full  load. 

Prob.  9-4.  Calculate  kilowatts  taken  by  each  transformer  of 
Prob.  7  from  the  high-tension  line,  neglecting  core  losses.  There  is 
no  load  connected  to  the  secondary  mains.  Find  whether  the  alge- 
braic sum  of  these  two  amounts  is  equal  to  the  sum  of  PR  losses  in 
Prob.  8.    If  not,  explain  why. 

Prob.  10-4.  Calculate  the  voltage  between  terminals  of  sec- 
ondaries in  Prob.  7,  and  also  the  power-factor  of  the  current  which 
is  being  pumped  from  the  secondary  of  the  9.6 : 1  transformer  into 
the  secondary  of  the  10 : 1  transformer. 

Prob.  11-4.  Prove  algebraically  from  the  equations  in  the  pre- 
ceding article  that,  in  general, 

Pi  +  Pt  =  Ih'i  +  Ilrt. 

Prob.  18-4.  Perform  the  calculations  of  Prob.  7  and  8  on  the 
assumption  that  the  10:1  transformer  has  1.5  per  cent  resistance 
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and  5.0  per  cent  impedance  while  the  9.6 : 1  transformer  has  1  per 
cent  resistance  and  2  per  cent  impedance. 

Prob.  18-4.  Perform  the  calculations  of  Prob.  9  and  10  on  the 
assumption  stated  in  Prob.  12. 

62.  Effect  of  Unequal  Percentages  of  Impedance  in 
Parallel  Transformers.  For  simplicity,  let  us  continue  to 
assume  that  the  impedances  are  negligible  in  those  portions 
of  the  high-tension  and  of  the  low-tension  mains  connecting 
the  transformers.  It  follows,  then,  that  the  terminal  voltage 
is  the  same  for  all  high-tension  coils,  and  also  that  all  low-ten- 
sion coils  have  the  same  terminal  voltage.  This  means  that 
the  total  internal  drop  due  to  equivalent  impedance  must  be 
the  same  for  all  of  the  parallel  transformers  —  that  is,  equal 


•If 


FiQ.  112.  Although  the  impedance  Zi  of  No.  1  is  not  equal  to  the 
impedance  Zt  of  No.  2,  the  currents  in  the  two  transformers  in  paralld 
will  always  adjust  themselves  so  that  the  impedance  drop  Zih  of  No.  1 
is  equal  to  and  in  phase  with  the  impedance  drop  Zfit  of  No.  2»  The 
terminal  voltage  of  each  then  is  OEs  =  j&o  ©  zih  =  i&o  0  Zih* 

in  value  and  coincident  in  phase.  In  other  words,  the  vectors 
OS,  OEp  and  SEp  of  Fig.  104  (Chap.  Ill)  are  identically  the 
same  in  value  and  in  phase  relations  for  all  transformers  in 
parallel. 

Thus,  in  Fig.  112,  OEoy  common  to  all  the  transformers  in 
parallel,  is  equal  to  the  high-tension  line  e.m.f .  divided  by  the 


■/ 
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ratio  of  high-tension  turns  to  low-tension  turns,  or  it  is  the 
e.m.f .  that  would  be  induced  in  secondary  if  all  of  the  equiva- 
lent resistance  and  reactance  were  concentrated  in  the 
secondary,  there  being  then  no  reactions  in  the  primary. 
OEs  is  the  terminal  e.m.f.  of  secondary,  identical  for  all  of 
the  transformers  in  parallel.  Transformer  No.  1  is  deliver- 
ing to  the  load  Ii  amperes  from  its  secondary,  lagging,  with 
power-factor  of  cos  ai.  EsCi  =  rji  is  the  e.m.f.  consumed  in 
overcoming  the  reaction  due  to  equivalent  resistance,  while 
CiEo  =  xi/i  is  the  e.m.f .  consumed  in  overcoming  the  reaction 
due  to  equivalent  reactance  in  transformer  No.  1.     Of  course, 

1 1  is  the  current  in  the  secondary  coil  of  transformer  No.  1, 
and  n  and  Xi  are  the  equivalent  resistance  and  reactance, 
respectively,  of  this  transformer  reduced  to  terms  of  second- 
ary. The  vector  sum  (OEg  ©  rJi  ®  xJi)  is  equal  to  OEq, 
the  total  induced  voltage  in  secondary;  and  zJi  is  the  total 
equivalent  impedance  drop,  in  secondary  volts. 

Now  consider  the  other  transformer  No.  2,  which  is  operat- 
ing in  parallel  with  No.  1.  Having  identical  vectors  OEs  and 
OEo,  as  in  Fig.  112,  it  must  also  have  identical  impedance 
drop  EsEo.  Given  the  values  of  equivalent  resistance  r2  and 
of  equivalent  reactance  x,  for  this  transformer,  the  current 

1 2  in  its  secondary  coils  must  automatically  adjust  itself  to 
such  value  and  such  phase  relations  that  the  vector  sum  of 
rJi  parallel  to  hj  and  Xs/s  perpendicular  to  Zs,  will  be  equal 
to  the  vector  ZiU  =  zJi  =  EoQ  Es  =  EsEq.  In  fact,  h  will 
keep  changing  and  we  shall  not  have  equilibrium,  until  this 
relation  is  attained.  Transformer  No.  2  will  then  be  deliver- 
ing to  the  load  I2  secondary  amperes 


\  ^2 


EsCi  volts  _  C2E0  volts\ 
ohms         X2  ohms  / 


at  power-factor  cos  a2,  while  transformer  No.  1  is  delivering 

,  J  •    /     EsCi  volts      CiEo  voltsN    ^ 

ii  secondary  amperes  (  =         , = r )  at  power- 

\      n  ohms         xi  ohms  /      ^ 

factor  cos  ai. 


\ 
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Notice  from  Fig.  112  that  the  secondary  currents  (expressed 
in  amperes)  in  the  transformers  must  be  in  the  inverse  ratio 
of  the  impedances  (expressed  in  ohms).  That  is,  since  zJi 
volts  »  zJt  volts,  it  must  follow  that 

It  amperes      Zi  ohms   ^ 

■  —  -        ■ -      ■    »   ^s   *  ■  ■  ■ ■  ■  —  • 

/i  amperes      zt  ohms    c 

From  this  relation  it  is  easy  to  show  that,  if  transformer  No.  1 
has  4  per  cent  impedance  and  transformer  No.  2  has  2  per 
cent  impedance,  then  transformer  No.  1  cannot  be  operated 
at  more  than  half  of  its  rated  load  without  overloading 
transformer  No.  2,  and  No.  2  will  carry  100  per  cent  over- 
load when  No.  1  is  just  loaded  to  its  full  rated  kilovolt- 
amperes.  When  No.  1  carries  its  rated  full-load  kv-a.  or  cur- 
rent, the  impedance  drop  in  it  is  4  per  cent  of  line  voltage; 
when  No.  2  carries  its  rated  kv-a.  or  current,  the  impedance 
drop  in  it  is  only  2  per  cent  of  the  same  line  voltage.  But  the 
impedance  drop  in  volts  must  be  the  same  for  both  transform- 
ers, hence  No.  1  will  carry  only  half  as  large  a  fraction  of  its 
rating  as  No.  2  will  carry  simultaneously,  regardless  of  what 
the  rating  may  be  or  of  what  actual  currents  or  what  kilo  volt- 
amperes  the  transformers  carry. 

Example  1.  Transformers  A,  B,  C,  having  characteristics  as 
tabulated  below,  are  operated  in  parallel.    Determine: 

(a)  Which  transformer  wiU  reach  its  full-load  first,  as  the  total 
load  18  increased? 

(6)  What  will  be  the  load  on  each  of  the  other  transformers,  in 
kv-a.  and  in  percentage  of  its  respective  rated  capacity,  when  the 
transformer  of  part  (a)  is  operating  at  its  full  rated  capacity? 


Tnne- 

former 

num- 

bw. 

High- 
ten- 
flion 
volta. 

Low- 

ten- 

Bion 

volta. 

Fre- 
quency. 

Imped- 
ance 

volta  in 

per 

cent. 

Imped- 
ance 
watts. 

Total 

I*R  cal- 

culated 

fromre- 

aist- 

anoee. 

Rated 
kv-a. 

/  Rated  kv-a.  \ 
Vlmpedanoe  %) 

A 
B 
C 

6600 
6600 
6600 

2300 
2300 
2300 

60 
60 
60 

2.20 
2.45 
4.14 

2700 
3095 
5670 

20S0 
2860 
4250 

500 
500 
750 

227.2 
204.0 
181.0 

the  actual  kv-a.  which  C  carries  will  be 
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(c)  When  transformer  C  having  the  highest  percentage  of  im- 
pedance reaches  its  full-load,  what  will  be  the  load  on  B  and  A, 
respectively,  in  kv-a.  and  in  per  cent  of  their  rated  capacities? 

(a)  We  have  aheady  explained  that  the  transformer  having 
lowest  percentage  of  impedance  (in  this  case,  A)  will  be  first  to  reach 
its  rated  full  load  as  the  total  load  is  increased.  We  have  also  seen 
that  the  transformer  having  highest  percentage  of  impedance  (in  this 
case,  (7)  will  be  the  last  to  attain  its  rated  full  load. 

(6)  It  should  be  evident  from  the  preceding  explanations  that  the 
actual  loads,  in  amperes  or  In  kv-a.,  on  each  of  several  transformers 
in  parallel  will  be  inversely  proportional  to  the  percentages  of  im- 
pedance and  directly  proportional  to  the  rated  values  of  kv-a.  or  of 

currents.    Thus,  in  the  above  example,  C  will  carry  (7-77)  tinaes  its 

own  rated  kv-a.  when  A  is  carrying  just  its  rated  kv-a.;  but  inas- 

(750\ 
-— :  1  times  that  of  A,  it  follows  that 

as  that  which  A  carries,  whatever  may  be  the  nimierical  values  of 
these  loads.    Thus 

Kv-a.  in  C  _  %  impedance  of  A      Rated  kv-a.  of  C 
Ev-a.  in  A      %  impedance  of  C     Rated  kv-a.  of  A ' 

Rated  kv-a.  of  C 
Kv-a.  in  (7      %  impedajice  of  C  _   Kg 
Kv-a.  in  A       Rated  kv-a.  of  A  ^  K^ ' 

%  impedance  of  A 

where  /T  is  a  facto^  obtained  for  each  transformer  by  dividing  its 
rated  kv-a.  by  its  percentage  of  impedance. 

Having  calculated  the  values  of  K  for  the  transformers  in  this 
example  as  shown  in  the  last  column  of  the  table,  we  may  state  the 
following  proportionality:  kv-a.  of  A  :  kv-a.  of  B  :  kv-a.  of  C  :: 
227.2  :  204.0  :  181.0,  or  that  I  a  '  h  :  Ic  =  227.2  :  204.0  :  181.0. 

Thus,  at  any  and  all  loads,  C  will  deliver  (^5=^)  times  as  many 

(204.0\ 
'  I  times  as  many  amperes  as 

A,    Therefore,  when  A  is  delivering  its  rated  full  load  of  500  kv-a. 

(500000  \ 

20QQ    -  217  j  amperes  low-tension,   C  will  be  delivering 
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(181  \  /  204  \ 

— ^X217j  or  173  amperes,  and  B  will  be  delivering  (0070^^^^) 

(173  \ 

750  000  -  2300/  ^^  ^'^ 

(195  \ 
—  J 

/  2.20 

or  89.8  per  cent  of  the  rated  capacity  of  B,    (Check:  -—rr  =53.1 

220  \ 

per  cent  for  C,  and  r-rr  =  89.8  per  cent  for  B.  J 

^.45  / 

(c)  When  C  reaches  its  rated  full  load,  or  326  amperes  low-tension, 

5  will  be  delivering  (^  X  326  =  367.4^  amperes  or  (^  =  169^ 

/227.2 
per  cent  of  its  rated  capacity;  while  A  will  be  delivering  ( 

X  326=  409  j  amperes  or  ( -^  =  188  J  per  cent  of  its  rated  capacity. 

Prob.  14-4.  When  transformer  B  of  Example  1  is  carrying  its 
rated  full  load,  what  kv-a.  are  being  delivered  by  A  and  by  C? 

Prob.  16-4.  How  many  henrys  of  inductance  having  negligible 
resistance  must  be  insertM^etween  the  high-tension  line  and  the 
primary  of  transformer  A,  Example  1,  in  order  to  make  it  reach  its 
fuU  load  when  C  reaches  its  full  load? 

Prob.  16-4.  How  many  henrys  of  inductance  having  negligible 
resistance  must  be  inserted  between  the  low-tension  line  and  the 
secondary  of  transformer  B,  Example  1,  in  order  to  make  it  reach 
its  full  load  when  C  reaches  its  full  load? 

Prob.  17-4.  Determine  the  rating  of  the  reactances  of  Prob.  15 
and  of  Prob.  16,  (a)  in  kv-a.,  (6)  in  per  cent. 

63.  Effect  of  Unequal  Reactance  Factors  in  Parallel 
Transformers.  If  Fig.  112  were  drawn  to  represent  the 
relations  between  any  number  of  transformers  operating  in 
parallel,  it  would  be  found  that  all  the  points  c  (as  Ci,  Cs,  each 
being  the  junction  point  of  the  rl  and  xl  vectors  for  the  same 
transformer)  lie  on  the  circumference  of  a  circle  having  EsE^ 
or  zl  as  diameter,  because  the  angles  /EsCiEp^  /EsQiEq^ 
/EscEq  must  all  be  right  angles.    This  rests  upon  a  KfilL- 
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^o^m^QpoaitionJngwgafitl^  The  relation  is  useful  in 
determining  the  actual  loadwhich  each  individual  transformer 
will  assume  when  a  given  total  load  is  drawn  from  the 
secondary  mains. 

Thus,  suppose  that  transformers  A  and  C  only,  of  Example  1, 
are  operated  in  parallel,  the  total  load  having  72  per  cent  power- 
factor  and  i^uch  value  in  kilovolt-amperes  that  transformer  A  carries 
its  rated  fuU  load.  We  are  required  to  determine  the  total  kilovolt- 
amperes  and  kilowatts  delivered  from  secondary  mains,  as  well  as 
the  kilowatts,  kilovolt-amperes  and  power-factor  for  each  of  the 
individual  transformers,  and  the  voltage  between  the  secondary 
mains  when  the  high-tension  line  impresses  full  rated  voltage  of 
6600  volts  at  60  cycles  on  both  transformers. 

Figure  113  illustrates  a  method  of  solution.  Start  with  any  con- 
venient line,  such  as  EsEo,  representing  the  voltage  drop  in  each 
transformer  due  to  equivalent  impedance  on  low-tension  basis. 
Divide  EsEq  into  100  equal  parts,  and  draw  a  semicircle  upon  it  as 
diameter.  Now  calculate  the  ratio  r/z  for  each  transformer,  as 
follows: 

Transformer  A:  The  measured  "impedance  watts"  equal  the 
true  "copper  loss";  hence, 

2700  watts  copper  loss  with  full-load  cmrent       _  r  '^^ 

500,000  watts  input  (approx.)  with  full-load  current  '      P^\^ 

That  is,  0.54  per  cent  of  the  impressed  voltage  is  consumed  in 
overcoming  resistance,  or  the  equivalent  resistance  is  0.54  per  cent. 
The  impedance  of  this  transformer  is  2.20  per  cent,  therefore 

^  —  -^7:^  =  0.245,  or  n/i  =  24.5  per  cent  of  «/. 
Z\I\      2.20 

Similarly,  for  Transformer  C: 

5570  watts  copper  loss 


=  0.00743. 


750,000  watts  input  (approx.) 

That  is,  the  total  equivalent  resistance  drop  is  0.743  per  cent  of 
the  applied  voltage.    Then 

r«/t     0.743 


zdx      4.14 


=  0.179,  or  rj.%  =  17.9  per  cent  of  zl. 


Now,  with  Es  as  center  and  radius  24.5  per  cent  of  E^E^  swing  an 
arc  intersecting  the  semicircle  at  ci,  and  through  E^\  draw  a  vector 
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/]  or  /^  representing  to  any  suitable  scale  the  number  of  amperes 

500  000 
in  transformer  A,  namely        '        or  217  in  this  example.    Simi- 
larly, strike  another  arc  with  radius  17.9  per  cent  of  EsE^  intersecting 


Fig.  113.  Diagram  for  finding  currents  /a>  lot  angles  ai  and  oi  and 
terminal  voltage  OEa  of  parallel  transformers  A  and  C  Line  E^Ea 
is  first  laid  off  to  represent  impedance  drop  of  each  transformer. 
The  total  current  II  is  then  found  and  from  this  and  the  angle  a  the 
direction  of  the  line  OE^  is  determined.  The  length  of  the  induced- 
voltage  vector  OEftf  to  same  scale  as  EaEi^  determines  the  length  of 
OEst  the  terminal-voltage  vector. 

the  semicircle  at  ci,  and  through  ^^s  draw  vector  /<  or  Ic  represent- 
ing to  the  same  scale  the  amperes  in  transformer  C,  namely  173. 
Add  the  currents  l\  and  1%  vectorially,  and  obtain  the  resultant  cur- 
rent II  which  is  being  delivered  from  the  secondary  mains.  Next  find 
the  angle  a  whose  cosine  is  the  power-factor  given  for  the  total  load. 
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If  the  total-load  current  /^  is  lading,  as  usual,  lay  out  a  line  OEgy 
of  indefinite  length  through  Es  on  each  side  of  Es  and  leading 
the  vector  Egli,  by  a  degrees.  Then  from  Eo,  with  radius  repre- 
senting the  total  induced  voltage  (high-tension  line  e.m.f.  divided 
by  ratio  of  transformation)  to  the  same  scale  that  EsEo  represents 
impedance  volts  in  transformer  A  with  /i  amperes  flowing,  strike 
an  arc  intersecting  OEgy  at  0.  By  applying  the  scale  to  OEs  we 
measure  the  terminal  voltage  between  secondary  mains. 

Transformer  A  will  under  these  conditions  be  deUvering  power  at 
power-factor  equal  to  cos  ai,  and  transformer  C  wiU  deliver  power 
at  power-factor  cos  as,  where  on  and  az  are  the  angles  separating 
OE3  or  ^52/  fronii  A  and  /»,  respectively.  The  relations  between  real 
power  outputs  of  individual  transformers  and  of  secondary  mains 
should  furnish  a  check  on  the  accuracy  of  the  work.    Thus: 

Pa  =  EsJa  cos  an, 

Pc  =*  E^c  cos  Ofj, 

Pi,  s=  total  power  taken  from  secondary  mains 

=*=  Pa  +  Pc  =  ^S^L  cos  a. 

From  the  construction  given  it  may  be  seen  that,  if  the  power 
taken  from  the  secondary  mains  be  reduced  to  ^  P^  watts,  but  stiU 
at  the  same  power-factor  cos  a,  the  effect  is  to  reduce  the  length  of 
/£,,  I A  and  Ic  each  to  }  its  former  value,  but  not  to  alter  their  phase 
relations.  The  vector  ^5^0  now  represents  half  as  many  volts 
impedance  drop  as  before,  therefore  OE^  representing  the  same  im- 
pressed voltage  will  be  twice  as  long  as  before,  relative  to  the  length 
of  EsEa.  Of  course  OEs  will  now  be  measured  by  the  new  voltage 
scale  adopted  for  EsE^i,  We  can  also  see  from  Fig.  113  that  for  low 
power-factors  with  /^  lagging,  the  impedance  drop  is  more  nearly 
parallel  to  OEq  and  therefore  the  secondary  terminal  voltage  is 
lower  and  the  voltage  regulation  is  higher  or  poorer. 

It  is  apparent  that  if  the  ratios  x/r  or  r/z  are  nearly  the 
same  for  all  the  transformers  which  are  comiected  in  parallel, 
the  individual  currents,  as  I\  and  7s,  will  be  nearly  in  phase 
with  one  another,  and  the  angles  ai,  as,  a  will  be  nearly  equal. 
From  this  it  results  that  the  total  or  resultant  current  II 
delivered  from  the  secondary  mains  will  be  then  very  nearly 
equal  to  the  arithmetical  sum  of  the  individual  currents,  or 
that  the  total  kilovolt-amperes  of  transformer  capacity 
required  will  be  very  little  greater  than  the  total  or  fesultant 
kilovolt-amperes  of  load  taken  from  the  secondary  mains. 
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A  further  result  of  less  consequence  is  that  all  such  trans- 
formers operate  at  nearly  the  same  power-factor  as  the  mains. 
Conversely,  if  the  reactance  factors  x/z  are  much  different  for 
the  various  transformers  in  parallel;  the  total  kv-a.  rating 
required  will  be  considerably  larger  than  the  resultant  kv-a. 
taken  from  the  mains;  that  is,  some  of  the  transformer  kv-a. 
will  be  consumed  in  useless  currents  circulating  between  the 
transformers.  Evidently,  therefore,  the  money  investment 
in  banked  transformers  intended  to  carry  a  given  load  may 
be  uselessly  increased  by  failure  to  select  transformers  having 
similar  characteristics. 

Example  2.  Let  us  proceed  to  find  numerical  values  for  the 
quantities  referred  to  above,  with  relation  to  transformers  A  and  C 
of  Example  1. 

/E^sh  =  arc  cos*  ^jj  =  arc  cos  0.245  =  75**  49'. 

/EqEsIz  =  arc  cos  f  ^]  =  arc  cos  0.179  =  79°  40^. 

/IiEsIt  =  79**  40'  -  75**  49'  =  3**  51'.       cos  3**  51'  =  0.9977. 

It  =  173  when  h  "=  217  (full  load  of  transformer  A).    See  page 
217. 

71  =  (173)«  +  (217)«  +  2  X  173  X  217  X  cos  3^51'  =  151,940. 

Il  =  Vl51,940  =  389.8,  say  390  amperes. 

Thus  II  is  almost  exactly  equal  to  the  arithmetical  sum  of  7^ 
and  Ic  notwithstanding  the  fact  that  the  transformers  differ  in  per- 
centage resistance  and  impedance. 

sin  /IiEsh      h        173 

-: — ,„  .  ,    =  T-  = =  0.444.    (See  First  Course,  page  511.) 

sm  /EsUl      II      389.8  »  k««  / 

sin  /UEsIl  -  0.444 sin  (180°-  3°  51')  =  0.444  X  0.06714  =  0.02983. 

If  the  power-factor  of  I^  is  0.72,  then  o  =  arc  cos  0.72  =  43°  57', 
a,  «  43°  57'  -  1°  43'  =  42°  14',  and  a,  =  42°  14'  +  3°  51'  =?  46°  5'. 

*  The  expression  '*  arc  oos  "  means  "  the  anjde  the  cosine  of  which 


is." 
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Power-factor  of  load  on  A  is  cos  42**  14'  =  0.7404. 
Power-factor  of  load  on  C  is  cos  46**  5'  =  0.6936. 

/yEsEo  =  /EoEsIi  -  /«i  =  75**  49'  -  42**  14'  -  33**  35'. 

OE^o  =  0E^3  +  E^o  +  2  X  OE3  X  EsEo  X  cos  33**  35'. 

(See  First  Course,  page  509.) 

But  OEo  —  secondary  voltage  at  zero  load;  let  us  assume  it  to 

be  2300  volts. 
Also,  EsEq  »  zji  »  2.20  per  cent  of  2300  volts  when  A  is  carry- 
ing full  load 
=  50.6  volts. 

Then         2300*  =  0^  +  506*  +  2  X  50.6  X  0.833  X  OEg 
or  OEs  +  84.3  X  OEs  -  5,287,440  =  0. 

Whence 

-84.3 ±  V(84.3)»  +  (4 X  1 X  5,287,440)      -84.3=b4600 

^^' 2^0 2 

OE3  «  2257.8  volts. 

Kv-a.  output  of  A  =  217  X  2257.8  -8-  1000  =  490.0. 
Kv-a.  output  of  C  =  173  X  2257.8  -s-  1000  =  390.6. 
Kw.    output  of  A  =  490  X  0.7404  =  363.0  =  P^. 
Kw.    output  of  C  =  390.6  X  0.6936  =  271.0  =  Pc- 

p,     .  \Pa  +  Pc^  363.0  +  271.0  =  634  kw. 
^  ^   IPl  =  389.8  X  2257.8  X  0.72  =  634  kw. 

If  we  assume  that  the  secondary  terminal  voltage  is  to  be  2300 
at  full  load,  with  the  same  pressure  of  6600  impressed  upon  the 
primary,  we  shall  require  a  different  ratio  of  turns  in  the  trans- 
former. Now,  OEs  —  2300  and  OEo  becomes  the  unknown  e.m.f. 
to  be  determined  from  the  trigonometrical  relations.    Thus: 

OM  =  2300*  +  606*  +  2  X  2300  X  50.6  X  0.833, 
whence   OEo  »  2345  volts.    Then: 

JVg^  6600  ^6600^ 
Nl      OEo      2345 

Therefore,  at  zero  load  the  secondary  terminal  voltage  becomes 

2^  =  2346  volts, 
as  zl  then  reduces  practically  to  zero. 
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In  this  case  the  voltage  regulation  of  the  bank  of  transfonnere  is 

2345  -  2300      ,  ^, 
2300 ""  ^'^^  P^^  ^^*- 

In  the  other  case,  the  voltage  regulation  of  the  bank  was 

2300  -  2257.8      ,  ^^ 

2257.8        =  ^'^^  P"'  ""^*- 

It  should  be  evident  from  this  example  that  such  problems 
cannot  be  solved  graphically  with  necessary  accuracy.  The 
vector  diagram  serves  only  as  a  basis  for  the  trigonometric 
calculations  as  used  above.  The  treatment  is  easily  extended 
to  include  any  given  number  of  transformers  in  parallel. 

Prob.  18-4.  By  study  of  Fig.  113  state  in  clear  English  what 
relation  of  impedances  and  of  equivalent  resistances  and  reactances 
of  the  two  transformers  A  and  C  would  cause  the  maximum  differ- 
ence to  exist  between  the  total  kv-a.  necessary  rating  of  the  trans- 
formers, and  the  kv-a.  supplied  to  the  secondary  mains.  The  total 
transformer  capacity  required  is  then  what  percentage  of  the  kv-a. 
load  on  mains? 

Prob.  19-4.  In  Electric  Journal,  May,  1909,  an  author  states, 
with  regard  to  two  transformers  in  parallel,  that  if  the  reactance  of 
neither  transformer  is  more  than  4  times  its  resistance  nor  less  than 
1  times  its  resistance,  then  the  current  or  kv-a.  capacity  required 
per  transformer  does  not  exceed  by  more  than  4  per  cent  that  which 
would  be  necessary  if  this  ratio  (x/r)  were  the  same  in  both  trans- 
formers. Prove  either  that  this  statement  is  correct  or  that  it  is 
incorrect.  Is  it  true  if  both  transformers  have  the  same  per  cent 
impedance? 

Prob.  20-4.  If  the  total  load  on  the  two  transfonnere  of  Ex- 
ample 2  is  non-inductive  and  of  such  value  that  C  delivera  its  rated 
current,  calculate: 

(a)  Power-factor  of  current  delivered  by  A; 

(6)  Power-factor  of  load  on  C; 

(c)  Volts  between  secondary  mains. 

Prob.  21-4.  What  will  be  the  kv-a.  delivered  by  each  of  the 
three  transfonnere  of  Example  1  when  the  total  kv-a.  load  on  the 
secondary  mains  is  equal  to  the  arithmetical  sum  of  the  several 
capacities  —  namely,  1750  kv-a.? 

Prob.  22-4.  Considered  simply  as  an  equivalent  group  of 
parallel  impedances,  what  is  the  total  equivalent  impedance,  in 
ohms,  of  the  three  transfonnere  of  Example  1? 
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Prob.  23-4.  If  no  transformer  can  be  permitted  to  carry  a  greater 
overload  than  25  per  cent,  calculate  the  greatest  load  in  kilowatts 
at  80  per  cent  power-factor  that  can  be  taken  from  the  secondary 
mains  of  Example  1. 

54.  Autotransfonners.  Consider  a  wire  wound  into  a 
continuous  coil  of  Nh  turns,  on  an  iron  core,  as  between  A 
and  B  in  Fig.  114.    We  impress  an  alternating  e.m.f.  of  Eg 


Jj    N L  tunw,  (  ^ )  Tolte  per  tani 
f       Ec-(l:^)^t-EH(fe) 


Fio.  114.    Diagram  of  a  step-down  autotransformer.    The  low- 
tension  coil  is  a  part  of  the  high-tension  coil. 

volts  across  AB;  this  causes  an  exciting  current  to  flow  in 
AB  which  produces  an  alternating  flux  in  the  core.  If  we 
assume  the  magnetic  system  to  be  perfect,  so  that  there  is  no 
leakage  of  flux  out  of  the  core,  the  same  flux  will  link  with 
every  one  of  the  Nh  turns,  and  the  e.m.f.  thereby  induced  in 
every  individual  turn  will  be  of  the  same  value  and  in  the 
same  direction.  If  the  copper  circuit  is  well  designed  the 
resistance  drop  will  be  negligible  in  comparison  with  the 
applied  e.m.f.  or  the  induced  counter  e.m.f.;  in  the  ideal  case 
we  assume  that  the  counter  e.m.f.  is  equal  to  the  applied 
e.mi.  Therefore,  across  each  individual  turn  we  shall  have 
(Eh/Nh)  volts. 

Now  suppose  we  connect  a  load  circuit  to  any  two  taps  XY 
on  this  coil,  between  which  there  are  Nl  turns.    As  each  turn 
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has  {Eb/Nh)  volts  across  it  and  all  these  e.m.f  .'s  are  in  phase 
with  one  another,  the  total  e.m.f.  across  XY  is  Nl(i^) 


E 


That  is,   in    general, 


El 
E 


Nh 


or 


The  relative 


polarity  of  the  high-tension  and  low-tension  sides  is  indicated 
according  to  the  A.I.E.E.  rule;  the  external  e.m.f.  from  X 
toward  Y  reaches  its  maximum  value  at  the  same  instant 
that  the  external  e.m.f.  from  A  toward  B  reaches  its  maximum 
value. 

Figure  115  illustrates  a  step-up  autotransformer,  as  dis- 
tinguished from  Fig.  114,  which  is  a  step-down  autotrans- 
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Fig.  115.    A  step-up  autotransformer.    The  voltage  between  any  two 
tape  is  the  sum  of  the  voltage  across  all  the  turns  between  the  taps. 

former.  In  Fig.  115,  we  impress  Ei  volts  upon  Ni  turns, 
which  causes  an  e.m.f.  of  {E^/Nl)  volts  to  be  induced  in  each 
turn  of  the  entire  coil,  which  has  altogether  Njj  turns,  Nh 
being  larger  than  Nl*    The  total  e.m.f.  between  A  and  B, 

which  includes  Nh  turns,  is,  therefore,  equal  ^fxr-  X  Nh] 

or  f -jT^  X  El)  volts.  Some  minds  may  inquire  how  the* in- 
duced e.m.f.  between  Y  and  B  (Fig.  115)  adds  itself  to  the 
impressed  e.m.f.  between  X  and  F,  to  produce  the  total  e.m.f. 


L 
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(Nh/Nl)  Ej,  between  A  and  B.  Let  us  assume  that  at  some 
chosen  instant  of  time  the  direction  of  the  impressed  e.m.f . 
is  toward  the  coil  at  Y  and  away  from  it  at  X,  as  indicated  by 
the  arrowheads  on  the  primary  mains.  Then  the  counter 
e.m.f.  induced  in  coil  XF  at  this  instant  has  a  value  of  £l 
volts  and  direction  as  shown  by  the  dotted  arrow  pointed 
vertically  upward  from  A.  The  induced  e.m.f.  between  Y 
and  B  has  a  similar  direction  (from  Y  toward  B  as  shown 

also  by  dotted  arrow),  and  a  value  of  (Nn  —  Nl)  ( xt)^'' 

(— ~r= — -jEi  volts.    It  is  easily  seen  that  the  induced 

e.m.f .  y  to  £  is  in  additive  series  with  the  impressed  e.m.f.  be- 
tween Y  and  X,  and,  as  it  is  also  in  phase  with  the  latter,  the 

(Nn  —  Nl\ 
j^ — k\E 

or  El  (-jrp)  volts.     An  autotransformer,  therefore,  differs 

from  the  regular  transformer  only  in  that  the  primary  and 
secondary  coils  are  in  series,  or  rather,  that  one  of  these  is  a 
part  of  the  other. 

We  may  economize  material  and  improve  the  operating 
characteristics  of  the  autotransformer  by  calculating  the 
relation  between  the  currents  which  flow  in  the  coils  and 
proportioning  the  size  of  the  wire  thereto.  For  convenience, 
let  us  neglect  the  small  exciting  current  that  flows  in  the 
primary  section  which  is  connected  to  the  source  of  power, 
and  study  only  the  currents  due  to  load.  Thus,  in  Fig.  115, 
let  us  draw  10  amperes  current  from  the  secondary  AB  to  a 
load  circuit,  and  assume  constants  as  follows: 

i\r»=2000.    Nl  =  200.    El=220.    ^^^  =  220  X  (Wy)  =  2200. 

Now,  10  amperes  drawn  from  BA  will  flow  through  the  turns 
from  F  to  fi  in  the  direction  shown  by  the  arrows,  which  is 
the  direction  of  the  total  e.m.f.  acting  to  produce  this  current. 
The  m.m.f .  acting  on  the  magnetic  circuit  due  to  this  current 
of  10  amperes  is  Ih  {Nh  -  Nl)  or  10  (2000  -  200)  equals 
18,000  ampere-turns.     This  m.m.f.  tends  to  decrease  the  flux 
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due  to  the  exciting  current^  which  flows  in  the  primary  coil 
from  F  to  X  in  the  direction  of  the  arrowheads  marked  on 
the  turns.  To  maintain  the  primary  counter  e.m.f.  equal 
(approximately)  to  the  impressed  e.m.f.  Ei,  requires  the 
same  flux;  therefore,  a  load  current  will  flow  from  the  primary 
mains  in  the  same  (marked)  direction  as  the  exciting  current. 
Enough  load  current  will  flow  from  F  to  X  to  produce  a 
m.m.f.  equal  and  opposite  to  that  due  to  the  secondary 
load  current,  or  18,000  ampere  turns.     The  amount  of  load 

current  in  the  primary  coil  XY  will,  therefore,  be  /^  = 

Ih{Nh  -  Nl)        18,000     ^  .    ^,  .  ,       ^, 
\f y  ^r    cLn    =  90  amperes  m  this  example.    The 

distribution  of  load  currents  will  then  be  as  shown  in  Fig.  116 
and  we  have: 

Input  to  primary  XY  —  100  amp.  at  220  volts 

=  22,000  volt-amperes. 

Output  from  secondary  AB  —  10  amp.  at  2200  volts 

=  22,000  volt-amperes. 

For  reasons  explained  in  Art.  35,  the  power-factor  of  this 
input  will  be  equal  to  that  of  the  output.  The  actual  current 
flowing  in  ZF  will  be  the  vector  sum  of  the  load  component 
(90  amperes  in  this  case)  and  the  exciting  current  which  is 
practically  unchanged  at  all  loads. 

Inasmuch  as  the  current  in  XY  of  Fig.  115  and  116  is  90 
amperes  when  the  current  in  YB  is  10  amperes,  it  would  be 
folly  to  use  the  same  size  of  wire  in  all  turns  of  the  auto- 
transformer.  To  preserve  a  uniform  current  density  in  all 
parts  of  the  copper  circuit,  the  conductor  from  X  to  F  should 
have  9  times  as  much  cross-sectional  area  (circular-mils) 
as  the  conductor  from  F  to  B.  Obviously,  this  ratio  will 
depend    upon   the  ratio  of  voltages;   in  fact,   it  will    be 

—^  =  -^^i — - .    Particularly  when   the   pressure  is  to  be 

Ih  i^l 

changed  only  slightly,  the  autotransformer  is  very  much 

more  economical  of  material,  and  therefore  cheaper,  than  the 

ordinary  transformer.    This  is  illustrated  by  Prob.  27-4. 
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It  is  instructive  to  check  further  our  knowledge  of  these 
relations  by  considering  the  results  of  reversing  the  connec- 
tions of  that  section  of  the  winding  between  Y  and  B  in  Fig. 
116.    The  new  relations 
are  indicated  in  Fig.  117, 
from  which  we  see  that 
we  must  put  in  80  amperes 
at    220    volts,  or    17,600 
volt-amperes,     when     we 
take  out   10   amperes   at 
1760  volts,  or  17,600  volt 
amperes.     In  this  case  the 

section   YB   "bucks"  the  1™.™^.  ^ 

section  XY,  and  the  voltr  Tio.  116.    Diagram  showing  the  diB- 
age  across    AB    is    equal      tribution  of  the  load  eurrente  ia  an 
to  the  difference  between      autotranrfonner. 
the  voltages  YB  and  XY,  instead  of  their  sum  as  in  the  pre- 
vious example. 

If  we  were  to  use  the  same  size  copper  in  all  turns  of  Fig. 


Fro.  117.    The  autotransformer  of  Fig.  116,  with  the  winding  between 
t&f»  Y  and  B  reversed. 

115  or  116  we  should  either  waste  the  cairyii^  capacity  of 
one  coU  or  bum  the  insulation  of  the  other,  except  when  the 
ratio  of  transformat' jn  is  1 : 2,    If  all  the  wire  were  heavy 
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enough  to  carry  the  low-tension  current  without  injury  to  its 
insulation,  the  copper  in  YB  would  be  underloaded  and  used 
to  poor  advantage;  and  if  all  the  copper  were  just  heavy 
enough  to  carry  rated  secondary  current,  the  low-tension 
section  would  be  burned  out. 

Note:  In  the  following  problems  Hi  and  Hs  are  tiie  high-tension  line 
wires  and  Li  and  Lt  are  the  low-tension  mains. 

Prob.  24-4.  An  ordinary  distributing  transformer  rated  10 
kv-a.,  2200-1100/220-110  volts,  60  cycles,  has  two  low-tension 
coils  X\Yi  and  XtY^  and  two  high-tension  coils  AiBi  and  AzBj. 
Calculate  the  rated  (effective)  full-load  values  of  the  following: 
(a)  Amperes  per  coil,  high-tension,  (6)  Amperes  per  coil,  low-tension, 
(c)  Volts  per  coil,  high-tension,  (d)  Volts  per  coil,  low-tension. 

Prob.  26-4.  The  transformer  of  Prob.  24  is  connected  as  fol- 
lows: A\  to  H\\  Bi  to  A2;  B2  to  Xi  and  In;  Yi  to  Xi\  YttoLn  and 
H2.  Calculate  the  values  of  the  following  quantities,  when  core  flux 
has  the  same  value  as  in  I'rob.  24: 

(a)  Volts  between  high-tension  mains.  Hi  and  ^2. 

(6)  Volts  between  low-tension  mains,  Li  and  L2, 

(c)  Largest  current  that  can  be  delivered  to  low-tension  mains 
without  injuring  any  coil  in  the  transformer. 

(d)  Current  taken  from  high-tension  line  corresponding  to  (c). 

(e)  Current  in  each  low-tension  coil  corresponding  to  (c). 
(/)  Current  in  each  high-tension  coil  corresponding  to  (c). 

(g)  Largest  kv-a.  rating  of  the  autotransformer  with  these  con- 
nections. 

Prob.  2^-4.  The  transformer  of  Prob.  24  is  connected  as  fol- 
lows: Ai  to  Hi]  Bi  to  At;  ft  to  Xi,  Xt  and  Li;  Yi  and  Yt  to  Lt 
and  Hi.  Answer  the  questions  of  Prob.  25,  assuming  the  same  core 
flux.    Does  this  connection  make  the  best  use  of  materials? 

Prob.  27-4.  An  autotransformer  is  designed  economically  to 
take  10  kv-a.  from  2200-volt  mains  and  deliver  it  at  a  pressure 
10  per  cent  higher.  If  the  "low-tension"  coil  were  to  be  cut 
apart  from  the  other  coil,  what  would  be  the  proper  rating  (volts 
and  kv-a.)  of  the  straight  transformer  so  formed? 

Prob.  28-4.  A  person  standing  on  wet  earth  and  touching  the 
secondary  circuit  of  the  transformer  of  Prob.  24r-4,  would  receive 
what  voltage  between  contacts,  under  the  following  conditions? 

Alls  connected  to  Hi;  BitoAj;  ft  to  ft;  -^itoLij  YitoXi;Yt 
to  Li. 
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(a)  Hi  grounded;  hand  touching  la. 
(&)  Hi  grounded;  hand  touching  Ls. 
(c)  H2  grounded;  hand  touching  Li. 
(eO  H2  grounded;  hand  touching  La. 

Prob.  29-4.  A  person  standing  on  wet  earth  and  touching  the 
secondary  circuit  of  the  transformer  of  Prob.  24r4  would  receive  what 
voltage  between  contacts  when  the  transformer  is  used  as  an  auto- 
transformer  at  normal  flux  density  under  the  following  conditions? 

Ai  to  Hi\  Bito  Ai]  Bi  to  Xi  and  La]  Yi  to  Xj;  Fj  to  Z/j  and  Ht. 

(a)  Hi  grounded;  hand  touching  la. 
(6)  Hi  grounded;  hand  touching  Lt. 

(c)  H2  grounded;  hand  touching  Li. 

(d)  Hi  grounded;  hand  touching  Lt, 

Compare  these  results  from  the  autotransformer  arrangement 
with  the  corresponding  results  in  Prob.  28  for  the  ordinary  trans- 
former arrangement,  noting  that  the  ratio  of  primary  to  secondary 
volts  is  nearly  the  same  in  both  cases;  and  on  this  basis  discuss 
relative  merits  of  the  two  arrangements  as  regards  the  personal 
safety  of  the  energy  consumer  and  the  fire  risk. 

66.  Transformers  for  Polyphase  Systems.  Under  this 
general  heading  we  must  distinguish  severed  different  prob- 
lems, as  follows: 

(a)  Transformation  from  3  phases  at  a  given  voltage  into 
the  same  number  of  phases  at  some  other  voltage. 

(6)  Transformation  from  3  phases  at  a  given  voltage  into 
a  different  number  of  phases  at  the  same  voltage. 

(c)  Transformation  from  2  or  3  phases  at  a  given  voltage 

into  a  different  number  of  phases  at  a  different 
voltage. 

(d)  Polyphase  transforming  systems  which   cannot  be 

operated  in  parallel. 

(e)  Systems  in  which  all  phases  are  housed  in  a  single 

''polyphase  transformer"  as  distinguished  from 
polyphase  transforming  systems  consisting  of  aggre- 
gates of  separate  single-phase  transformers. 

Before  proceeding  to  connect  any  transformers  in  polyphase 
systems,  it  is  practically  necessary  to  determine  carefully  and 
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to  mark  according  to  a  fibced  conventional  system  (such 
as  prescribed  by  the  A.I.E..E.  Standardization  Rules)  the 
relative  polarity  of  the  high-tension  and  low-tension  coils 
belonging  to  each  of  the  phases.  Thereafter  the  interconnec- 
tions of  both  high-tension  and  low-tension  sides  are  com- 
paratively simple. 

66.  Transformer  Arrangements  for  Three  Phases.  In 
the  most  common  case,  three  separate,  but  similar,  single- 
phase  transformers  are  used  to  change  three-phase  at  one 
voltage  into  three-phase  at  another  voltage.  Four  distinct 
combinations  are  possible: 

(a)   High-tension   coils    F-connected;    low-tension    coils 

F-connected. 
(6)   High-tension  coils  F-connected;  low-tension  coils  A- 

connected. 

(c)  High-tension  coils  A-connected;   low-tension  coils  F- 

connected. 

(d)  High-tension  coils  A-connected;   low-tension  coils  A- 

connected. 

Let  us  assume,  for  example,  that  the  highest  operating 
voltage  that  will  not  injure  the  insulation  of  the  transformer 
or  make  its  core  losses  excessive  is  12,000  volts  on  the  high- 
tension  coil  and  6000  volts  on  the  low-tension  coil  of  each  of 
the  three  distinct  single-phase  transformers  which  are  to  be 
grouped  together  in  a  three-phase  system,  as  indicated  above. 
Fig.  118  shows  the  phase  relations  among  all  of  the  coils. 
Thus,  the  e.m.f .  from  Xi  towards  Fi  (6000  volts)  is  in  phase 
with  the  e.m.f.  from  Ai  towards  B\  (12,000  volts),  because 
both  of  these  coils  are  on  the  same  iron  core  in  transformer 
No.  1  or  phase  No.  1;  X2F2  and  A2B2  are  correspondingly  in 
phase  with  each  other,  and  lagging  120**  behind  XiYi  and 
A\Bi]  X3F3  and  A^Bz  are  correspondingly  in  phase  with  each 
other,  and  lagging  120°  behind  X2F2  and  A%B%.  Note  that  in 
Figs.  118a  and  118b  no  connections  have  yet  been  made 
between  coils. 
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Fig.  118.  Vector  diagrams  showing  the  relations  between  the  high- 
tension  and  low-tension  sides  of  three  single-phase  transformers  con- 
nected independently  to  the  various  phases  of  a  three-phase  source  of 
supply.  The  vector  XiYi  represents  the  low-tension  e.m.f.  of  trans- 
former No.  1.  The^e.m.f.  of  the  high-tension  side  of  this  transformer 
is  represented  by  vector  AiBi, 


Fig.  119.  Diagram  of  the  YY  connection.  The  high-tension  termi- 
nals marked  A  are  joined  to  form  a  neutral,  and  the  corresponding 
low-tension  terminals  marked  X  are  joined  to  form  the  neutral  on  the 
low-tension  side. 
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The  YY  connection  is  shown  in  Fig.  119,  while  Fig.  120a 
shows  the  e.m.f .  relations  in  the  high-tension  coils,  and  Fig. 
120b  shows  the  e.m.f .  relations  in  the  low-tension  coils.  No- 
tice that  in  the  vector  diagrams,  as  well  as  in  the  connection 
diagrams,  the  letters  indicate  or  identify  the  ends  of  coils  as 
well  as  the  relative  directions  of  e.m.f  .'s  or  the  polarity  of  coils. 


The  vector  diagrams  for  the  YY  coimection  shown  in 

Fig.  119. 


From  Fig.  120  we  can  see  that  the  largest  permissible  operating 
voltages  between  line  wires  are  vC X  AyBi  =  V3  X  12,000 
=  20,800  volts  high-tension  and  Vs  X  6000  =  10,400  volts 
low-tension.  The  high-tension  line  wires  are  HiH%Hz;  the 
low-tension  mains  are  LiLJL%,  in  Fig.  119. 

The  Y  (high-tension)  A  (low-tension)  connections  are 
shown  in  Fig.  121,  while  Fig.  122  shows  the  corresponding 
e.m.f.  relations.  Using  the  same  transformers,  the  highest 
permissible  operating  voltage  between  line  wires  is  Vs  X 
12,000  =  20,800  volts  high-tension,  and  6000  volts  low- 
tension. 
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Fig.  121.  The  YA  connection. 
The  high-tension  sides  are  con- 
nected Y  and  the  low-tension 
sides,  A. 


Fig.  123.  The  AF  connection. 
The  high-tension  sides  are  con- 
nected A  and  the  low-tension, 
Y. 


(a) 


Fig.  122.    The  vector  diagrams  for  the  e.mi.  relations  in  the  FA  con- 
nections of  Fig.  121. 
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^ 


Fig.  124. 


The  vector  diagrams  for  the  AY  oonnection  shown  in 

Fig.  123. 


Fig.  125.    The  AA  connection. 


t  . 


Fig.  126.    The  vector  diagrams  for  the  AA  connection  shown  in  Fig.  125. 
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The  AY  connections  are  shown  in  Fig.  123,  and  Fig.  124 
shows  the  corresponding  e.m.f.  relations.  With  the  same 
transformers,  the  highest  permissible  operating  voltage  be- 
tween line  wires  is  12,000  volts  high-tension  and  Vs  X 
6000  =  10,400  volts  low-tension. 

The  AA  connections  are  shown  in  Fig.  125,  and  Fig.  126 
shows  the  corresponding  e.m.f.  relations.  With  the  same 
transformers,  the  highest  permissible  operating  voltage  be- 
tween line  wires  is  12,000  volts  high-tension,  and  6000  volts 
low-tension. 

Prob.  3(ML  (a)  What  should  be  the  rated  high-tension  and 
low-tension  voltage,  and  the  voltage  ratio,  in  each  of  three  single- 
phase  transformers  intended  to  take  power  from  a  three-phase  line 
with  23,000  volts  between  wires,  and  deliver  it  to  three-phase  low- 
tension  mains  with  2300  volts  between  wires?  Transformers  are 
connected  YA, 

(6)  If  500  kv-a.  are  to  be  delivered  altogether,  what  will  be  the 
current  in  each  Une  wire  and  each  transformer  coil  on  the  high- 
tension  side? 

(c)  On  the  low-tension  side? 

Prob.  81-4.  Answer  the  questions  of  Prob.  30  on  the  basis  of 
same  conditions,  except  that  transformers  are  connected  AY. 

Prob.  32-4.  Answer  the  questions  of  Prob.  30  on  the  basis  of 
the  same  conditions  except  that  transformers  are  connected  YY. 

Prob.  33-4.  Answer  the  questions  of  Prob.  30  on  the  basis  of 
same  conditions,  except  that  transformers  are  connected  AA. 

57.  Transforming  Three  Phases  to  Six  Phases.    The 

three-phase  three-wire  system  is  used,  almost  exclusively,  to 
transmit  large  amounts  of  power  by  alternating  currents. 
When  the  alternating  current  must  be  converted  into  direct- 
or continuous-current  by  means  of  synchronous  converters, 
however,  we  find  that  a  machine  of  given  size  and  cost  can 
convert  a  considerably  greater  amount  of  power  if  it  is  tapped 
for  six  phases  and  six  alternating-current  collecting  rings 
than  if  it  is  tapped  for  three  phases  and  three  rings.  In  fact, 
it  is  demonstrated  theoretically  in  Chapter  IX,  and  proved 
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by  experience,  that  whereas  a  three-ring  (three-phase)  con- 
verter can  safely  deliver  134  per  cent  as  much  direct-current 
power  as  it  could  deliver  if  mechanically  driven  as  an  ordi- 
nary direct-current  generator,  the  same  machine  tapped  for 
six  phases  gives  a  corresponding  ratio  of  197  per  cent.  In 
other  words,  the  capacity  of  the  same  converter  is  increased 
in  the  ratio  197/134,  or  147  :  100,  by  tapping  it  for  six  phases 
instead  of  for  three  phases.  These  figures  are  based  upon  a 
power-factor  of  100  per  cent,  which  is  usually  easily  main- 
tained by  adjustment  of  the  field  excitation  of  the  converter. 
Thus,  although  the  transmission  of  power  by  six  phases  and 
six  line  wires  is  not  practiced  because  of  the  complications  and 
the  lack  of  economic  advantage,  there  exists  a  very  real  ad- 
vantage in  using  six  phases  within  the  converter  substation. 
Converters  are  most  commonly  employed  to  deliver  continu- 
ous current  at  about  600  volts  for  street  or  interurban  electric 
railways.  The  ratio  of  (efifective)  alternating  voltage  be- 
tween adjacent  or  consecutive  collecting  rings,  to  the  voltage 
between  the  positive  and  the  negative  terminals  on  the  direct- 
current  side,  is  j^  for  the  three-ring  converter  and  j^  for 

the  six-ring  converter  (see  Art.  126).  Thus,  to  deliver  600 
volts  at  the  direct-current  terminals  we  should  impress  (0.612 
X  600)  or  367  volts  between  consecutive  rings  of  a  three- 
phase  (Jonverter,  and  212  volts  between  consecutive  rings  of  a 
six-phase  converter.  As  the  three-phase  transmission  line 
usually  operates  at  from  2300  to  23,000  volts  between  line 
wires,  we  must  use  regular  alternating-current  transformers 
to  step  down  the  pressure  of  the  alternating  current  before 
it  enters  the  converter.  Obviously  it  would  be  most  con- 
venient, if  possible,  to  arrange  the  transformer  connections 
so  as  to  change  the  number  of  phases  at  the  same  time  that 
we  change  the  pressure.  In  this  article  these  special  trans- 
former connections  are  discussed  from  the  viewpoint  of  the 
transformer.  For  a  discussion  of  the  same  subject  from  the 
converter  viewpoint  see  Art.  128. 
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The  fundamental  six-phase  groupings  are  star  and  mesh, 
corresponding  to  the  Y  and  A  groupings  for  three  phases. 
Thus,  in  Fig.  127,  the  vectors  1,  2,  3,  4,  5,  6  represent  six 
different  coils  connected  in  star.  The  inherent  phase  rela- 
tions between  the  e.m.f.'s  in  these  coils,  and  the  choice  of 
which  end  of  each  coil  is  to  be  connected  to  the  common 
neutral  point,  are  such  that  e.m.f.  No.  1  reaches  its  maxi- 
mum value  in  the  direction  away  from  N  (neutral)  just  60° 
before  No.  2  reaches  its  maximum  value  in  the  direction  away 
from  N;  No.  2  reaches  its  maximum  value  just  60°  before 
No.  3,  No.  3  just  60°  before  No.  4,  and  so  on,  the  e.m.f. 's  being 
all  equal  in  value  and  the  phase  differences  between  consecu- 
tive phases  or  coils  being  all  of  equal  value  and  progressively 
leading  or  lagging,  on  the  basis  of  similar  positive  direction 
with  respect  to  neutral.  From  the  six  coils  we  now  have 
seven  terminals,  of  which  one  (N)  is  common  to  all  and  is 
called  '^neutral''  because  it  exhibits  the  same  potential 
difference  with  respect  to  each  of  the  other  six  terminals. 
These  other  six  terminals  are  connected  to  the  six-phase  line 
wires  Li,  L2,  Lzi  La,  Ls,  Le,  or  to  the  rings  of  the  synchronous 
converter,  in  proper  sequence.  The  e.m.f.  from  Li  to  Z/2  is 
equal  in  value  to  the  e.m.f.  from  Ls  to  L3  and  lagging  60° 
behind  it;  the  e.m.f.  from  L2  to  Ls  is  equal  in  value  to  the 
e.m.f.  from  L3  to  L4  and  lagging  60°  behind  it,  and  so  forth. 
Also,  the  e.m.f.  between  any  two  consecutive  line  wires,  as 
LJj2  or  LJLzj  is  equal  in  value  to  the  e.m.f.  between  any  line 
wire  and  neutral,  as  NLi  or  NL^.  If  vector  diagrams  be 
drawn  to  prove  these  statements,  it  should  be  remembered 
that  (for  instance)  the  e.m.f.  acting  from  Li  toward  L2  in  the 
external  circuit  is  represented  by  vector  No.  1  minus  vector 
No.  2,  or  by  vector  No.  1  plus  vector  No.  2  reversed;  or  that 
the  e.m.f.  acting  from  Li  toward  L2  in  the  internal  circuit  of 
phases  is  represented  by  vector  No.  2  minus  vector  No.  1,  or 
by  vector  No.  2  plus  vector  No.  1  reversed.  Thus,  vector 
NL^  represents  not  only  the  e.m.f.  in  coil  No.  6  but  also  the 
e.m.f.  from  Li  toward  L^  through  the  external  circuit,  and 
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vector  iSTLi  represents  not  only  the  e.m.f.  in  coil  No.  1  but  also 
the  e.m.f.  from  L2  toward  Lz  through  the  external  circuit. 

The  typical  six-phase  mesh  connection  is  described  vec- 
torially  by  Fig.  128.  Thus,  with  respect  to  a  positive  direc- 
tion which  is  the  same  for  all  coils  through  the  closed  series 
in  which  they  are  connected,  the  e.m.f.  of  coil  No.  2  is  equal 
to  the  e.m.f.  of  coil  No.  1  and  leads  it  by  60°;  the  e.m.f.  of 
coil  No.  3  is  equal  to  that  of  coil  No.  2  and  leads  it  by  60°, 
and  so  on.  It  is  evident  that  the  e.m.f  .'s  between  consecutive 
line  wires,  as  LiLj  or  L%Lz,  l)eing  identical  with  the  corre- 


*-L. 


Fia.  127;  Vector  diagram  of  the 
e.in.f.  relations  in  a  six-phase 
star  connection. 


Fig.  128.  Vector  diagram  of  the 
e.m.f.  relations  in  a  six-phase 
mesh  connection. 


sponding  e.m.f.'s  across  consecutive  coils,  as  No.  2  or  No.  3, 
bear  also  corresponding  relations  to  each  other,  as  regards 
lx)th  value  and  phase. 

Regarding  Fig.  127  and  128,  we  note  that  e.m.f.'s  No.  1 
and  No.  4  reach  their  maximum  values  at  the  same  instant 
(though  in  opposite  directions  with  respect  to  the  common 
neutral  point  or  with  respect  to  the  common  positive  direction 
through  the  mesh).  In  reality,  therefore,  there  are  only  three 
dififerent  phases  in  the  six-phase  system,  and  the  difference 
between  the  systems  is  merely  due  to  arrangement.  If,  as 
in  Fig.  129,  we  divide  each  of  three  phases  into  two  equal 
parts  and  distinguish  by  corresponding  letters  the  terminals 
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having  similar  relative  polarity,  we  shall  get  a  correct  six- 
phase  star  by  connecting  Xi,  Xs,  Xsy  F4,  Fe,  Y2  all  to  neutral. 
Then  the  six  phases  of  the  external  circuit  will  be,  in  the 


Yx  X, 


FiQ.  129.  Vector  diagram  for  the  low-tension  coils  of  three  transformers 
on  a  three-phase  circuit,  each  coil  being  divided  into  two  equal 
parts. 
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Fig.  130.  Fiq,  131. 

Another  vector  representation  of  the  e.mi.  relations  in  a  six-phase  star, 
produced  by  the  coil  arrangement  of  Fig.  129. 

order  given,  from  Fi  to  X2,  from  X2  to  F3,  from  Yz  to  Xi, 
from  X4  to  F5,  from  Ys  to  Xc,  and  from  Xe  to  Yi. 
Perhaps  this  result  is  more  clearly  explained  in  Fig.  130 
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and  131.  Connecting  Xi  to  Xs  to  X5  to  neutral,  the  e.m.f. 
relations  are  as  represented  by  vectors  1,  3  and  5  in  Fig.  130. 
Now  as  coil  No.  4  is  on  the  same  transformer  core  with  coil 
No.  1,  the  e.m.f.  from  Xi  toward  F4  is  represented  by  the 
same  identical  vector  which  represents  the  e.m.f.  from  Xi 
toward  Fi;  the  e.m.f.  Xt  to  Fe  and  the  e.m.f.  Xz  to  Y%  are 
represented  by  the  same  vector,  and  so  on.  But  if  the  e.m.f. 
Xi,  to  Ya  is  represented,  as  in  Fig.  131,  by  the  vector  4' 
parallel  to  vector  1  of  Fig.  130,  it  follows  that  the  e.m.f.  from 
Yi  toward  X^  is  represented,  as  in  Fig.  131,  by  the  vector  4 

which  is  equal  and  opposite  to  vector 

YaVSJ*  4'.    That  is,  if  e.m.f.  Xa  to  F4  reaches 

\  its  maximum  value  at  the  same  in- 

\  stant  as  e.m.f.  Xi  to  Fi,  then  e.m.f. 

^y^x,  Y,    Ya  to  X4  reaches' its  maximum  value 

^«>hfc-^*  ^^    ^^°  before  or  after  e.m.f.  Xi  to  Yi. 

/y^  Therefore,  when  we  connect  1^4,  Y% 

Jv  and  Fe  to  the  same  neutral  as  Xi,  Xz 

f^/jf  and  Xs,  it  is  as  though  we  drew  the 

Fig.  '  132.  M  all  the  Z  ^^^^^  ^'  ^  ^^^  ^  of  Fig.  131  between 
terminals  of  the  trans-  the  vectors  1,  3  and  5  of  Fig.  130, 
former  coils  of  Fig.  129  making  a  diagram  like  Fig.  127. 
were  connected  to  neu-  That  is,  with  respect  to  positive 
tral,  only  a  three-phase  directions  which  are  in  aU  cases 
arrangement  would  re-,  .,  .1^  ^1 

g^^  chosen  to  be  outward  from  neutral 

(Zi  to  7i,  Fa  to  Z2,  X3  to  r,,  74  to 
X4,  X%  to  Kb,  F5  to  Xe)  these  e.m.f.'s  are  consecutively  60° 
apart  in  the  order  named.  If  we  had  connected  all  X 
terminals  to  neutral,  the  e.m.f.  relations  would  have  been 
as  described  by  Fig.  132,  which  tells  us  that  the  line  e.m.f. 's 
Yi  to  74,  Yz  to  Ffl,  and  F2  to  Y^  would  all  be  equal  to  zero, 
and  we  could  distinguish  only  three  instead  of  six  line 
e.m.f.'s. 

Fig.  133  shows  the  transformer  connections  corresponding 
to  Fig.  127,  or  to  Fig.  130  and  131.  There  are  three  distinct 
transformers,  each  having  two  low-tension  coils.    The  six- 
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phase  low-tension  line  e-.m.f.'s  Li  to  L2,  Lz  to  L3,  I/s  to  La, 
La  to  Lb,  Lb  to  Le  and  Le  to  Li  are  equal  to  each  other  in  value, 
and  each  lags  behind  the  preceding  one  by  60^. 

Fig.  134  shows  the  transformer  connections  corresponding 
to  Fig.  128,  namely  the  six-phase  mesh.  We  first  select  one 
coil  of  each  transformer  and  mark  it  1,  3,  5,  respectively. 
The  other  coil  of  each  transformer  we  mark  4,  6,  2,  respec- 
tively, in  accordance  with 
the  preceding  vector  dia- 
grams. Let  the  relative 
polarity  of  the  two  low- 
tension  coils  in  each  trans- 
former be  denoted  in  the 
conventional  manner  by 
letters  X  and  F,  and  let 
us  consider  the  direction 
from  X  toward  Y  as  the 
positive  direction  in  each 
coil.  Starting  at  Xi  or  /S, 
and  tracing  our  way  con- 
tinuously through  the 
series  of  coils,  we  pass 
consecutively  through  coil 
No.  1  positively,  No.  2 
negatively.  No.  3  posi- 
tively, No.  4  negatively. 
No.  5  positively,  and  No.  6  negatively.  We  have,  therefore, 
obeyed  the  injunctions  of  Fig.  128  by  passing  through  coils  1, 
3  and  5  in  direction  parallel  to  the  corresponding  vectors  in 
Fig.  129,  and  intermediately  through  coils  2, 4  and  6,  in  direc- 
tion opposite  to  the  corresponding  vectors  in  Fig.  129.  If  we 
have  made  no  errors  we  will  find  that  the  e.m.f.  between 
the  finishing  end  of  the  series  (marked  Xt  or  F  in  Fig.  134) 
and  the  starting  end  (marked  Xi  or  S)  is  zero,  and  we  may 
therefore  with  safety  connect  Xe  to  Xu  or  F  to  S,  thus  com- 
pleting the  closed  mesh.    The  junction  points  Y1Y2,  XsXs, 


Fig.  133.  Transformer  connections  to 
produce  the  e.m.f.  effects  of  Fig.  127, 
130  and  131.    Six-phase  star. 
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YiY^j  X4X5,  K5F6  and  X5X1  are  connected  to  the  six-phase 
line  wires  Li,  L2,  Lz,  L4,  L%  and  L^,  respectively. 

If  any  appreciable  voltage  exists  between  the  terminals 
F  and  S  in  Fig.  134,  they  should  not  be  connected  together, 
because  then  this  voltage  would  cause  a  current  to  circulate 
in  the  mesh  even  when  no  load  is  connected  externally,  which 


Fia.  134. 


Transformer  connections  for  producing  the  six-phase  mesh 
effect  shown  in  Fig.  128. 


would  at  least  reduce  seriously  the  load  capacity  of  the  trans- 
formers and  might  injure  them.  Such  resultant  voltage  may 
be  due  to  unequal  ratios  in  the  transformers,  or  to  irregular 
wave-forms  in  the  various  coils  even  if  the  effective  voltages 
are  equal.  However,  if  no  voltage  exists  between  the  ter- 
minals F  and  S,  it  does  not  necessarily  prove  that  the  con- 
nections are  correct  or  that  a  six-phase  S3rstem  may  be 
obtained  from  the  mesh  even  though  it  is  safe  to  complete 
the  mesh.  Thus,  Fig.  135  and  136  both  show  safe  series 
connections  between  these  same  six  coils  (which,  if  joined  in 
proper  polarity  and  sequence,  would  give  a  correct  six-phase 
system).  It  is  manifestly  impossible  to  get  six  phases  or 
e.m.f.'s  equal  in  value  and  60^  apart  between  consecutive 
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pairs  of  secondary  mains  connected  to  the  junction  points  of 
coils  in  Fig.  135  and  136,  regardless  of  how  we  number  these 
maios  or  junction  points;  yet  the  resultant  e.m.f .  between  F 
and  S  is  zero  in  both  cases.  In  checking  six-phase  connec- 
tions, we  should  find  that  the  e.m.f.  from  any  terminal  to 
another,  removed  by  one,  should  be  equal  to  Vs  times  the 


Fia.  135.  Fig.  136. 

Vector  diagrams  to  show  that  the  transformer  coils  of  Fig.  133  and  134 
can  be  so  connected  as  to  produce  zero  voltage  between  S  and  F  and 
still  not  produce  a  six-phase  mesh  connection. 

e.m.f.  between  consecutive  terminals;  and  the  e.m.f.  from 
any  terminal  to  another,  removed  by  two,  should  be  equal  to 
2  times  the  e.m.f.  between  consecutive  terminals. 

Fig.  137  shows  transformer  secondaries  connected  in  six- 
phase  star  to  the  collecting  rings  of  a  six-phase  two-pole 
synchronous  converter,  these  rings  being  tapped  to  the  closed 
armature  winding  at  Li,  Ls,  Lz,  L4,  I/s,  L^-  This  six-phase 
star  is  exactly  equivalent  to  that  shown  in  Fig.  133  and  127, 
and  differs  only  in  that  each  numbered  vector  of  Fig.  127  or 
each  coil  e.m.f.  in  Fig.  133  has  been  thrown  into  exactly 
opposite  phase  relation  with  respect  to  neutral.  If  we  break 
the  (dotted)  neutral  connection  in  Fig.  137  it  will  make  no 
difference  in  the  operation  of  the  system.  We  shall  then 
have  three  equal  e.m.f. 's  (F2  to  Xs,  F«  to  Xz,  Ya  to  Xi)  each 
lagging  120°  behind  the  one  preceding,  impressed  across  three 
corresponding  pairs  of  rings  or  taps  (LiL^,  LeLzj  L4L1,  re- 
spectively) on  the  converter.  It  should  be  clear,  from  Chap. 
VII  of  the  First  Course,  that  the  e.m.f. 's  induced  in  the  con- 
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verier  winding  from  L2  to  L^,  from  Le  to  Lz  and  from  La  to  la 
are  equal  in  value  and  120^  apart  consecutively  with  respect 
to  these  positive  directions.  The  system  of  Fig.  137,  without 
the  neutral,  is  known  as  the  'diametral  connection." 

It  is  necessary  to  note  that  the  stability  of  the  diametral 
six-phase  (like  Fig.  137  with  neutral  connection  broken)  is 


Fio.  137.  The  six-phase  star  connection  used  to  operate  a  six-phase 
converter.  When  no  connection  is  made  to  neutral,  this  arrangement 
is  called  the  "diametral''  or  diametrical  connection. 

due  entirely  to  the  six-phase  converter  to  which  it  is  con- 
nected. The  e.m.f.'s  L1L2  and  LJjz  induced  in  the  converter 
winding  act  as  links  to  keep  the  Lj  end  of  vector  L2Li  in  its 
proper  position  with  respect  to  Li  and  Lz.  Thus,  it  can  be 
readily  seen  that  if  all  connections  between  transformers  and 
collecting  rings  were  broken,  there  would  only  be  three 
e.m.f.'s  (120°  apart)  obtainable,  namely  Y%Xty  YeXz  and 
Y4X1,  because  these  three  coils  are  insulated  from  each  other. 
Only  when  these  e.m.f.'s  are  held  in  a  certain  relation  with 
respect  to  each  other  by  some  additional  means,  like  the 
converter  itself  or  the  neutral  connection,  do  we  have  six- 
phase  from  them. 

The  diametral  is  one  of  the  two  most  common  six-phase 
connections,  the  other  being  the  double-delta  shown  in  Fig. 
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138a.  Study  of  the  vector  diagram  in  Fig.  138b  should 
explain  the  system.  Notice  that  the  six  phases  (Li  to  Ls,  L2 
to  Lz,  Lz  to  Li,  etc.)  are  obtained  on  account  of  a  certain 
relative  position  of  two  three-phase  deltas  (YiXt  to  YtXs  to 
YbXi,  and  X2Y4  to  XaY^  to  XtY2).  This  relative  position  is 
maintained  by  reason  of  the  e.m.f.'s  induced  in  the  converter 
windings,  acting  as  links  of  certain  length  and  angular  rela- 
tion to  keep  the  apices  of  the  two  deltas  in  prop)er  relation  to 
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Fio.  138.     The  double-delta  connection  of  three  transformers  for  use 

with  a  six-ring  converter. 

each  other.  In  Fig.  138b  notice  that  vector  X4F4  is  equal  to 
vector  X{Y\  and  in  phase  with  it  as  it  should  be  on  account 
of  the  symmetry  of  the  two  similar  portions  of  armature 
winding  subtended  by  these  two  vectors  under  opposite  poles 
of  the  converter.  So  it  is  also  with  vectors  X^^  and  X2F2, 
and  with  vectors  X^^  and  XjFs. 

Thus,  if  we  pick  out  coils  1,  3  and  5  to  form  one  three-phase 
delta  (joining  Y\  to  Xa,  F3  to  X5,  and  Fs  to  X\,  as  described 
in  Art.  56),  it  follows  that  coils  2, 4  and  6  must  form  the  other 
delta.  Now  we  might  connect  Y^  to  Xa,  Fe  to  Xt  and  Yi  to 
X4,  but  this  would  give  us  a  delta  practically  identical  with 
that  composed  of  transformer  coils  1, 3  and  5  and  we  could  get 
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only  three  phases,  not  six.  So  we  have  connected  coils  2,  4 
and  6  in  the  only  other  way  whirii'will  permit  a  closed  delta, 
and  it  is  seen  that  this  arrangement  gives  us  six  phases  if  the 
apices  of  the  delta  are  held  in  proper  relative  position. 

It  would  be  impossible  to  get  six  phases  before  connecting 
both  deltas  to  the  converter,  because  they  are  otherwise 
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Fig.  139.     Diagram  showing  the  e.m.f.'s  produoed  by  incorrect  con- 
nections in  an  attempt  to  produce  a  double-delta  arrangement. 

electrically  insulated  from  each  other.  We  may  connect 
delta  1,  3,  5  to  any  three  alternate  rings  as  Li,  Li,  L^.  This 
done,  there  is  only  one  proper  way  to  connect  the  other  delta 
to  the  remaining  three  rings,  as  shown  in  Fig.  138b.  Thus, 
if  we  were  to  connect  the  X^Y^  terminal  instead  of  the  X2F4 
terminal  to  ring  Ln,  we  should  have  the  e.m.f.  relations 
illustrated  by  vector  triangles  A  and  C  in  Fig.  139.     If  we 
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were  to  connect  the  X^Y^  terminal  instead  of  the  X^Ya  ter- 
minal  to  Ln,  we  should  havo  relations  as  shown  between 
triangles  B  and  C  in  Fig.  139.  In  neither  of  these  latter 
cases  would  there  be  zero  e.m.f .  from  either  of  the  rings  L4  or 
Lt  to  any  of  the  transformer  points  XaY^;  X^Yt  or  XtYi, 
hence  a  short-circuit  would  be  formed  if  we  attempted  to 
complete  the  six-phase  connections  to  the  converter. 

NOTB.  In  solving  the  following  problems,  assume  the  relations  be- 
tween effectiye  values  of  alternating  ejn.f.  between  collecting  rings  on 
the  converter  to  be  as  follows  (referring  to  Fig.  137  or  138) : 

Volts  LiLs :  volts  LiLt :  volts  L1L4 :  volts  between  d-c.  tenninals  » 
88.4  :  61.2  :  70.7 :  100.     (See  Art.  126.) 

Prob.  84-4.  What  should  be  the  voltage  across  each  high- 
tension  coil  and  each  low-tension  coil  in  a  bank  of  three  single-phase 
transformers  connected  in  F  to  a  23,000-volt  high-tension  line, 
secondaries  star  as  in  Fig.  133  and  127  to  a  six-ring  converter  in- 
tended to  deliver  500  volts  d-c,  at  zero  load? 

Prob.  88-4.  Solve  Prob.  34  with  secondaries  connected  in  mesh 
as  iUustrated  by  Fig.  128  and  134. 

Prob.  86-4.  Specify  what  connections  to  make  between  the 
secondary  coils  of  the  transformers  in  Fig.  133  and  134,  in  order  to 
realize  the  vector  relations  shown  in  Fig.  135. 

Prob.  87-4.  Solve  Prob.  36  but  with  reference  to  the  vector 
diagram  of  Fig.  136. 

Prob.  88-4.  Draw  the  vector  diagram  corresponding  to  the 
following  connections  between  secondaries  of  the  transformers  of 
Fig.  133  or  134:  Fi  to  Fj,  X,  to  Z,,  F,  to  Fe,  Xe  to  Z»,  F.  to  F4. 
Calculate  the  ratio  of  the  voltage  between  Fi  and  each  of  the  junc- 
tion points  in  the  series,  to  the  voltage  across  a  single  coil. 

68.  Transforming  Two-Phase  to  Three-Phase.  There 
have  been  numerous  occasions  to  notice  that  when  two  coils 
having  e.m.f.'s  that  differ  in  phase  are  joined  in  series,  the 
resultant  e.m.f.  between  the  terminals  of  the  series  differs  in 
phase  from  both  of  the  component  e.m.f. 's.  This  fact  is  the 
basis  of  the  T-connection  for  transforming  two-phase  to 
three-phase,  commonly  called  the  Scott  system  in  recognition- 
of  its  inventor. 
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In  Fig.  140,  the  coil  ob  represents  an  autotransformer  or 
the  secondary  of  aH  oltlihlti^^iilltnsformer,  with  a  tap  c 
brought  out  from  its  mid-point. j '"The  coil  cd  represents 
another  transformer  secondary  or  autotransformer,  with  one 
end  connected  to  the  mid-point  c  of  the  other  transformer, 
and  a  tap  brought  out  at  e  so  as  to  include  between  c  and  e  a 
number  of  turns  equal  to  86.6  per  cent  of  the  total  number 
of  turns  between  c  and  d.  K  now  we  impress  one  phase  of 
a  two-phase  system  across  ab  and  the  other  phase  across  cd, 
we  shall  have  a  correct  three-phase  system  between  the 


Fig.  140.  The  arrangement  of  a  Scott  transformer  for  transformation 
from  two-phase  to  three-phase.  Between  c  and  e  there  are  86.6  per 
cent  of  the  turns  between  c  and  d. 

points  a,  h  and  e.  That  is,  if  the  e.m.f .  a  to  6  is  equal  to  the 
e.m.f.  c  to  d  and  90°  behind  it,  then  the  e.m.f.'s  a  to  6,  b  to  e 
and  e  to  o  are  equal  to  each  other  and  120**  apart  consecutively 
with  respect  to  positive  directions  as  stated  (a  to  6  to  c). 

The  e.m.f.  relations  of  the  Scott  system  are  shown  in  Fig. 
141  and  142  wherein  the  vectors  represent  the  e.m.f.'s  in 
the  coils,  or  parts  of  coils,  which  are  lettered  correspond- 
ingly in  Fig.  140.  Let  us  assume  that  these  vectors  represent 
the  e.m.f.'s  which  £ict  internally  through  the  coils  between  the 
points  lettered  like  the  ends  of  the  vectors.  Now  the  e.m.f. 
acting  through  the  external  circuit  from  a  toward  h  is  the 
same  as  the  e.m.f.  acting  internally  from  5  toward  a,  which 
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is  the  reverse  of  vector  ab  in  Fig.  141,  as  shown  in  Fig.  142. 
This  gives  us  vector  Oils.  The  e.m.f .  acting  through  the  ex- 
ternal circuit  from  b  toward  e  is  equal  to  the  resultant  of  the 
e.m.f .'s  acting  internally  from  eto  c  and  from  c  to  6,  which  is 
the  vector  sum  of  ce  reversed  and  cb  direct  from  Fig.  l4l. 
This  gives  us  the  vector  OBz  in  Fig.  142.  Finally,  the  e.m.f. 
acting  through  the  external  circuit  from  e  toward  a  is  equal  to 
the  resultant  of  the  e.m.f.'s  acting  internally  from  a  to  c  and 
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Fig.  141.  Vectors  of  in-  Fig.  142.  Vectors  showing  how  the  in- 
ternal e.m.f. 's  of  the  Scott  temal  e.m.f.'8  of  Fig.  140  and  141  corn- 
connection  shown  in  Fig.  bine  to  produce  the  external  three-phase 
140.  e.m.f.'s  (&  to  e),  (e  to  a)  and  (a  to  6). 


from  c  to  e,  which  is  the  vector  sum  ac  direct  and  ce  direct 
from  Fig.  141.  This  resultant  is  the  vector  OCz  in 
Fig.  142. 

Thus  the  e.m.f.'s  a  to  6,  6  to  6  and  6  to  a  in  the  external 
circuit  are  represented  respectively  by  the  vectors  0A%,  0B% 
and  OCz  in  Fig.  142.  It  is  easily  proved  by  simple  trigonom- 
etry that  these  three  e.m.f.'s  will  be  equal  to  each  other  and 
120^  apart  (that  is,  line  wires  connected  to  terminals  a,  h  and 
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c  will  compose  a  three-phase  system)  if  the  following  condi- 
tions be  fulfilled: 

(a)  £.m.f .  a  to  c,  or  c  to  6,  equal  to  one-half  of  e.m.f .  a  to  &. 
(jb)  E.mi .  c  to  e  equal  to  Vs/2  or  0.866  times  the  e.m.f .  ctod. 
(c)  E.m.f .  a  to  &  90°  out  of  phase  with  e.m.f .  ctod,  and  equal  to  it. 

It  is  not  necessary  that  there  be  any  particular  relation 
between  the  number  of  turns  in  the  coils  ac  or  ab  and  the 
number  of  turns  in  the  coils  ce  or  cd  —  only  that  the  e.m.f . 
relations  within  each  of  the  two  phases  be  as  stated  above. 
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FiQ.  143.    A  method  of  changing  from  two-phase  to  three-phase  at  dif- 
ferent voltage  by  autotransformers,  using  only  three  taps — e,c  and/. 

It  will  be  seen  readily  that  a  scheme  similar  to  this  could  be 
applied  to  change  any  given  polyphase  system  into  some 
different  polyphase  system,  although  it  could  not  change  a 
single-phase  into  a  polyphase  system.  It  has  received  its 
principal  application,  however,  in  connecting  two-phase  sys- 
tems to  three-phase  systems.  It  is  impossible  to  use  auto- 
transformers  for  the  Scott  connection  with  a  three-wire 
two-phase  system,  because  the  interconnection  of  the  two 
phases  short-circuits  one  of  the  coils  ac  or  cb.  We  may,  how- 
ever, use  ordinary  transformers  with  Scott  connection  be- 
tween their  secondaries. 
When   connections   are   as   in  Fig.   140,   141   and   142, 
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we  shall  have  the  same  voltage  between  line  wires  of  the 
three-phase  system  that  we  have  between  line  wires  of  the 
two-phase  system.  However,  we  may  easily  transform  from 
two-phase  at  one  voltage  to  three-phase  at  some  different 
voltage,  as  shown  in  the  following  example. 

Example  8.  The  coil  ab  in  Fig.  140  has  3000  turns,  and  the  coil 
cd  has  2400  turns.  The  e.m.f.'s  ab  and  cd  are  each  equal  to  6600 
volts  and  are  90^  out  of  phase  with  each  other.  How  should  taps 
c  and  e  be  located  with  respect  to  ab  and  cd  respectively,  in  order  to 
obtain  three-phase  with  2300  volts  between  any  two  line  wires? 
Where  should  the  three-phase  line  wires  be  connected  to  the  coils? 

There  are  two  solutions,  as  illustrated  by  Fig.  143  and  144,  in 
which  the  following  relations  hold: 


Figure  No. 

Between 
p(Mnt8. 

Number  of  turns. 

Voltage. 
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Practically  the  only  difiference  between  these  two  schemes  is  that 
Fig.  144  requires  four  taps  to  be  made  in  the  autotransfonners  or 
transformer  secondaries,  whereas  Fig.  143  requires  only  three  taps 
to  be  made. 


Fig.  144.    This  method  requires  four  taps,  g^  c,  /  and  e,  to  accomplish 

the  same  result  as  is  shown  in  Fig.  143. 

59.  Current  Relations  in  Tee-connected  Transformers. 

So  far  we  have  illustrated  the  application  of  the  Scott-con- 
nection to  autotransformers,  only.  In  Fig.  145a,  however, 
are  shown  two  ordinary  transformers  taking  power  from  a 
two-phase  line  and  delivering  three-phase  power.  For  sim- 
plicity, the  secondary  coils  and  connections  alone  are  shown 
in  Fig.  145b. 

Fig.  146  represents  the  e.m.f.  and  current  relations  for 
the  particular  case  of  balanced  load  at  unity  power-factor 
delivered  from  the  three-phase  terminals.  We  start  out  by 
drawing  the  three  vectors  /J,  /,',  and  /i",  representing  the 
currents  flowing  within  the  coils  from  h  toward  a,  from  e 
toward  b  and  from  a  toward  e,  respectively,  due  to  the 
e.m.f. 's  OAzj  OBz  and  OCz,  respectively  (of  Fig.  142),  acting 
upon  circuits  of  equal  resistance  and  zero  reactance.  Fig. 
145b  represents  the  positive  directions  of  the  internal  currents 
in  the  transformers  when  power  is  being  delivered  to  the 
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three-phase  circuit.  Noting  from  Fig.  145b  that  the  internal 
current  from  c  toward  b  (in  direction  of  arrows  in  Fig.  141) 
is  equal  to  the  vector  difference  between  the  currents  (etc  6) 
and  (b  to  a)  or  equal  to  the  vector  smn 
of  currents  (e  to  6)  and  (a  to  b),  we  re- 
verse /■  in  Fig.  146  and  then  add  it  to 
/',',  thus  obtaining  I^  which  is  the  cur- 
rent Sowing  internally  in  the  coil  con- 
nected to  terminal  b.      By  similar 


phase   line,    and  sec- 

ond&rieB   tapped  and  * 

connected      according  ^^XWmnraB 

to   Scott   syBtem  de-      j'^'^* ~c        ithio  i    V 

(Ait  -ft.  C\j.      Thia  *»o.  I45b.    Pooitive  directione  of  the  currenta 

Bcbeme  maybe  used  in  the  tranrformer  coils  of  Fig,  146a  aa  power 

with  a  three-wire  two-  ^  delivered  to  the  three-phMe  line. 

phase  line,    which  ia  Current  from  c  to  b  ^  /i'   S  /i 

mipoesible  with  auto-  Current  from  a  to  c  =  7i"  ©  /{ 

transformers.  Current  from  c  to  e  =  /j"  ©  />' 

reasoning  we  find  7a  by  subtracting  {vectorially)  7J  from 
It",  and  we  get  I,  by  subtracting  7i'  (vectorially)  from  7i". 
If  our  reasoning  and  our  work  have  been  done  correctly,  we 
should  find  that  the  vector  sum  of  7t  and  7„  both  of  which 
have  pwitive  directions  away  from  the  junction  point  c, 
should  be  exactly  equal  to  the  vector  I,,  which  has  positive 
direction  toward  c;  or,  the  vector  sum  of  la  reversed,  and  74, 
and  7„  as  in  Fig.  146,  should  be  equal  to  zero. 

It  ifi  to  be  noted  that  Fig.  146  applies  only  to  the  three- 
phase  side  of  two-coil  transformers.  To  apply  it  to  auto- 
transformers,  we  must  draw  in  the  vector  representing  the 
two-phase  component  of  current  in  each  coil,  and  combine  it 
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with  the  component  of  three-phase  current  in  the  same 
coil. 

Example  4.  What  transfonner  capacity,  in  kv-a.,  would  be  re- 
quired to  transform  2300  volts  two-phase  to  2300  volts  three-phase, 
delivering  a  balanced  non-inductive  load  of  300  kv-a.  from  the 
three-phase  terminals? 

Kv-a.  delivered  to  each  of  three  external  circuits  =  ^%^  =  100. 
In  Fig.  142,  OAz  =  OB,  =  OCi  =  2300  volts. 
T    TV     -.Ao        r/     T//     rtn     100,000  volt-ampcrcs      .„  _ 
In  Fig.  146.      /i-/i'-/4" :  2300  volte ^'^  ""P^' 


Fio.  146.    Vector  diagram  of  internal  currents  in  the  coils  of  Soott- 
connected  secondaries  of  two-coil  transformers  like  Fig.  145a. 

From  the  relations  developed  in  Fig.  146  we  see  that  under  the  above 
conditions, 

/^  =  /^  =  /,  =  VsJ,  »  1.732  X  43.5  »  75.3  amperes. 

Each  of  the  two  transformers  must  therefore  have  a  capacity  of  75.3 
amperes  at  2300  volts,  or  173.2  kv-a.,  and  the  total  transformer 
capacity  required  is  2  X  173.2  equals  346.4  kv-a.,  in  order  to  deliver 
300  kv-a.  at  the  three-phase  terminals. 

It  is  to  be  noted  that  this  problem  applies  only  to  two-coil  trans- 
formers like  Fig.  145a;  it  does  not  apply  to  autotransformeiB  oon* 
neoted  according  to  the  Scott  system,  as  in  Fig.  140,  143,  144. 
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If  the  power-factor  of  the  three-phase  circuit  becomes  less 
than  unity,  say  0.87,  while  the  load  remains  balanced,  it  does 
not  aflfect  the  transformer  capacity  required  for  a  given  kv-a. 
output.  The  effect  is  merely  that  the  vector  relations  of 
Fig.  146  remain  exactly  the  same  while  the  whole  diagram  of 
currents  shifts  around  so  that  the  currents  li,  Iz  and  W 
make  angles  of  30°  (=  arc  cos  0.87)  with  the  respectively 
corresponding  e.m.f.  vectors  OAs,  OBz  and  OCz  of  Fig.  142. 

It  is  to  be  noticed  that  in  the  transformer  ab  (Fig.  141),  the 
part  04^  carries  a  current  leading  the  e.m.f .  in  this  part  by  30° 
(see  Fig.  146),  while  the  part  cb  carries  a  current  lagging 
behina  the  e.m.f.  in  this  part  by  30°.  This  not  only  has  the 
efifect  to  require  total  transformer  capacity  in  excess  of  the 
actual  load  delivered,  as  shown  above,  but  also  afifects  the 
voltage  r^ulation  of  the  transformers,  and  the  balance  of 
voltages  in  the  phases.  By  comparing  Fig.  146  with  Fig. 
142  we  see  that  the  phase  relation  of  current  to  e.m.f .  within 
the  coil  ce  is  exactly  the  same  as  the  phase  relation  of  I'^'  to 
OBzj  or  of  I  a'  to  OCi]  that  is,  when  the  external  load  is  non- 
inductive  the  current  in  ce  is  in  phase  with  the  e.m.f.  in  ce. 

Prob.  89-4.  If  the  tap  c  in  Example  3,  Fig.  143,  is  misplaced  so 
that  the  nimiber  of  turns  from  a  to  c  is  572.6  instead  of  522.6,  all 
other  connections  being  correct  as  calculated,  what  will  be  the  values 
and  phase  relations  of  the  e.m.f.'s  between  three-phase  terminals? 

Prob.  40-4.  If  the  tap  e  in  Example  3  is  misplaced  so  that  the 
number  of  turns  from  c  to  e  is  775.5  instead  of  725.5,  all  other  con- 
nections being  correct  as  calculated,  what  will  be  the  values  and 
phase  relations  of  the  d.m.f.'s  between  three-phase  terminals? 

Prob.  41-4.  We  desire  to  transform  from  two-phase  at  4400 
volts  to  three-phase  at  2200  volts  by  means  of  T-connected  auto- 
transformers,  as  in  Fig.  143.  The  design  of  the  iron  cores  is  such 
that  at  60  cycles  the  maximum  permissible  flux  density  gives  two 
volts  per  turn  in  the  windings.  Mark  the  required  number  of  turns 
on  aU  parts  of  coils  in  a  connection  diagram  similar  to  Fig.  143. 

Prob.  42-4.  We  desire  to  transform  from  two-phase  at  4400  volts 
to  three-phase  at  6600  volts  by  means  of  T-connected  autotrans- 
formers,  as  in  Fig.  144.    The  design  of  the  iron  cores  is  such  that 
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at  60  cycles  the  maximum  pennissible  flux  density  gives  5  volts  per 
turn  in  the  windings.  Mark  the  required  number  of  turns  on  all 
parts  of  coils  in  a  connection-diagram  similar  to  Fig.  144. 

Prob.  48-4.  Calculate  the  carrying  capacity  in  amperes  re- 
quired for  each  part  of  the  windmgs  in  Prob.  41,  to  deliver  200  kv-a. 
at  2200  volts  three-phase. 

Prob.  44-4.  Calculate  the  carrying  capacity  in  amperes  re- 
quired for  each  part  of  the  windings  in  Prob.  42,  to  ddiver  200  kv-a. 
at  6600  volts  three-phase. 

60.  Transformers  in  Open-Delta  Connection.  Current 
Relations.  If  we  have  three  transformers  connected  in 
delta  to  three-phase  lines  as  in  Fig.  125,  it  is  valuable  to 
know  that  one  of  these  transformers,  say  No.  3,  can  be 
removed  entirely  from  the  system,  giving  a  so-called  ''open 
delta,"  without  interrupting  the  three-phase  service  on  the 
low-tension  mains  L\y  Ln,  Lz.  That  is,  the  e.m.f.'s  Lito  In, 
Li  U>  Li  and  Z/s  to  la  remain  approximately  equal  to  each 
other  as  when  the  delta  was  complete,  and  approximately 
120^  apart  as  to  phase  in  the  sequence  indicated.  However, 
the  current  in  each  of  the  two  remaining  transformers  is 
compelled  to  increase  to  a  value  Vs  times  as  great  as  the 
current  carried  by  each  of  three  transformers  in  closed  delta 
carrying  the  same  load. 

That  is,  if  a  balanced  load  of  300  kv-a.  were  being  drawn 
from  the  secondary  mains  Li,  Li,  Lz,  each  of  three  100-kv-a. 
transformers  being  fully  loaded  in  closed  delta  (Fig.  125),  the 
removal  of  one  of  the  transformers  would  cause  each  of  the 
remaining  two  to  carry  173  kv-a.  without  altering  the  total 
load  appreciably.  If  the  transformers  were  each  of  100-kv-a. 
rated  capacity  it  would  be  necessary  to  reduce  the  total  load 
from  300-kv-a.  to  HH)  times  300  kv-a.,  or  173  kv-a.,  if  we 
wished  to  avoid  overloading  the  transformers. 

If  we  wish  to  use  two  transformers  in  open  delta  to  supply 
this  balanced  300-kv-a.  three-phase  load  as  a  regular  operat- 
ing condition,  this  may  be  done,  provided  each  of  the  two 
transformers  has  a  rated  capacity  of  173  kv-a.    This  would 
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require  a  total  capacity  of  2  X  173,  or  346  kv-a.,  in  trans- 
formers to  carry  a  300-kv-a.  load,  for  which  300  kv^a.  of 
transformer  capacity  would  be  sufficient  if  the  closed  delta 
(three  transformers)  had  been  used.  .  That  is,  we  should  need 

two  equal  transformers  in  open  delta  each  of  ( -5-  X  V^l  kv-a. 

(2^/3  'X 
total  capacity  =     ^    Kjj  instead  of  three  equal 


Hv 


Ht 


Hi 


Fig.  147.  The  open-delta  connection.  Note  the  transformer  Ti  is 
disconnected  and  that  the  other  two  are  carrying  the  three-phase 
load.    The  line  currents  are: 

/« -  /i  e  /t 
/6  =  /j  e  /i 

/c  -  /i  e  It 

transformers  in  closed  delta  each  oi  ^  K  kv-a.  capacity,  to 
carry  the  same  total  balanced  load  of  K  kv-a.  three-phase 
at  any  power-factor. 
In  Fig.  147,  transformer  T9  is  shown  disconnected  from  the 
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delta  of  Fig.  125,  leaving  the  open-delta  arrangement  of 
transformers  No.  1  and  No.  2.  Fig.  148  shows  the  e.m.f. 
X\Y\  from  main  Li  toward  main  Li  in  the  external  circuit, 
added  vectorially  to  the  e.m.f.  X^Yi  from  main  L^  toward 
main  Lj,  giving  the  (dotted)  vector  XiY%  as  representing  the 
e.m.f.  acting  in  the  external  circuit  from  Li  toward  L%,  But 
the  convention  according  to  which  the  three  phases  are 

uniformly  120°  apart  is  that 
we  proceed  in  orderly  fashion 
from  main  to  main,  thus: 
Li  to  Lnj  Zf2  to  Lg)  J^  to  L\y 
as  indicated  by  the  arrows 
representing  positive  direc- 
tions for  currents  /i,  1%  and 
7,  in  Fig.  147.  The  third 
phase  will,  therefore,  be 
from  Lg  toward  L\,  and  the 
Fig.   148.    Vector  diagram   of  the  ^^^  ^^^ing  on  it  through 

e.m.f.  relations  in  Fig.  147.    The    ,,  ,         i      •       -x    • 

.      V  v  r   *u  c   the  external  circmt   is   as 

vector  YtKi  represents  the  e.m.f.  ,-  „ ,.     v 

across  the  open-delta.  represented  by  the  (full  hne) 

vector  YtKiy  in  Fig.  148, 
which  is  equal  and  opposite  to  the  e.m.f.  acting  externally 
from  Li  toward  L%  as  represented  by  the  vector  XiYt, 

In  Fig.  149,  we  have  assumed  currents  of  7i,  h)  /» amperes, 
equal  in  value  and  of  the  same  power-factor,  to  be  flow- 
ing in  the  three  phases  of  the  external  circuit  with  positive 
directions  chosen  as  indicated  by  arrows  in  Fig.  147.  That 
is,  the  angle  between  the  current  /i  in  Fig.  149  and  the  e.m.f . 
XiYi  or  Liln  in  Fig.  148  is  the  angle  whose  cosine  is  the 
power-factor  of  the  external  circuit  between  mains  Li  and 
Lj,  and  so  on.  If  now  we  draw  arrows  in  the  same  (either) 
direction"on  mains  U.UyU  of  Fig.  147,  to  represent  what  we 
shall  consider  to  be  positive  directions  of  current  therein,  we 
are  enabled  to  write  the  relations  of  la,  lb,  le  in  the  mains 
to  the  load  currents  Ii,'h,  /a.  This  is  merely  Kirchhoflf's  law 
relating  to  currents  meeting  at  a  point,  applied  to  vector 
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summations,  instead  of  to  algebraic  summations  as  in  the  case 
of  direct  currents. 

Thus,  with  positive  directions  as  marked  in  Fig.  147,  la  is 
equal  to  the  vector  difference  between  /i  and  /a,  or  equal  to 
the  vector  sum  of  Iz  reversed  and  /i,  since  the  (vector)  sum 
of  all  currents  with  positive  directions  toward  a  junction 
point  must  be  equal  to  the  (vector)  sum  of  all  currents  with 
positive  directions  away  from  the  same  point.    Applying 


Fig.  149.    Vector  diagram  of  the  current  relations  in  Fig.  147,  assuming 

a  balanced  load. 


this  relation  to  each  of  three  junction  points  of  a  main  with 
two  loads,  we  find  the  values  of  the  main  currents  /a,  /»,  le  as 
in  Fig.  149.  Although  this  figure  relates  only  to  a  balanced 
load  of  unity  power-factor,  the  same  manipulations  of  vec- 
tors would  bring  correct  results  for  any  state  of  unbalance 
as  to  current  or  power-factor  among  the  three  loads. 

For  balanced  load  of  any  power-factor,  it  is  apparent  from 
Fig.  149  that: 

/o  =  /fc  =  /c  =  current  per  line  wire 

=  Vs  X  current  per  phase  of  closed  delta. 

Then,  since  voltage  across  each  transformer  equals  voltage 
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across  each  load  circuit,  and  current  in  each  transformer  of 
open-delta  equals  line  current, 

Kv-a.  per  transformer  in  open  delta  =  Vs  X  kv-a.  per 
phase  of  three  phases. 

Prob.  4IML  What  should  be  the  kv-a.  capacity  of  each  trans- 
former in  an  open  delta  to  carry  a  balanced  three-phase  load  whose 
total  value  is  120  kilowatts  at  80  per  cent  power-factor? 

Prob.  46-4.  Two  transformers  each  of  10  kv-a.  rated  capacity 
are  connected  in  open  delta.  What  maximum  total  load  in  kilo- 
watts at  90  per  cent  power-factor,  balanced  among  three  phases,  can 
be  deUvered  allowing  25  per  cent  overload  on  transformers  during 
the  limited  period  of  peak  load?  Neglect  voltage  drop  in  trans- 
formers. 

Prob.  47-4.  Elach  of  the  transformers  of  Prob.  46  has  equiva- 
lent resistance  of  0.5  per  cent,  impedance  of  4  per  cent,  and  ratio  of 
turns  10  : 1.  Low-tension  secondary  voltage  is  230  between  each 
pair  of  mains.  Calculate  voltage  across  each  pair  of  high-t^ision 
line  wires. 

Prob.  48-4.  The  loads  on  the  system  of  Fig.  147  using  trans- 
formers as  specified  in  Prob.  46  and  47  are  as  follows:  /i  is  2  kv-a. 
at  90  per  cent  power-factor,  /2  is  6  kv-a.  at  90  per  cent  power-factor. 
How  many  kv-a.  at  90  per  cent  power-factor  may  be  taken  at  /i? 
In  this  problem  neglect  the  voltage  drops  within  the  transformers. 

Prob.  4^4.  Using  the  data  of  Prob.  47  under  the  conditions 
of  Prob.  48,  calculate  the  voltages  HiHi,  HJI%  and  HJli  respec- 
tively, with  230  volts  across  each  load.  Assume  current  in  each 
transformer  same  as  in  Prob.  48. 

Prob.  6(^-4.  If  three  transformers,  like  those  specified  in  Prob. 
46  and  47,  were  connected  in  closed  delta  to  carry  the  load  speci- 
fied in  Prob.  48,  how  many  kilovolt-amperes  could  be  taken  at  /s? 
Power-factor  equals  90  per  cent  in  each  phase  of  the  load. 

61.  Parallel  Connection  of  Three-phase  Banks.  When 
we  desire  to  operate  in  parallel,  polyphase  transformers  or 
groups  of  transformers,  certain  conditions  must  be  fulfilled 
that  are  concisely  presented  in  the  following  paragraph  which 
we  quote  from  the  "American  Handbook  for  Electrical 
Engineers'': 

''If  there  are  several  banks  of  transformers  in  the  same 
system  connected  in  parallel  on  one  side,  then  to  connect 
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the  other  sides  in  parallel  the  connections  must  be  such  that 
the  voltage  between  any  two  lines  on  this  side  will  have  the 
same  phase  in  all  the  banks.  From  this  relation  result  the 
following  rules: 

(a)  With  YY  on  one  bank,  the  other  bank  must  be  YY 

or  AA. 
(6)   With  FA  on  one  bank,  the  other  bank  must  be  FA 

or  AF. 

(c)  With  AF  on  one  bank,  the  other  bank  must  be  AF 

or  FA. 

(d)  With  A  A  on  one  bank,  the  other  bank  must  be  A  A 

or  YY. 

Even  when  these  relations  are  satisfied  a  short-circuit  will 
result  unless  the  three  phases  of  each  bank  are  connected  in 
the  proper  sequence," 


Fio.  150.  The  vector  diagram  of  the  high-tension  side  of  a  bank  of 
F-connected  transformers.  The  A  ends  have  been  connected  to 
neutral.  The  vectors  Hu  Ht  and  Hi  represent  the  voltages  across  the 
high-tension  coils  of  the  transformer.  The  vectors  A,  B  and  C  repre- 
sent the  voltages  between  the  high-tension  line  wires. 

The  reasons  for  the  above  statements  should  appear  if  the 
vector  diagrams  of  Fig.  150  to  159  are  studied  carefully. 
The  relative  polarity  of  the  high-tension  and  the  low-tension 
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coils  in  each  phase  of  each  bank  of  transformers  is  assumed 
to  have  been  determined  and  marked  by  the  conventional 


Fio.  151a.  The  vector  dia- 
gram for  the  low-tension 
star-oonnected  coIIb  of  the 
transformer  of  Fig.  150. 
The  X  terminals  are  con- 
nected to  neutral  and  the 
Y  terminals  to  the  low- 
tension  line  wires. 


FiQ.  151b.  The  low-ten- 
sion coils  of  a  F-con- 
nected  transformer  bank, 
in  which  the  Y  ends  of 
the  coils  are  connected  to 
neutral,  and  the  X  ends 
to  the  low-tension  mains. 


(a) 


letters  A5,  XY  (see  Art.  49).    Fig.  150,  151  and  152  refer 
to  a  FF  bank;  Fig.  153  and  154  refer  to  a  FA  bank;  Fig. 

155,  156  and  157  refer  to  a 
AF  bank;  Fig.  158  and  159 
refer  to  a  AA  bank. 

From  Fig.  150  we  read 
that  the  high-tension  coils 
of  the  YY  bank  have  been 
connected  in  F,  the  A  ter- 
minals to  neutral  and  the  B 
terminals  to  the  line  wires 
jffi,  ff 2,  ffa.    The  vectors  A , 

Fig.  162.  The  A-volti^  between  low-  »,  C  represent   the    high- 

tension  mains  L„  L,,  L,,  from  the  tension  e.m.f.  s  ^i  toward 

bank  of  transformers,  the  high-ten-  H2t  H2  toward  Ht,  and  Hz 

sion  F-connected  coils  of  which  are  toward     ffi,     respectively, 

shown  in  Fig.  150.  j^  Rg.  151^,  the  low-ten- 

sion  coils  are  connected  in  star,  with  X  terminals  to  neutral 
and  Y  terminals  to  the  low-tension  mains  Li,  Li,  Lz>    The  veo- 


2  (6) 
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tors  Yi  to  Yi,  Yi  to  Fa  and  Fa  to  Fi  represent  the  cor- 
responding e.m.f/s  between  mains  Li,  In  and  Lt.  Fig. 
152a  represents  the  e.m.f.'8  acting  from  Y\  to  Fj,  from  Fj 
to  Fj  and  from  F2  to  Fi  (or  Li  to  Z^a,  ia  to  L2,  Lj  to  Li) 
in  three  loads  connected  in  delta  to  the  low-tension  mains. 
Fig.  152b  shows  the  e.m.f.'s  acting  on  the  same  loads  but 
in  the  directions  from  Z/a  to  Liy  from  Z^  to  I/3,  from  In  to 
Lz.  Fig.  151b  represents  the  same  low-tension  coils  con- 
nected in  star,  but  with  the  F  terminals  to  neutral  and  X 

I 


Fig.  153.  The  vector  diagram  of  the  high-tension  e.m.f.'s  in  the  K- 
connected  transformer  bank.  This  is  merely  Fig.  150  repeated  for 
convenience  in  comparing  the  relations  of  the  low-tension  e.m.f.'8. 

terminals  to  the  low-tension  mains  Li,  L^y  La*  After  the 
manner  indicated  above,  Fig.  152c  represents  the  e.m.f.'s 
acting  from  X\  to  Xt,  from  Xt  to  Xz,  and  from  Xa  to  Xi  in  the 
delta  loads  connected  to  the  low-tension  mains,  while  Fig. 
152d  represents  the  e.m.f.'s  acting  from  Xi  to  Xtj  from  Xz  to 
X%  and  from  Xt  to  Xi  in  the  same  delta-connected  loads. 
Notice  that  the  XiFi  e.m.f.  in  each  transformer  is  in  phase 
with  the  AiB\  e.m.f.,  and  so  forth. 

Similarly^  Fig.  154  represents  phase  relations  between  the 
e.m.f.'s  acting  upon  three  loads  connected  in  delta  to  low- 
tension  mains  when  the  high-tension  coils  are  connected  in 
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F  as  in  Fig.  153  and  the  low-tension  coils  are  connected  in  A. 
Fig.  154a  and  154b  refer  to  the  same  connections  between 
coils,  but  to  different  direction  of  progress  around  the  delta 
(Fig.  154a  referring  to  the  direction  from  YiXt  to  YtXz  to 
YiXi,  while  Fig.  154b  refers  to  the  direction  from  YiX%  to 
YzXi  to  FjXa).  Fig.  154c  and  154d  refer  correspondingly  to 
the  two  different  directions  of  progress  around  the  delta  but 
with  the  alternative  scheme  of  interconnections  between  coils 
(that  is,  having  junction  points  XiYt,  XiYz,  XsKi,  which 

L 


Fia.  154.  The  possible  e.m.f.'s  be- 
tween low-tensxon  mains  Li,  Ls,  Lt 
from  a  KA-connected  transformer 
bank,  of  which  the  high-tension 
F-connected  coils  are  seen  in 
Fig.  153. 


H. 

Fio.  155.  The  e.m.f.  rela- 
tions in  the  high-tension 
ooils  when  the  transformer 
bank  is  connected  in  delta 
on  the  high-tension  side. 
Notice  that  corresponding 
line  voltages  ii,  B,  C  in  Fig. 
153  and  155  are  in  phase. 


gives  us  zero  resultant  within  the  delta  just  as  well  as  the 
connection  of  Fig.  154a  and  154b). 

Fig.  157  illustrates  in  corresponding  fashion  the  delta 
e.m.f  .'s  between  low-tension  mains  when  the  low-tension  coils 
are  connected  in  star  (as  in  Fig.  156a  and  156b)  and  the  high- 
tension  coils  in  delta  (as  in  Fig.  155).  Fig.  157a  and  157b 
refer  to  the  two  directions  of  progress  around  delta  loads 
connected  to  secondary  mains,  when  similar  coil-terminals 
(Xi,  Xij  Xz)  are  connected  to  neutral  in  both  cases  as  in  Fig. 
156a.    Fig.  157c  and  157d  refer  to  the  corresponding  cases 
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when    Yij    Yi   and    Fs  are   connected  to  neutral  as  in 
Rg.  156b. 

Again,  Fig.  159  illustrates  the  delta  e.m.f.'s  between  low- 
tension  mains  when  the  low-tension  coils  are  connected  in 


-^ 


i  X*  T' 


(a)  ■  (6) 

FiQ.  156.  The  vector  diagrams  of  the  e.m.f.'s  in  the  F-eonnected  low- 
tension  ooils  corresponding  to  Fig.  155.  Notice  that  the  e.m.f.  XiYi 
in  Fig.  156  is  parallel  to  the  e.m.f.  AiBi  in  Fig.  155,  and  so  forth. 

delta,  while  the  high-tension  coils  are  also  in  delta  as  in 
Fig.  158.  Fig.  159a  and  159b  refer  to  the  two  directions  of 
progress  around  the  same  delta  formed  by  the  junction  points 
FiJf 2,  YiXi,  Y^i  between 
low-tension  coils,  while 
Rg.  159c  and  159d  refer 
to  the  corresponding  cases 
for  the  other  delta  connec- 
tion of  low-tension  coils 
which  gives  junction  points 
YiXty  YzXif  YiXi* 

Notice  that  in  all  con- 
nections of  high-tension 
ooils,  represented  by  Fig.  Fig.  157.  The  vector  diagrams  for  the 
150,  153, 155  and  158,  the  ®™-^'«  between  low-tension  mains 
e.m.f .'S  from  H^  toward  ^^'^'^''  corresponding  to  Fig.  156. 
Hi  (vectors  A)  are  parallel  to  or  in  phase  with  one 
another,  the  e.m.f.'s  Hi  toward  Hi  (vectors  B)  are  in  phase 
with  one  another,  and  the  e.m.f.'s  Hz  toward  Hi  (vectors  C) 
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are  in  phase  with  one  another.  This  is  necessarily  so  if  con^ 
sponding  high-tension  coils  are  connected  in  parallel  between 
identical  line  wires.  The  voltage  rating  of  the  high-tension 
coils  and  the  low-tension  coils  of  each  transformer  must  of 
course  be  such  that  the  delta  voltages  between  low-tension 
mains  as  represented  by  the  sides  of  the  triangles  in  Fig.  152, 
154, 157  and  159  are  all  equal  to  one  another  when  the  delta 
voltages  Ay  B,  C  between  high-tension  line  wires  are  equal 
to  each  other  as  represented  in  Fig.  150,  153,  155  and  158. 


Fig.  158.  The  e.m.f.  rela- 
tions  in  the  high-tension 
coils  when  the  transformer 
bank  is  connected  in  delta 
on  the  high-tension  side. 
Fig.  155,  repeated. 


Fig.  159.  The  e.m.f.  relations  in  the 
low-tension  delta-connected  coils  of 
the  transformer  of  Fig.  155.  Com- 
pare with  Fig.  152  for  same  low- 
tension  relations  with  the  high- 
tension  coils  connected  in  star. 


Now  obviously  the  low-tension  mains  of  Fig.  152,  154,  157 
or  159  may  be  connected  in  parallel  whenever  it  is  possible 
to  superpose  the  corresponding  triangles  one  over  another 
wifhout  turning  them  around.  Thus,  there  appear  to  be 
four  possible  parallel  combinations  of  the  A  A  connection 
(Fig.  159)  with  the  YY  connections  (Fig.  152);  but  none  are 
possible  between  either  AA  or  YY  and  either  AY  or  FA,  on 
account  of  the  fixed  difference  of  angular  relation  between 
the  triangles.  There  also  appear  to  be  four  possible  parallel 
combinations  of  the  AY  connection  (Fig.  157)  with  the  YA 
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connection  (Fig.  154) ;  but  none  are  possible  between  either 
AY  or  Fa  and  either  A  A  or  YY,  for  the  reason  already 
mentioned.  Examining  the  diagrams  more  closely,  we  find 
that  of  the  four  combinations  between  A  A  and  YY,  only  two 
are  really  different;  and  of  the  four  combinations  between 
AY  and  FA,  two  are  identical  with  the  other  two.  This 
leaves  four  really  different  combinations  in  all,  which  are 
specified  completely  in  Tables  IV  and  V  following.  It  is 
understood,  of  course,  that  these  tables  show  only  the  parallel 
connections  that  are  possible  between  banks  of  different 
grouping,  and  that  other  connections  are  possible  between 
banks  of  similar  grouping,  as  between  YY  and  YY,  between 
A  A  and  A  A,  between  AF  and  AF,  or  between  FA  and  FA, 
provided  only  that  the  voltage  ratio,  polarity  and  sequence 
of  phases  of  the  two  banks  are  alike. 

NOTB.  In  the  foUowing  problems  there  are  no  electrical  connections 
between  neutral  points. 

Prob.  61-4.  Parallel  connections  between  two  YY  banks  of 
transformers  which  have  the  same  ratio  and  characteristics  have 
progressed  thus  far:  In  first  bank,  Ai,  Ai,  Ai  to  neutral;  ^i  to  ^i; 
BJ  to  Hi;  Bi  to  Hz]  Xi,  Xi,  Xi  to  neutral;  F{  to  Za;  Fi  to  W, 
Yi  to  L|.  In  second  bank,  Ai,  -A J',  Ai'  to  neutral;  Bi  to  Hi; 
Bi'  to  Ht;  Bi'  to  Hz;  XJ',  Xi\  Xi'  to  neutral;  Yi'  to  U  Cal- 
culate as  percentages  of  low-tension  line  voltage  the  following 
e.m.f.'s:  (a)  Yi'  to  In;  (b)  Yi'  to  L,;  (c)  Y'^'  to  U;  (d)  Yi' 
toLt. 

Prob.  52-4.  Incomplete  parallel  connections  between  the  YY 
banks  of  Prob.  51  are  as  follows:  On  high-tension  side,  both  banks 
connected  as  in  Prob.  51;  Zf,  ZJ,  Xi  to  neutral;  FJ  to  Li;  Yi 
to  L,;  Fi  to  La;  Yi',  Y'4  and  Fi'  to  neutral;  and  X'4  to  La. 
Calculate  the  following  e.m.f.'s  as  percentages  of  the  e.mi .  between 
low-tension  mains:  (a)  X'%  to  Za;  (6)  X'z  to  Li;  (c)  X'x  to  Lx; 
id)  Xi'  to  L,. 

Prob.  6S-4.  Two  YY  banks  of  transformers  are  coimected  as 
in  Prob.  52  except  that  Xi'  connects  to  Ls.  Is  it  permissible  to 
connect  Xi'  to  La?  If  so,  calculate  the  e.m.f .  Xi'  to  Za  as  percentage 
of  the  e.m.f .  between  low-tension  mains. 

Prob.  64-4.  A  AA  bank  is  connected  to  high-tension  and  low- 
tension  mains  as  follows:  BiAtioHi;  B^Az  to  Hz;  BzAitoHi;  X'lYi 
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to  Li;  XiY[  to  L%\  X'tY^  to  Lz.  A  AF  bank  having  the  same  volt- 
age between  its  low-tension  terminals  is  partly  connected  to  the 
same  mains  as  follows:  high-tension  same  as  A  A  bank;  Xi\  Xi', 
Xa  to  neutral;  Y^  to  Li.  Calculate  the  following  e.m.f.'s  as  per- 
centages of  the  e.m.f.  low-tension  mains:  (a)  Y'l  to  Lj;  (6)  FJ'  to 
L,;  (c)  yj'  to  L2;  (d)  Fi'  to  L,. 

Prob.  65-4.  A  AA  bank  is  connected  as  in  Prob.  54,  and  a  AF 
bank  has  the  same  connections  on  the  high-tension  side.  On  the 
low-tension  side  of  this  AF  bank,  we  have  the  following  connec- 
tions: Fi',  Fi',  Yz  to  neutral;  Xz  to  Li.  Calculate  the  following 
e.m.f. 's  as  percentages  of  the  e.m.f.  between  low-tension  mains: 
(a)  XI'  to  Lr,  (6)  Z{'  to  L,;  (c)  X^  to  Lj;  (d)  Zi'  to  L,. 

Prob.  66-4.  A  FA  bank  has  the  following  connections  on  the 
high-tension  side:  Bi,  Bi^  Bi  to  neutral;  Al  to  Hi;  Ai  to  Ht] 
Az  to  Hz'  A  AF  bank  has  the  following  connections  on -the  high- 
tension  side:  Bi'Ai'  to  Hi)  B['Ai'  to  Ht;  Bi'Ai'  to  Hs.  Specify 
connections  which  shall  place  the  low-tension  sides  of  these  banks 
properly  in  paraUel  with  each  other,  the  ratios  of  the  transformers 
being  suitable  for  parallel  operation. 

62.  Three-phase  Transformers.  A  saving  of  approxi- 
mately 16  per  cent  in  the  amount  of  iron  required  per  kilo- 
volt-ampere  of  three-phase  power  transformed,  and  an 
increase  in  efficiency  of  from  0.15  to  0.40  per  cent,  as  well  as 
a  very  substantial  reduction  in  the  floor  space  required  per 
kilovolt-ampere  of  transformer  capacity,  may  be  accom- 
plished by  combining  parts  of  the  magnetic  circuits  of  three 
single-phase  transformers  so  as  to  form  a  single  structure 
known  as  a  "three-phase  transformer."  Three  types  are 
distinguished,  known  as  the  "core  type"  (Fig.  167),  the 
"shell  type"  (Fig.  163  and  165),  and  the  "hexagonal  type" 
(Fig.  160),  which  is  really  only  a  modification  of  the  shell 
type.  Any  comparisons  that  may  be  drawn  should  of  course 
be  between  a  single  three-phase  transformer  and  three  single- 
phase  transformers  having  the  same  total  kilovolt-ampere 
capacity. 

The  flux  relations  may  be  brought  out  most  clearly,  per- 
haps, by  considering  the  hexagonal  type  as  in  Fig.  160.  The 
flux  in  all  parts  of  the  core  will  vary  harmonically  because 
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the  e.m.f .  applied  to  the  primary  winding,  and  therefore  the 
counter  e.m.f.  induced  in  it  by  the  flux,  varies  harmonically. 
Consequently,  we  may  properly  represent  the  fluxes,  as  to 
both  value  and  phase  relations,  by  vectors  just  as  we  repre- 
sent harmonic  e.m.f.'s  and  currents.  In  Fig.  160,  ^o,  ^,  <t>ej 
represent  the  fluxes  in  the  three  iron  cores  on  which  the  wind- 
ing of  the  individual  phases  are  placed,  while  ^,  4n,  ^ 


FiQ.  160.    Diagram  showing  the  high-tension  windings  and  the  poative 
direction  of  the  fluxes  in  the  cores,  in  a  three-phase  transformer. 

^a  ©  ^6  0  0e  »  0  ^c  »  01  O  01 

0a  —  06   **   0c 

represent  the  corresponding  fluxes  in  the  yokes  connecting 
these  cores.  Only  the  primary  or  high-tension  windings  of 
the  three  phases  are  shown  in  Fig.  160.  Marking  the  coil 
terminals  in  such  manner  that  a  current  from  Ai  toward  Bi, 
or  from  A2  toward  ft,  or  from  Az  toward  ft  will  produce  a 
magnetic  flux  in  the  same  relative  direction  through  the  sev- 
eral cores  (i.e.,  either  all  towards  the  junction  of  cores  as  in 
Fig.  160,  or  all  away  from  the  junction),  we  coimect  the  A 
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ends  of  the  coils  together  to  fonn  electrical  neutral  (N)  and 
connect  the  B  ends  to  line  wires  for  a  Y  primary,  or  we 
connect  as  in  Fig.  155  or  158  for  a  A  primary. 

Then,  as  the  e.m.f.'8  and  exciting  currents  are  equal  in 
value  and  differ  in  phase  consecutively  by  120°  with  respect 
to  positive  direction  from  N  toward  B,  it  follows  that  the 
fluxes  0ay  <h  and  <l>e  will  be  equal  to  one  another  and  have 
corresponding  phase  differences  of  120°  when  all  are  con- 
sidered with  respect  to  positive  directions  as  marked  by  the 
arrows  in  the  cores  of  Fig.  160.  Choosing  positive  directions 
as  in  Fig.  160  for  yoke  fluxes  4>i,  02,  <h,  we  are  enabled  to  write 
the  following  relations. 

From  symmetry  of  the  phases  and  of  the  construction: 

01  =  ^  =  0j (1) 

From  phase  relation  of  e.m.f.'s  and  absence  of  coils  on 
yoke: 

<ln®  <h®  <h  =  0 (2) 

From  relations  of  value  and  phase  of  e.m.f.'s  and  excit- 
ing currents  in  windings: 

«a  ®  06  ©  0c  =  0 (3) 

0a   =  06   =  0e (4) 

From  consideration  of  flux  relations  at  junctures  of  cores 
with  yokes,  assuming  no  magnetic  leakage: 

0a  =  03  e  01 (5) 

*fc  =  01  0  0. (6) 

0c  =  01  e  08 (7) 

According  to  the  convention  we  have  adopted  with  reference 
to  o.m.f.'s  and  currents,  0  and  9  denote  addition  and  sub- 
traction of  vectors  whose  arithmetical  (maximum  instanta- 
neous) values  are  denoted  by  0. 

Pig,  161  is  drawn  in  accord  with  equations  (1)  to  (7). 
Starting  with  three  equal  vectors  0i,  0i,  0s,  120"*  apart  (whose 
\'eotor  sum  is  lero),  we  add  03  to  0i  reversed  and  obtain  0^ 
in  aceordanoe  with  equation  (5),  and  so  on.    We  are  thus 
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informed  that  the  flux  m  each  core  is  equal  to  Vs  times  the 
flux  in  each  yoke,  or  that  the  maximnm  value  attained  by 

flux  in  each  yoke  is  equal  to  — p  or  0.577  times  the  maximnm 


Fig.  161.  Vector  diagram  showing  the  flux  relations  of  Fig.  160. 
All  fluxes  are  assumed  to  vary  h^monically,  thus  the  flux  in  the 
cores  (<l>a  or  ^b  or  <t>e)  is  equal  to  Vs  times  the  flux  in  the  yoke  (^i  or 
^  or  ^). 


value  of  flux  in  each  core.  That  is,  if  the  magnetic  circuit  is 
of  the  same  material  throughout  (as  is  usual,  with  stamped 
steel  laminations),  the  cros^-section  area  of  the  yoke  should  be 
about  58  per  cent  of  the  cross-section 
area  of  the  core,  in  order  to  keep  within 
the  same  limiting  value  of  flux  density 
Bm'  Fig.  160  has  been  drawn  to  scale 
on  this  basis.  If  we  make  the  yokes 
of  smaller  section  they  will  overheat,  Fio.  162.  Diagram  of 
and  if  we  make  them  of  larger  section  »  single-phase  trans- 
we  shall  waste  material;  obviously,  ^^mer,  sheU-type. 
we  could  not  know  the  correct  proportions  without  some  such 
analysis  as  the  preceding. 

Fig.  162  shows  a  shell-type  transformer,  and  Fig.  163 
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shows  three  such  transformers,  one  for  each  phase,  piled  up 
to  form  a  "three-phase  transformer."  The  end  sections  of 
the  yoke  of  the  middle  transformer  may  be  saved,  as  shown 
in  Fig.  163,  if  we  are  careful  to  reverse  the  electrical  connec- 
tions of  this  phase  with  respect  to  the  other  two  phases. 

(The  arrow  on  the  winding  of  the 
middle  section,  Fig.  163,  merely  shows 
the  positive  direction  through  the  coil ; 
note  that  the  coil  itself  is  reversed.) 
If  we  wind  and  connect  all  three  pri- 
mary coils  in  exactly  similar  manner, 
the  saving  of  iron,  though  real,  is  so 
much  reduced  as  to  be  hardly  appre- 
ciable, as  shown  in  comparison  by  Fig. 
165.  The  reasons  are  developed  in 
vector  diagrams  of  Fig.  164  and 
166. 
Consider  first  Fig.  165.  With  elec- 
FiG.  163.  Three  singi&-  trical  connections  as  shown,  the  excit- 
phaee  triinsformers  ^    ^^^^^  ^^^  maximum  values  in 

S  ^p  VZ^'l  di-tion  from  A  toward  5,  or  from 

threerphase  trans-  neutral  toward  line  wires,  120  time- 

fonner  shell-type.  The  degrees    apart    consecutively.      This 

end   sections   of    the  causes  the  core  fluxes  <^i,  ^,  *»  to  reach 

middle  transformer  can  4.u^:«  «^«wx^«4.:,,«.  ,v^«^;«*.,^  ,r»i.,>rw,  ;,> 
,  ,  ,  J  ..,,  .1  their  respective  maximum  values,  m 
be  cut  out  and  stul  the    _.        ,      ^    ^  _        ,  Ir^a 

flux  density  will  be  no  directions  shown  by  the  arrows,  120 

greater  than   in  Fig.  apart.    Therefore,    in   Fig.    166,    we 

draw  the  vectors  4>i,  ^,  ^s  (equal  in 

value  as  phases  are  assumed  to  be  of 

equal  voltage)  120**  apart.    We  now 

choose  positive  directions  for  the  yoke 

fluxes  </>4,  05,  06i  07,  08.    On  the  basis 

of  directions  as  chosen  in  Fig.   165, 

and  the  explanation  given  with  respect  to  Fig.  160,  we  may 

write  the  following  equations  for  building  the  vector  diagram 

of  Fig.  166: 


162. 

^     B    0j     «S    01     0    ^ 

^   —  ^   =  01  ©  ^ 

^  =  0«©^ 
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4:* 


\ 


\. 


<I>A  —  <l>i  =^  <h  @  <h 

^  =  ^  =  ^60^ 

08  =  06©  08  =  04  007 

07  =  010  02  =  04  005 

08  =  08  0  08  =  05  0  06 

Using  these  vectorial  relations  and  starting  with  0i,  0S2.08)  we 
find  from  Fig.  166  that  07  and  0^  are  each  equal  to  Vs  times 
the  core  flux.  That  is,  to  keep  within  the  same  limiting  value 
of  Bf^  or  0m  for  the  entire  magnetic  circuit,  the  total  cross- 
section  area  of  the  yokes  which  carry  ^ 
07  and  08  should  be  1.732  times  the 
area  of  the  cores  which  carry  0i, 

0«>  08. 

As  the  yokes  on  the  two  sides  and 
ends.are  in  parallel,  we  find  that,  in 

Fig.  165, 2/1  should  be  V3/2  or  0.87 
times  c,  and  y^  should  be  1/2  of  c. 
Fig.  166  is  drawn  so  as  to  indicate 
how  the  various  vector  relations 
stated  in  the  equations  may  be 
checked  or  verified. 

If  now  we  reverse  the  connections 
of  the  middle  phase  as  shown  in  Fig. 
163,  we  reverse  the  vector  02  as  seen 
by  comparing  Fig.  164  with  Fig.  166. 
out  of  phase  with  both  0i  and  0$  with  respect  to  a  positive 
direction  which  is  opposite  to  their  positive  directions,  or  is  only 
60**  out  of  phase  with  both  0i  and  03  with  respect  to  a  common 
positive  direction  for  all  as  shown  by  arrows  in  Fig.  163  and 
165.  The  relations  between  chosen  positive  directions  being 
now  the  same  as  in  Fig.  165,  the  same  equations  hold  between 
vector  quantities,  and  we  proceed  to  manipulate  the  vectors 
01}  08}  08  of  Fig.  164  exactly  as  we  manipulated  the  corre- 
sponding vectors  in  Fig.  166.  We  find  now,  however,  that 
the  flux  in  every  yoke  is  the  same  as  in  every  core;  that  is,  in 


Fio.  164.  Vector  diagram 
for  the  flux  relations  in 
the  transformer  of  Fig. 
163. 

That  is,  08  is  now  120'' 
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Fig.  163  we  shall  have  the  same  value  of  B^  throughout  the 
core  if  the  dimension  y  in  all  parts  of  the  (divided)  yoke  is  equal 
to  one-half  the  dimension  c.  Fig.  164  is  drawn  so  as  to  show 
how  all  the  equations  may  be  checked.    The  arrangement  of 

Fig.  163  is  obviously  preferable  to  that 
of  Fig.  165  on  account  of  its  greater 
economy  of  iron. 

The  "core  type"  of  three-phase 
transformers  is  illustrated  in  Fig.  167. 
With  electrical  connections  of  primary 
coils  and  with  chosen  positive  direc- 
tions as  shown  by  arrows  in  Fig.  167, 
the  fluxes  ^i,  02,  0s  in  the  three  cores 
are  120^  apart  in  phase  as  shown  in 


Fig.  165.  A  three-phase 
shell-type  transformer 
with  the  coils  all  con- 
nected in  a  similar 
manner.  The  saving  in 
iron  over  three  single- 
phase  transformers  is 
slight.  Note  that  in 
Fig.  163  the  middle 
coil  is  reversed. 


Fio.  166.  Vector  diagram  of  the  flux 
relations  in  the  three-phase  shell-type 
transformer  shown  in  Fig.  165. 


Fig.  168.  The  vector  sum  0i  ®  02  0  03  is  equal  to  zero, 
which  means  that  no  flux  is  forced  out  of  the  iron  into 
air,  but  that  at  every  instant  the  flux  downward  (negative) 
in  one  core  is  exactly  equal  to  the  arithmetical  sum 
of  fluxes  upward  (positive)  in  the  other  two  cores,  or  that 
with  zero  flux  in  one  core,  the  downward  (negative)  flux  in 
one  of  the  other  cores  is  exactly  equal  to  the  upward  (posi- 
tive) flux  in  the  third  core.  This  is  also  shown  in  Fig.  168, 
where  the  vector  sum  of  0i  and  0s  is  exactly  equal  and 
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opposite  to  iht  the  vector  sum  of  <h  and  <^  is  exactly  equal 
and  opposite  to  ^i  (or  ^4)7  and  the  vector  sum  of  0i  and  <h  is 
exactly  equal  and  opposite  to  ^  (or  ^s).  We  see  also  hereby 
that  the  fluxes  ^4  or  ^5  in  the  yokes  are  exactly  equal  to  the 


Fig.  167.  The  core-type  three-phaee  trans-  Fia.  168.  The  vector  dia- 
former.  The  croes-section  area  of  the  gram  for  the  flux  relations 
yoke  is  the  same  as  that  of  the  core.  '^   ^^   core-type   three- 

phase  transformer  of  Fig. 
167. 


fluxes  ^1  or  ^  or  03  in  the  cores,  which  means  that  the  crosa- 
section  area  of  the  yoke  should  be  exactly  equal  to  the  area 
of  the  core. 

Prob.  67-4.  Draw  a  vector  diagram  to  represent  flux  relations 
that  would  result  from  reversing  the  connections  of  the  middle  coil 
in  Fig.  167,  and  state  in  words  what  you  interpret  your  diagram  to 
mean.  What  will  happen  to  the  exciting  current  and  to  the  value  of 
Bm  in  each  part  of  the  core  and  yoke,  for  the  same  voltage  between 
line  wires? 

Prob.  68-4,  In  the  Electric  Journal  of  May,  1913,  the  follow- 
ing statement  is  made:  ''It  may  be  seen  that  by  increasing  the 
amount  of  copper  by  exactly  50  per  cent  and  the  amoimt  of  iron 
slightly  more  than  50  per  cent,  a  three-phase  transformer  is  obtained 
having  50  per  cent  greater  capacity  than  the  original  single-phase 
transformer. ''  Verify  or  disprove  these  statements  by  sketching  a 
single-phase  transformer  for  the  same  voltage  and  kv-a.  capacity 
as  two  phases  of  the  three-phase  transformer  of  Fig.  167,  and  making 
a  comparison. 
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Prob.  69-i.  Draw  a  vector  diagram  to  illustrate  the  result  of 
combiniiig  two  harmonically  vaiying  and  equal  magnetic  fluxes 
120^  out  of  phase  in  opposite  directions  through  the  same  core. 
What  is  the  ratio  between  the  maximum  value  of  the  resultant  flux 
and  the  maximum  value  of  either  of  the  components? 

Prob.  60-4.  In  the  Electric  Journal  of  May,  1913,  the  following 
statement  is  made:  "By  increasing  the  amount  of  copper  of  a 
single-phase  8hell-t3rpe  transformer  exactly  200  per  cent,  and  of  the 
iron  approximately  150  per  cent,  a  three-phase  shell-type  trans- 
former is  obtained,  having  three  times  the  capacity  of  the  single- 
phase  transformer."  By  study  of  Fig.  163,  attempt  to  prove  or 
disprove  these  statements. 

Prob.  61-4.  Check  the  following  statement:  ''A  three-phase 
AA-connected  shell-type  transformer  may  be  operated  temporarily 
at  58  per  cent  of  the  combined  capacity  of  the  three  windings  pro- 
vided only  one  phase  has  been  disabled.  In  such  a  case,  both  the 
high-tension  and  low-tension  windings  of  the  disabled  phase  are 
disconnected  from  the  lines  and  other  phases,  and  each  of  these 
windings  is  short-circuited  upon  itself." 

(a)  Check  the  numerical  value  of  58  per  cent  stated  above. 

(&)  Explain  why  the  disabled  windingps  are  short-circuited  and 
what  would  result  if  they  were  not. 

(c)  Why  would  not  the  ciurent  be  excessive  in  the  short-circuited 
coils? 

63.  Feeder  Voltage  Regulators.  As  explained  in  Art.  7, 
page  22,  it  is  in  general  highly  desirable  that  the  consuniing 
devices  shall  be  served  with  electric  power  at  constant  volt- 
age. But  as  the  pressure  drop  on  the  various  transmitting 
and  distributing  lines  emanating  from  a  generating  station 
will  depend  upon  the  length  and  other  features  of  the  in- 
dividual lines,  as  well  as  upon  the  variations  of  load  which  are 
peculiar  to  each  line,  it  is  obviously  impracticable  to  adjust 
the  voltage  at  the  bus-bars  or  generator  terminals  so  as  to 
compensate  for  line  drop  and  to  maintain  approximately 
constant  voltage  at  the  service  end  of  every  line.  One  of  the 
following  remedies  must  be  applied  individually  to  each  line 
or  feeder,  according  to  its  requirements: 

(a)  Make  the  line  of  such  conductivity  and  spacing  that 
the  resistance  and  reactance  are  low  enough  to  bring  the 
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impedance  drop  on  the  line  within  the  limits  of  voltage 
variation  permitted  between  full  load  and  zero  load,  at  the 
given  power-factor. 

(6)  Equip  each  individual  transmission  line  or  feeder  with 
a  *' feeder  voltage-regulator"  to  boost  the  voltage  on  that 
feeder  by  an  amount  equal  to  the  impedance  drop  on  the 
feeder.  This  regulator  is  usually  furnished  with  means  for 
keeping  it  automatically  adjusted  at  all  loads  so  that  the 
service  voltage  at  the  end  of  the  feeder  is  nearly  constant. 
The  regulator  may  be  located  in  the  generating  station,  in  the 
substation,  or  on  the  pole  or  in  the  manhole  at  the  service 
point,  as  is  most  convenient. 

Often,  and  particularly  in  the  case  of  the  longer  lines  or 
feeders,  a  determination  of  the  most  economical  size  of  wire 
(see  Art.  66,  page  323)  will  show  that  the  power  can  be 
transmitted  more  cheaply  by  installing  the  most  economical 
size  of  .wire  and  adding  a  feeder  voltage  regulator  to  compen- 
sate excessive  voltage  drop  than  by  installing  a  wire  large 
enough  to  keep  the  voltage  regulation  at  the  service  point 
within  the  same  limits  without  the  feeder  regulator.  These 
regulators  have  therefore  become  very  common  and  practi- 
cally essential  in  transmissions  having  considerable  power 
capacity  or  length. 

Feeder  Voltage  Regulators  are  of  two  types,  which  may  be 
distinguished  as  the  Induction  type  and  the  Compensator 
type.  The  operating  principle  of  the  former  is  shown  in 
Fig.  169.  A  primary  coil  PP  is  tapped  across  the  bus-bars 
or  the  transmission  line,  and  produces  alternating  flux  in  the 
iron  core  cc.  This  flux  induces  an  e.m.f .  in  a  secondary  coil 
SS  (which  is  placed  at  an  angle  with  PP  corresponding  to  90 
degrees),  provided  the  core  cc  does  not  happen  to  lie  in  the 
same  plane  with  this  secondary  coil.  In  the  latter  event, 
no  e.m.f.  is  induced  in  SS  because  the  flux  is  parallel  to  the 
turns  of  SS  and  does  not  link  with  them.  The  secondary 
coU  is  in  series  with  the  transmission  line  or  feeder.  If  the 
core  cc  is  inclined  in  one  direction  through  the  secondary 
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coil  88  the  e.m.f .  induced  therein  is  in  the  same  direction  as 
the  primary  e.m.f.,  and  the  voltage  on  the  load  side  of  the 
regulator  is  greater  than  the  voltage  on  the  generator  side  by 
an  amount  equal  to  the  voltage  B,  which  is  being  induced  in 
the  secondary  coil.  If  the  core  cc  be  turned  slightly  so  as  to 
incline  oppositely  with  respect  to  the  plane  of  88,  while  still 

p 


ToJBoarre 


CEp 


Fig.  169.    Diagram^  of  a  voltage  regulator;   induction  type, 

single-phase. 

approximately  perpendicular  to  PP  as  before,  the  e.m.f.  E^ 
induced  in  88  is  in  the  opposite  direction,  and  the  feeder 
voltage  becomes  {Ep  —  jE,).  With  Ep  and  primary  current 
grooving  in  direction  shown  by  the  arrows,  it  is  as  if  we  thrust 
a  north  pole  (shown  by  arrows  on  cc)  upward  through  88  in 
the  first  case,  and  downward  in  the  second  case.  In  either 
case  Eu  is  in  phase  with  Ep,  or  at  180  electrical  degrees  to  it, 
and  the  load  voltage  {Ep  ■±.  E,)  is  the  arithmetical  sum  or 
di£Ference  of  Ep  and  £«  depending  on  the  angular  position 
of  cc.  The  value  of  E,  will  vary  with  this  angle,  as  more  or 
less  of  the  primary  flux  is  made  to  link  with  the  secondary. 
The  compensator  type  of  feeder  voltage  regulator  is  shown 
in  Fig.  170,  where  we  have  a  transformer  with  its  primary  PP 
connected  across  the  transmission  line  through  a  reversing- 
switch  a,  and  taps  brought  out  from  various  points  along  its 
low-voltage  secondary  coil  88  to  contact  blocks  on  a  switch 
h\bi  along  which  slides  a  contact  arm  c.    This  contact  arm  is 
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connected  to  the  feeder  in  such  manner  that  the  voltage  E, 
induced  in  the  secondary  coil  between  the  points  61  and  c  is 
either  added  to  or  subtracted  from  the  primary  voltage, 
depending  upon  the  position  of  the  reversing  switch  a.  Thus, 
if  Ei  be  the  maximum  voltage  that  can  be  had  from  the 


Ep+E,    volt. 


To  toad 


Fig.  170.    Diagram  of  a  feeder  voltage  regulator;  compensator  type, 

single-phase. 

secondary  with  c  moved  up  to  62,  the  limits  of  load  voltage 
are  {Ep  ±  Ei),  depending  upon  which  way  the  switch  a  is 
thrown. 

To  avoid  interruption  of  the  current  supply  to  the  load 
(which  might  cause  severe  and  destructive  sparking  or  arcing 
at  the  switch  contacts),  the  contact  on  the  arm  c  is  made 
broad  enough  to  span  two  blocks  on  the  switch  6162.  This 
would  result  in  damage  to  the  secondary  SS  due  to  short- 
circuiting  some  of  its  turns  in  moving  from  one  block  to 
another,  if  some  preventive  were  not  employed.  One  method 
is  to  snap  the  contact  c  from  one  block  to  the  next  by  means 
of  a  spring  so  quickly  that  no  arc  can  be  formed  and  no  flicker 
noticed  in  the  load  current.  Another  method,  shown  in 
Fig.  170,  is  to  split  the  contact  c  into  two  parts  which  are  con- 
nected together  through  a  coil,  which  has  sufficient  reactance 
to  limit  the  short-circuit  current  to  a  small  value,  and  suffi- 
cient canying  capacity  not  to  be  injured  by  passage  of  the 
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main  load  current  through  it.  The  load  circuit  is  tapped  from 
the  middle  of  this  coil,  and  the  result  is  that  the  useful  load 
current  flows  in  equal  amount  liut  in  opposite  directions 
through  the  two  halves  of  the  coil,  so  that  no  flux  and  no 
reactance  drop  are  produced  in  it  by  the  load  currents.  This 
device  is  convenient  to  use  wherever  we  desire  to  change  from 
one  tap  to  another  on  any  transformer  without  disturbing 
the  circuit. 


Fig.  171  is  a  photograph  of  a  two-pole  single-phase  induc- 
tion-type regulator,  similar  to  that  shown  in  Fig.  169,  and 
arranged  to  be  operated  by  hand.  Fig.  172  shows  a  similar 
regulator  arranged  to  he  automatically  controlled,  and  to  be 
hung  on  a  jjolc  or  placed  in  a  manhole  at  the  load-center  or 
at  the  point  where  the  feeder  connects  to  the  consumer's  ser- 
vice taps.  A  contact-making  voltmeter  automatically  closes 
a  control  circuit  when  the  voltage  on  tlie  load  side  of  the  regu- 
lator reaches  a  value  approximately  one-half  of  one  per  cent 
above  or  below  the  value  which  it  is  adjusted  to  maintain. 
This  control  circuit  operates  a  small  motor  in  such  direction 
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aa  to  move  the  core  c  (Fig.  169)  or  the  contact  c  (Fig.  170), 
and  restore  the  load-vottage  to  the  predetermined  value. 

Fig-.  173  shows  the  core  and  windings  of  a  fairly  large  single- 
phase    two-pole    induction-type    regulator.     The    moving 
element  carries  the  primary  coil,  because  this  consists  of  a 
large  number  of  turns  of  fine  wire  receiving  full  line  voltage 
and   the   connections   to    it  are 
therefore  light  and  flexible.    With 
this  rotor  in  the  position  shown, 
no  e.m.f.  is  induced  in  the  sec- 
ondary   coil;     but    if    the   volt- 
meter and  control   motor  move 
the    core    clockwise    the    feeder 
e.m.f.  is  raised,  Igt  us  say,  and  if 
counter-clockwise   it  is   lowered. 
We  may  easily  see,  however,  that 
when  the  rotor  is  in  the  neutral 
position  as  here  shown,  the  sec- 
ondary coil  surrounded  completely 
by   iron   forms    a    choking    coil 
through  which  the  load  currents 
must  pass,  and  the  voltage  regu- 
lation of  the  circuit  is  caused  to   Fig.  172.    An  automatic  feeder 
be  very  bad,     To  prevent  this     voltage  regulator.    Pole  type, 
difficulty   a    coil    of    heavy   wire     The  General  EUctric  Co. 
short-circuited  on  itself  is  mounted  on  the  drum  and  fixed 
at  an  angle  of  90  electrical  degrees  with  the  primary.     When 
the  primary  is  in  neutral  position,  the  secondary  induces  a 
sufficient  current  in  this  short-circuited  coil  to  reduce  to 
practically  zero  value  the  flux  and  reactance  due  to  the  load 
currents  in  the  secondary. 

Fig.  174  shows  an  installation  of  large  stationary  induction- 
type  feeder  regulators  in  a  substation.  Fig.  175-  shows  the 
internal  connections  of  a  commercial  regulator  of  the  com- 
pensator type,  in  which  the  contact  blocks  AAA  on  the  dial 
switch  correspond  to  the  blocks  on  the  switch  bibi  of  Fig.  170. 
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Each  of  two  adjacent  blocks  is  touched  by  a  number  of 
contact  fingers  which  differ  but  slightly  in  length.  Each 
contact  finger  is  attached  to  a  collector  ring  on  the  movable 


Fia.  173.     Section  of  wiadtng  and  core  of  aingle-phaac  induction 
regulator.     The  Oeneral  Electric  Co. 

drum,  and  these  rings  are  all  connected  in  parallel  through  in- 
dividual preventive-resistances  to  the  feeder  circuit  as  shown. 
When  the  contacts  are  at  the  upper  middle  position  in  the 
upper  part  of  Fig.  175,  the  feeder  voltage  is  exactly  the  same 
as  the  generator  voltage.  Moving  the  contacts  clockwise  will 
raise  the  feeder  voltage,  and  moving  them  counler-clockwise 
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will  lower  the  feeder  voltage  by  causing  the  e.m.f.  in  the  left 
half  of  the  secondary,  in  series  with  the  feeder,  to  oppose  the 
generator  e.ni.f.  The  preventive  resistances  serve  the  same 
purpose  as  the  coil  c  in  Fig.  170.  They  do  not  waste  appre- 
ciable power  due  to  passage  of  load  current  through  them 


Fia.  174.    tnBtalttktion  oT  GenerSil  Electric  automatic  induction  feeder 
regulators  at  the  Philadelphia  EHectric  Co. 

because,  as  may  be  seen  in  lower  Fig.  175,  there  are  four  of 
them  in  parallel  connected  to  each  contact-block. 

The  compensator  type  of  regulator  has  the  advantage  over 
the  induction  type  that  the  moving  element  is  much  easier  to 
move  and  can  therefore  be  moved  more  quickly,  resulting  in 
closer  regulation  or  more  nearly  constant  feeder  voltage. 
There  is  a  large  torque,  due  to  magnetism,  resisting  movement 
of  the  rotor  in  the  induction  type,  whereas  in  the  former  the 
resisting  torque  is  due  only  to  friction.  The  efficiency  of  the 
compensator  type  may  also  be  greater  due  to  the  fact  that 
load  currents  traverse  only  as  much  of  the  secondary  wind- 
ing as  may  be  necessary,  instead  of  all  of  it;  and  the  power- 
factor  of  the  induction  type  may  he  lower  on  account  of  the 
air  gap  in  the  magnetic  circuit,  rqeuiring  a  greater  magnetiz. 
ing  component  of  current. 
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The  compensator  tjpe  of  regulator  is  usually  built  for 
single-phase  circuits  only,  and  must  be  applied  individually 
to  the  phases  of  a  three-phase  circuit.    The  induction  regula- 


tor can  easily  be  built  for  polyphase  circuits  merely  by 
mounting  upon  both  rotor  and  stator  three  windings  with 
proper  angle  between  them  (see  Chap.  IX,  First  Course),  the 
rotor  windings  being  connected  together  in  A  or  F  to  the  line 
wires,  and  each  stator  winding  being  connecte<l  m  series  with 
the   corresponding   line   wire.     The   Internal   actions   of   a 
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polyphase  induction  regulator  differ  in  detail  from  those  of 
the  single-phase  induction  regulator.  In  the  single-phase 
type  the  magnetic  flux  is  fixed  in  direction  and  varies  har- 
monically in  value  with  time,  while  the  e.m.f .  induced  in  each 
phase  of  the  secondary  is  in  phase  with  the  e.m.f.  of  the  corre- 
sponding phase  of  the  primary.  In  the  polyphase  type  the 
flux  rotates  aroimd  the  axis  of  the  rotor  and  the  stator  at  an 
angular  velocity  depending  upon  the  frequency  of  the  primary 
e.m.f.  and  upon  the  number  of  poles  for  which  the  windings  are 
arranged.  The  value  of  the  flux  is  fixed,  and  the  e.m.f.  added 
by  the  secondary  winding  to  each  phase  of  the  feeder  circuit 
has  a  phase  relation  to  the  impressed  e.m.f.  which  depends 
upon  the  angular  position  of  the  rotor  with  respect  to  the 
stator.  It  is  like  a  wound-rotor  induction  motor  (which  see, 
in  Chap.  VII  of  this  book),  in  which  the  rotor  is  held  station- 
ary against  the  torque  which  tends  to  rotate  it,  and  each  phase 
of  the  stator  winding  is  connected  in  series  with  one  of  the 
Une  wires  while  the  corresponding  phase  of  the  rotor  winding 
is  connected  across  the  same  phase  of  the  line. 

Prob.  62-4.  Unless  specified  otherwise,  feeder  voltage  regula- 
tors are  usually  designed  to  raise  or  lower  the  line  voltage  by  10  per 
cent.  Their  rating  in  volt-amperes  is  equal  to  the  product  of  the 
current  they  can  deliver  times  the  amount  by  which  they  can  raise 
or  lower  the  voltage  of  this  current  above  or  below  its  normal  value. 
Under  these  conditions,  what  would  be  the  rating  of  a  single-phase 
regulator  for  a  100-kv-a.  230(>-volt  feeder? 

Prob.  68-4.  Under  the  conditions  of  Prob.  62,  what  would  be 
the  kv-a.  rating  of  a  three-phase  induction  regulator  for  a  three- 
wire  feeder  delivering  100  amperes  per  wire  with  2300  volts  between 
line  wires? 

Prob.  64-4.  Under  the  conditions  of  Prob.  62,  what  would  be 
the  limiting  values  of  load  voltage  and  current  supplied  through  a 
single-phase  induction-type  regulator  rated  2.3  kv-a.  for  a  2300- 
volt  circuit? 

Prob.  65-4.  By  use  of  recording  voltmeters  attached  to  the 
lines,  the  following  were  observed  to  be  the  limiting  values  between 
which  the  voltage  fluctuated: 

(a)  Generator  voltage  (104  to  119)  times  20. 
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(6)  Feeder  voltage  beyond  induction-type  regulator  (110.5  to 
115)  times  20. 

(c)  Feeder  voltage  beyond  compensator-type  regulator  fed  from 
same  generator  at  approximately  the  same  time  (114  to  116)  times 
20. 

If  the  candle  power  of  tungsten  lamps  varies  as  the  3.63  power  of 
the  applied  voltage,  determine  the  ratio  between  maximum  and 
minimum  candle  power  of  a  given  lamp  attached,  under  the  con- 
ditions given  above,  to: 

(a)  the  generator  directly, 

(6)  the  induction  regulator, 

(c)  the  compensator  regulator. 

Prob.  6^-4.  Would  it  be  preferable  to  use  a  polyphase  regula- 
tor or  three  single-phase  regulators  under  each  of  the  following 
conditions,  and  why? 

(a)  Three-phase  balanced  circuit  feeding  polyphase  motors 
principally. 

(6)  Three-phase  unbalanced  circuit  feeding  lights  principally. 

64.  The  Constant-current  Transformer.  In  supplying 
power  to  electric  lamps  for  street  lighting,  it  is  much  more 
economical  or  less  expensive  to  connect  the  lamps  in  series 
than  to  connect  them  in  multiple  or  parallel.  As  in  the 
multiple  system  it  is  necessary  to  maintain  constant  voltage 
across  the  circuit  in  order  that  the  addition  or  extinction  of 
lamps  shall  not  affect  the  current  supplied  to  every  other 
lamp  in  the  system,  so  in  the  series  system  it  is  necessary  to 
maintain  the  current  constant  in  order  that  the  insertion  of 
more  lamps  into  the  series  or  the  extinction  of  some  lamps  by 
short-circuiting  them  shall  not  affect  the  operation  of  the 
other  lamps. 

In  the  multiple  system  the  voltage  across  the  circuit  is 
maintained  constant  at  a  value  suitable  to  a  single  lamp,  and 
the  copper  wire  must  be  heavy  enough  to  cany  the  sum  of 
currents  required  by  all  the  lamps,  with  a  voltage  drop  and  a 
power  loss  within  limits  prescribed  in  fairly  definite  manner 
by  the  quality  of  service  demanded  and  by  the  requirement 
of  economy  in  transmission.  In  the  series  system  the  current 
in  the  circuit  is  maintained  constant  at  a  value  suitable  to  the 
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individual  lamp,  and  the  copper  wire  need  be  only  large 
enough  to  cany  this  much  current  over  the  given  route  with 
a  power  loss  not  to  exceed  the  economical  limit,  it  being 
unnecessary  to  consider  the  voltage  drop  in  the  wires  as  a 
limiting  condition  in  this  case.  The  investment  in  copper  is 
therefore  very  much  less  in  the  series  system  than  in  the 
multiple  system  to  supply  the  same  loads,  due  to  the  higher 
voltage  and  lower  current. 

Inasmuch  as  electric  power  is  usually  generated  and  trans- 
mitted at  approximately  constant  voltage,  for  practically 
every  kind  of  load  except  street-lighting  systems,  it  is  neces- 
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Fig.  176.    Diagram  showing  the  principle  of  the  constant  current  trans- 
former.   Note  the  air  gap  in  the  transformer  core. 

sary  to  have  some  device  to  put  in  the  central  station  or  in  a 
conveniently  located  substation  which  shall  be  able  to  take 
power  at  constant  voltage  (variable  current)  and  deliver  it  at 
constant  ci!!rrent  (variable  voltage).  Such  a  device  is  called 
a  "constant-current  transformer,"  and  is  to-day  a  very 
common  piece  of  equipment.  The  principle  of  operation  is 
shown  in  Fig.  176,  where  we  have  a  primary  coil  P,  connected 
to  a  constant-voltage  a-c.  generator  (7,  and  mounted  on  the 
same  iron  core  with  a  secondary  coil  S  which  is  connected  to  a 
series  circuit  of  lamps  L.    The  magnetic  circuit  has  an  air 
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gap  in  it  between  P  and  S,  as  indicated  on  the  middle  limb  or 
core  of  the  transformer.  As  we  vary  the  impedance  of  the 
external  part  of  the  secondary  circuit  by  opening  or  closing 
the  switches  C  which  short-circuit  the  lamps  L,  we  find  that 
the  relative  variation  of  current  in  the  secondary  is  very  much 
less  than  it  would  be  if  there  were  no  air  gap  in  the  magnetic 
circuit  of  the  transformer  (i.e.,  if  it  were  like  an  ordinary 
constantr-potentia)  transformer). 

The  reason  why  an  air  gap  interposed  in  the  magnetic 
circuit  between  the  primary  and  secondary  coils  causes  the 
transformer  to  be  self-regulating  for  approximately  constant 
current  rather  than  for  approximately  constant  voltage 
should  be  fairly  clear  after  a  careful  study  of  Article  41,  page 
164.  For  the  total  flux  generated  by  the  primary  current 
there  are  two  paths  which  are  magnetically  in  parallel, 
namely,  the  path  of  the  mutual  flux  0Af  which  links  both  P 
and  /S,  and  the  path  of  the  primary  leakage  flux  <t>p  which 
links  with  all  or  part  of  the  primary  without  linking  the 
secondary.  There  is  a  similar  parallel  path  for  the  secondary 
leakage  flux  4>s-  Now,  in  the  ordinary  transformer  the 
reluctance  of  the  all-iron  path  of  the  mutual  flux  ^j/  is  so  low 
in  comparison  with  the  reluctance  of  the  part-air  path  of  the 
leakage  flux  4>p  that  most  of  the  flux  which  threads  the 
primary  coil  and  induces  the  counter  e.m.f .  in  it  also  threads 
the  secondary  coil  and  induces  e.m.f.  in  it;  that  is,  ^jr  is  a 
very  large  part  of  the  total  primary  flux  (0Af  -|-  ^p)  when 
there  is  no  air  gap  in  the  magnetic  circuit.  But  when  we 
introduce  such  an  air  gap,  the  reluctance  of  the  path  of  4>m 
becomes  more  nearly  equal  to  the  reluctance  of  the  parallel 
path  of  4>Py  and  the  same  total  flux  {<t>M  +  4>p)  r*Hiistributes 
itself  so  as  to  make  <^p  larger  and  0Af  smaller.  As  the  value 
of  e.m.f.  induced  in  the  secondary  coil  depends  directly  upon 
the  amount  of  4>M}  we  see  that  the  presence  of  the  air  gap 
results  in  a  very  poor  voltage  regulation  at  the  secondary 
terminals.  That  is,  a  given  reduction  of  impedance  in  the 
secondary  circuit  produces  a  much  less  increase  of  secondary 
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current  than  before  the  introduction  of  the  air  gap,  because 
of  the  greater  decrease  of  secondary  voltage  due  to  the  gap. 
Apparently,  therefore,  a  transformer  must  be  designed  to 
have  large  leakage  reactance  and  bad  voltage  regulation  in 
order  to  regulate  itself  for  approximately  constant  current. 
This  is,  in  fact,  true  for  generators  also.    Fig.  177  illustrates 


Amperes  In  Secondary  »I 

FiQ.  177.  Curves  showing  practically  constant-cuirent  regulation  of 
transformer  which  has  bad  voltage  reg^ation.  Note  that  whatever 
the  impedance  Zj  may  be,  the  current  /  remains  practically  the  same 
when  the  voltage  has  the  characteristics  of  curve  Et. 

the  general  relations.  The  ordinates  of  curve  Ei  represent 
terminal  volts  and  abscissas  represent  corresponding  ampere 
output  of  a  generator  or  transformer  having  zero  per  cent 
voltage  regulation  (absolutely  constant  voltage).  The  ordi- 
nates of  curve  Zi  represent  impedances  corresponding  to 
various  values  of  current  (abscissas)  and  are  obtained  by 
dividing  the  ordinate  on  Ei  (volts)  by  the  corresponding 
abscissa  (amperes).  Similarly  the  ordinates  of  curve  Z^ 
represent  impedances  of  the  external  secondary  circuit  of  a 
transformer  which  has  rather  poor  voltage  regulation  as 
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8ho¥m  by  the  pronounced  slope  of  the  voltage  curve  Et,  and 

the  ordinates  of  curve  Zi  represent  external  impedances  for  a 

transformer  having  extremely  bad  voltage  r^ulation  as  shown 

by  curve  Ez.    From  the  curves  of  Fig.  177  we  find  that  while 

Z  is  increasing  over  the  interval  from  1  to  3  units  in  all  cases 

(it  is  immaterial  what  scales  we  choose  for  ordinates  and 

abscissas,  for  volts  or  ohms  and  for  amperes),  /  varies  from 

3  —  1 
a  value  of  3  to  a  value  of  1,  or  over  a  range  of  — ^ —  or  67  per 

cent  in  the  case  o^  the  transformer  (£i)  having  perfect  voltage 
regulation;  I  varies  from  2.45  to  0-95,  or  over  a  range  of  61.2 
per  cent  in  the  case  of  a  transformer  (E^)  having  somewhat 
poorer  voltage  regulation;  and  I  varies  from  0.75  to  0.5  or 
over  a  range  of  33  per  cent  in  the  case  of  a  transformer  (Ez) 
having  very  bad  voltage  regulation. 

In  the  common  commercial  t}rpes  of  constant-current  trans- 
former the  method  for  obtaining  constant-current  regulation 
is  somewhat  different.  Thus,  in  Fig.  178  the  lower  (primary) 
coil  is  stationary,  while  the  upper  (secondary)  coil  is  free  to 
move  along  the  iron  core,  which  has  no  air  gap  in  it.  The 
secondary  is  suspended  from  counterweights  by  cords  which 
run  over  wheels  or  grooved  sectors  as  shown  in  Fig.  178. 
These  sectors  are  so  shaped  or  adjusted  that  with  the  second- 
ary coil  in  any  position  along  the  core  the  difference  between 
the  weight  of  the  suspended  coils  and  the  lifting  effort  exerted 
on  them  by  the  counterweights  is  exactly  equal  to  the  mag- 
netic repulsion  between  the  primary  coil  and  the  secondary 
coil  when  carrying  the  current  which  the  transformer  is  ad- 
justed to  maintain.  If  the  impedance  of  the  external  circuit 
be  reduced  by  short-circuiting  any  part  (or  even  all)  of  the 
load,  the  resulting  momentary  rise  of  current  will  increase 
the  repulsive  force  between  coUs  and  lift  the  secondary.  As 
the  secondary  moves  away  from  the  primary  the  reluctance 
of  the  leakage  paths  decreases  and  the  leakage  flux  increases, 
thereby  reducing  the  mutual  flux  and  the  secondary  induced 
voltage  corresponding  to  constant  primary  impressed  or 
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counter  e.m.f.    The  secondary  coil  will  move  upward  and  the 
secondary  voltage  will  be  thus  reduced  at  the  same  time  until 


Fiu.  178.    A  60-cyele,  20  KV-A.,  2200-TOlt,  5.5-amp.,  constant-current 
transformer  of  the  commercial  type.    Note  that  instead  of  the  air  gap 
in  the  core,  the  secondary  coil  is  free  to  move  along  the  core,  and 
thus  increaae  or  decrease  the  leakage  flun.    The  General  Eleclric  Co. 
the  coil  finds  itself  in  a  position  where  there  is  again  equilib- 
rium between  the  forces  acting,  which  will  be  when  the  current 
is  restored  to  its  former  value.     The  current  for  which  the 
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transformer  regulates  itself  may  be  adjusted  over  a  certain 
range  by  changing  the  amount  of  counterweight.  Manu- 
facturers commonly  guarantee  these  transformers  to  regu- 
late within  1  per  cent  above  or  below  rated  current,  from 
no  load  to  full  load. 

The  constant-current  regulation  is  thus  obtained  by  auto- 
matically increasing  the  leakage  reactance  in  just  sufficient 
amount  to  compensate  any  decrease  of  external  (secondary) 
impedance,  or  vice  versa.  As  the  secondary  ampere-turns 
are  maintained  constant,  the  primary  ampere-turns  and 
amperes  will  also  be  constant  except  for  the  change  in  the 
magnetizing  component  of  current.  The  primary  impressed 
voltage  being  maintained  constant,  it  follows  that  the  power- 
factor  of  the  primary  will  vary  in  direct  proportion  to  the 
total  watts  output  of  the  secondary.  Heavier  load  means 
larger  impedance  in  the  secondary  external  circuit,  higher 
volt.age  at  the  secondary  terminals,  P  and  S  coils  closer 
together,  and  higher  power-factor  in  the  primary  circuit,  with 
practically  no  change  in  the  copper  loss  and  a  slight  increase 
of  the  iron  loss  (due  to  reduction  of  leakage  flux  and  corre- 
sponding increase  of  mutual  flux  in  the  all-iron  magnetic 

circuit). 

TABLE  VI 

Performance  Data  on  Constant-current  Transformers  with 

Incandescent  Lamp  Load 

From  Bulletin  of  Adams-Bagnall  Electric  Co.,  on  "Street- 
lighting  " 


SiEoof 
trans- 
former, 
kv-a. 

Efficiency, 

in  per  cent. 

Power-factor,  in  per  cent. 

Weight 
of  trans- 
former, 
pounds. 

Full 
load. 

load. 

load. 

i 
load. 

Full 
load. 

load. 

load. 

load. 

4 
8 
12 
16 
22 
32 

95 

96 

96.2 

96.5 

97.2 

97.4 

93 

95 

95.5 

96 

96.2 

96.4 

90 

92 

93 

94 

94.4 

95 

83 

87 

87.5 

88 

89.4 

90.5 

86 

87.2 
87.9 

88.5 
88.6 
88.8 

66 

66.2 

66.6 

67 

67.1 

67.2 

45 

45.2 

45.2 

45.3 

45.4 

45.5 

24 

24.2 

24.3 

24.5 

24.5 

24.5 

625 
900 
1200 
1650 
1800 
2100 

NoU*    Full  load  means  rated  kv-a.  output. 
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Fig.  180  represents  the  simplest  possible  connections  of  a 
constant-current  transformer  to  the  power  supply  and  to  the 
load  circuit.  Lightning  arresters  (see  Fig.  175  in  First 
Course,  and  Art.  89  of  this  book)  are  considered  to  be  an 
essential  part  of  the  equipment  because  the  external  circuit 
is  out  of  doors.    Instrument  cases  are  grounded  to  avoid 


Fig.  179.  The  connections  for'il 
constant-current  transformer 
like  that  in  Fig.  178,  having 
double  coils  and  supplying  two 
series  circuits.  The  General 
Electric  Co. 
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Fig.  180.  Simple  connections  for 
a  constant-current  transformer 
with  a  single  coil  and  supply- 
ing but  one  circuit.  The  Oen- 
eral  Electric  Co. 


potentials  on  them  which  might  endanger  the  life  of  the 
station  attendant  who  touches  them.  When  the  secondary 
circuit  contains  a  very  large  number  of  lamps  it  is  sometimes 
considered  preferable  to  divide  it  into  two  circuits,  and  the 
primary  and  secondary  coils  may  also  be  divided  into  two 
parts  esiQh.  This  is  shown  in  Fig.  179,  which  corresponds  to 
Fig.  178.  Either  external  circuit  may  be  "killed"  by  insert- 
ing the  plug  in  the  switch  which  short-circuits  that  series 
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and  then  removing  the  plugs  from  the  switches  which  dis- 
connect the  line  wires  from  the  short-circuited  secondary. 

Prob.  67-4,  How  many  series  incandescent  lamps,  each  rated  250 
candle-power,  170  watts,  25.7  volts,  6.6  amperes,  spaced  200  feet  apart 
and  coimected  by  No.  6  copper  wire,  can  be  suppUed  by  a  16-kv-a. 
transformer  whose  characteristics  are  as  given  in  Table  VI?  Con- 
sider the  lamps  and  line  to  be  non-inductive.    Frequency  60  cycles. 

Prob,  68-4.  If  the  transformer  of  Prob.  67  is  fed  from  2300- 
volt  constant  potential  mains,  calculate:  (a)  Secondary  terminal 
voltage  at  full  load  (rated  size  being  considered  to  refer  to  kv-a. 
output).    (6)  Primary  amperes  input  at  full  load. 

Prob.  69-4,  Assuming  the  load  of  the  4-kv-a.  transformer  of 
Table  VI  to  be  entirely  non-inductive,  draw  curves  having  watts 
in  external  circuit  as  abscissas,  and  as  ordinates  the  following: 
(a)  Secondary  terminal  voltage  at  4  amperes;  (6)  magnetizing  com- 
ponent of  primary  current,  in  amperes.    Primary  voltage  is  2300. 

Prob,  70-4.  From  the  data  given  for  the  12-kv-a.  transformer 
in  Table  VI,  assuming  the  load  to  have  unity  power-factor,  calcu- 
late the  following:  (a)  total  watts  loss  at  1,  f ,  ^  and  \  times  rated 
load;  (6)  constant  or  copper  loss;  (c)  variable  or  iron  loss  at  1,  f ,  ^ 
and  \  times  rated  load. 

Prob.  71-4.  From  data  given  in  Table  VI  for  the  8-kv-a. 
transformer,  assuming  it  to  be  rated  and  adjusted  for  4  amperes 
secondary  and  2200  volts  primary,  calculate  the  equivalent  primary 
reactance  due  to  magnetic  leakage  at  1,  f ,  \  and  \  times  rated  load. 
Power-factor  of  load  is  unity. 

66.  Instrument    Transformers.    Series    Transformers. 

In  alternating-current  systems  the  measuring  instruments 
(as  voltmeters,  ammeters,  wattmeters,  watt-hour  meters, 
power-factor  meters)  and  the  limit  devices  (as  relays  for 
operating  circuit  breakers  to  guard  against  overload,  low 
voltage  and  reverse  current  or  power)  are  not  usually  con- 
nected directly  to  the  power  circuit,  but  are  linked  thereto 
by  "instrument  transformers,"  more  commonly  known  as 
"potential  transformers"  and  "current  transformers."  The 
most  important  function  of  these  transformers  is  to  insulate 
electrically  from  the  high-tension  circuit  the  measuring  in- 
strument and  the  relays,  which  are  on  the  switchboard  and 
may  be  touched  by  the  attendants.    Aside  from  considera- 
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tion  of  the  personal  safety  of  the  operators,  it  would  be  too 
expensive  and  usually  impracticable  to  insulate  the  parts  of 
the  instruments  for  high  voltage.  It  is  preferable  to  put  the 
insulation  into  instrument  transformers  and  to  use  instru- 
ments insulated  for  low  voltage  only.  Furthermore,  by  use 
of  instrument  transformers  of  various  ratios  we  are  enabled 
to  standardize  our  equipment  of  instruments,  using  generally 
liO-volt  voltmeters,  and  5-ampere  ammeters  or  wattm^itcrs, 
through  transformers  of  suitable  ratio,  to  read  pressures, 
currents,  or  powers  of  any  magnitude. 

The  method  of  using  such  transformers  is  illustrated  in 
Fig.  179.     A  potential  transformer  has  its  high-tension  coil 
shunted  across  the  primary  mains  at,  say,  2300  volts.     The 
low-tension  coil,  probably  110  volts,  connects  to  the  pressure 
coil  of  the  watt-hour  meter.     (We  might  also  connect  in  paral- 
lel to  the  same  trans- 
former a  voltmeter  and 
the  pressure  coil  of  a 
wattmeter  or  a  power- 
factor  met«r.)    in  series 
with  the  supply  mains 
shown   in    Fig.    179   is 
a  current    transformer, 
having     its     secondary 
connected    to    the    cur- 
rent coil   of    the  wutt- 
hour   meter  (we   might 
also  connect,  in  scries  to 
the  same  current-trans- 
former   secondary,     an 
ammeter  and  the  current 
coil  of  a  wattmeter  or  of    P"^-    '^l-      20frwatt    potential    tran*. 

,      .  ,     ,  former.     Wagner  Eleclnc  Co. 

a   power-factor  meter). 

Notice  that  the  low-tension  circuits  of  instrument  trans- 
formers, as  well  as  the  ca-scs  of  instruments,  are  usually  fur- 
nished with  a  good  electrical  connection  to  earth. 
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Instrument  transformera  are  of  small  power  capacity, — 
from  15  to  200  volt-amperes,  depending  upon  how  many  in- 
struments are  to  be  operated  or  upon  the  amount  of  power 

required    to    operate    relays. 

The  voltage  ratio  of  potential 

•  transformers,  or  the  current 
ratio  of  current  transfonners, 

*  usually  remains  practically 
constant  for  all  voltages  or  cur- 
rents, respectively,  under  the 

Fio.    182.      Stfttionwy     cuircnt   ^^^^  ^^^        ^.^^   f^,^  ^^^     j^ 
tranaformer.   Westinghouse Elec-    ,         .,  .     i         ^.  r  .i 

trie  and  Mfa  Co  '^^  *''*°  i"^^™  wattage  of  the 

transformer,  regardless  of  what 
particular  instruments  may  be  used  on  the  low-tension  side. 
It  is  preferable,  however,  to  have  each  instrument  or  group 
of  instruments  calibrated  and  used  in  connection  with  a  par- 
ticular transformer,  if  greatest  accuracy  is  desired.  Fig,  181 
shows  a  potential  transfonner  of  rather  large  size  (200  volt- 
amperes)  wound  for  110  volts  low-tension  with  either  1100 


Fio.  lS3a.     Port-able  aeries  or  current  traneformer.     Wcalin^house  EUe- 
trie  and  Mfg.  Co. 

or  2200  volts  high-tension,  depending  on  whether  the  two 
high-tension  coils  are  connected  in  parallel  or  in  series.  It 
is  intended  to  be  bolted  to  some  convenient  point  of  the 
framework  which  supports  the  main  conductors. 
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Fig.  182  shows  a  currant  transformer,  of  which  the  primary 
PP  is  connected  in  series  with  the  high-tension  conductors 
and  the  secondary  terminals  SS  are  connected  to  ammeters, 
relays  and  current  coils  of  watt- 
meters,   all    in    series    with    one 
another  (never  in  parallel).    Fig. 
lS3a  and  183b  shows  a  portable 
testing    outfit     consisting    of     a 
"spliWype"   current  transformer 
connected  to  an  ammeter.    A  part 
of  the  magnetic  circuit  is  cut  out 
and  attached  to  the  remainder  by 
a  binge,  so  that  the  transfonncr  can 

be  opened  and  clamped  around  any  Pia.  183b.  Transformer  of 
cable  or  bus  bar,  permitting  the  cur-  Fig.  I83a  shown  ready  tor 
rent  to  be  measured  without  dis-  inserting  cable. 
turbing  the  circuit  in  any  way.  If  the  primary  circuit  passes 
once  through  the  hole  in  the  core,  it  is  equivalent  to  a  single 
turn  starting  from  the  generator  or  bus  bar  and  returning 
thereto;  if  the  conductor  passes  through  the  core  twice,  it 
is  equivalent  to  a  primary  of  two  turns,  and  so  on,  Althougli 
convenient  to  use,  the  split  type  has  poor  characteristics. 

When  we  are  measuring  only  amperes  or  volts,  the  accuracy 
depends  principally  upon  the  constancy  of  the  ratio  of  the 
current  transformer  or  of  the  potential  transfonner.  When 
these  transformers  actuate  wattmeters,  however,  a  factor  of 
even  greater  importance  than  the  ratio  is  the  phase  difference 
between  primary  and  secondary  terminal  voltages  of  the 
potential  transformer,  or  between  primary  and  secondary 
currents  in  the  current  transformer.  The  calibration  curves 
of  Fig.  184  refer  to  the  type  of  current  transformer  illustrated 
in  Fig.  182  and  show  that  the  variations  from  the  ideal  con- 
dition of  constant  ratio  and  zero  {or  180°)  phase  displace- 
ment, though  small,  are  quite  appreciable.  The  transformers 
are  often  "compensated"  (adjusted  to  give  exact  ratio  and 
180°  phase  displacement  between  primary  and  secondary)  at 
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about  65  per  cent  of  their  rated  capacity.  In  the  case  of  the 
current  transformer,  particularly,  the  ratio  of  transformation 
for  currents  is  not  equal  to  the  ratio  of  turns  in  the  primary 
and  secondary  coils. 

It  is  important  to  know  how  the  current  transformer 
adjusts  ita  secondary  current  to  the  current  flowing  in  the 
primary  or  main  cir- 
cuit. Necessarily  it  is 
designed  so  that  the 
resistances  and  react- 
ances of  primary  and 
secondary  coils  are 
very  low;  thus,  when 
the  secondary  is  con- 
nected through  meters 
and  relays  whose  im- 
pedances are  low,  the 


Fia.  184.    Characteristic  curves  of  current 


transformers.    The  power-factor  here  re- 
ferred to  is  that  of  the  load  on  the  eur-  voltage  drop  across  the 

rent    transformer    itself.      Weelirtghouse    primary  IS  SO  Small  that 
EUctric  and  M/g.  Co.  it  has   no  effect  Upon 

the  primary  current  flowing,  the  value  and  wave  form  of 
which  depend,  therefore,  upon  the  load  itself  and  upon  the 
generator.  A  given  number  of  amperes  flowing  in  the  line 
will  produce  a  certain  number  of  ampere-turns  of  m.m.f. 
acting  in  the  primary  of  the  transformer.  A  flux  will  !« 
produced,  generating  an  e.m.f.  in  the  secondary  coil,  which 
produces  a  current  in  the  secondary  circuit  if  it  is  closed, 
as  it  always  should  be.  As  in  the  secondary  current  in- 
creases, the  m.m.f,  due  to  it  increases,  and  as  this  m.m.f. 
is  opposed  to  the  primary  amperc-tums,  only  the  vector 
difference  between  the  primary  and  secondary  ampere-turns 
is  available  to  excite  or  magnetize  the  core.  For  any  given 
primary  current,  therefore,  the  secondary  current  will 
increase  only  to  such  value  as  can  be  maintained  by  the 
secondary  e.m.f.  induced  by  the  flux  produced  l>y  the  vector 
difference    between    the    primary    ampere-turns    and    the 
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secondary  ampere-turns.  When  this  value  has  been  reached 
there  will  be  no  further  tendency  for  the  secondary  current 
to  rise,  and  we  shall  have  equilibrium. 

From  the  foregoing  it  may  be  seen  that  the  value  of 
secondary  current  corresponding  to  a  given  value  of  primary 
current,  or  the  current  ratio  of  the  series  transformer,  will 
depend  upon: 

(a)  The  impedance  of  the  secondary  circuit  If  this  im- 
pedance be  increased,  the  secondary  current  cannot  increase 
to  as  lai^e  value  as  formerly  for  the  same  primary  current, 
because  a  larger  secondary  e.m.f.  must  be  induced  per 
ampere  of  secondary  current  on  account  of  the  larger  imped- 
ance, and  therefore  there  must  be  a  larger  flux  and  larger 
magnetizing  component  of  primary  ampere-tums  per  ampere 
of  secondary  current.  The  same  total  primary  ampere-tums 
cannot  therefore  produce  as  many  secondary  ampere-tums 
as  formerly.  Incidentally,  the  flux  density  in  the  core  must 
increase  as  the  secondary  impedance  increases,  therefore  the 
core  losses  will  be  greater  and  the  temperature  of  the  trans- 
former will  rise;  also,  there  will  be  a  greater  voltage  drop 
across  the  primary  coil,  and,  as  this  is  in  series  with  the  line, 
the  voltage  regulation  of  the  load  may  be  appreciably  poorer. 

(b)  The  design  of  the  magnetic  circuit  The  flux  density 
must  not  be  allowed  to  reach  excessive  values  under 
operating  conditions.  The  cross-section  of  iron  must  be 
relatively  larger  than  demanded  by  good  practice  in  other 
types  of  transformer,  to  allow  for  relatively  wide  variations 
without  approaching  the  knee  of  the  saturation  curve;  and 
the  number  of  turns  must  be  large  enough  in  both  primary 
and  secondary  so  that  a  small  vector  diflference  between 
the  m.m.f.'s  due  to  the  currents  in  these  coils  will  produce 
relatively  large  net  magnetizing  force.  If  these  principles  are 
violated,  the  current  ratio  will  vary  greatly  as  the  primary 
current  varies. 

(c)  The  power-factor  of  the  secondary  circuit,  or  the  ratio 
between  reactance  and  resistance  of  instrument  coils  or 
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other  loads  connected  thereto.  The  flux,  secondary  induced 
e.m.f.  and  secondary  current  are  produced  by  the  vector 
difference  between  the  primary  ampere-turns  and  the  sec- 
ondary ampere-turns,  and  as  the  ratio  of  X  to  22  in  the 
secondary  circuit  increases,  the  load  component  and  the 
exciting  component  in  the  primary  come  more  nearly  into 
phase  with  the  total  primary  current,  or  more  nearly  into 
phase  with  each  other.  This  results  in  a  smaller  secondary 
current  for  the  same  total  primary  current,  and  therefore  in 
a  larger  current  ratio  for  the  transformer  (the  ratio  of  an 
instrument  transformer  being  understood  always  to  mean  the 

number  by  which  the  instru- 
ment indication  is  to  be  mul- 
tiplied in  order  to  find  the  cor- 
responding value  for  the  primary 
or  high-tension  circuit). 

If  the  student  is  unable  to 
construct  for  himself  vector  dia- 
grams to  illustrate  the  deductions 
stated  above,  Fig.  185  to  188  will 
assist.  Fig.  185  shows  the  ordi- 
nary relations  for  a  current  trans- 
former having  ratio  of  2:1  — 
that  is,  such  that  the  mains  carry 
2  times  the  current  that  flows 
through  the  secondary  or  the  in- 
struments   connected    in    series 

thereto.     When  a  current  Ip  am- 
FiG.  185.     Current,   flux  and       ^  jg  f^^^,^  through  the  pri- 
voltage  relations  ma  2:1  cur-  j.y      a         .        x         a»     n 

rent  teanrfomer.  ^^^'  *he  Aux  *  automatically 

adjusts  itself  as  to  valueand  phase 
(in  a  way  which  depends  upon  the  design  of  the  magnetic  and 
electric  circuits)  in  such  manner  as  to  induce  a  secondary 
e.m.f.  E's  suflScient  to  force  a  current  Is  against  the  total 
resistance  and  reactance  of  the  secondary  circuit.  Is  must 
be  such   that  when    the   corresponding   (equal   opposing) 


*e; 
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ampere-turns  {Ip  times  number  of  turns  in  primary)  are  sub- 
tracted vectorially  from  the  total  primary  ampere-turns  due 
to  Ip,  the  difference  (/jg  times  number  of  primary  turns)  is 
just  sufficient  to  produce  the  flux  ^,  according  to  the  design 
and  operating  characteristics  of  the  magnetic  circuit. 

When  Fig.  186  is  compared  with  Fig.  185,  we  see  the  effects 
of  changing  the  current  Ip  in  the  primary  circuit  to  half  of 
its  former  value,  keeping  the  secondary  cir- 
cuit unchanged.     As  the  power  component 
of  Is  decreases  approximately  as  the  square 
of  0  or  E^s,  while  the  magnetizing  compo- 
nent of  7^  (in  phase  with  0)  decreases  in 
nearly  direct  proportion  to  <^,  we  reason  that 
Ip  will  be  greater  than  half  its  former  value, 
and  Ip  wiD  be  more  nearly  in  phase  with  0 
and  therefore  further  out  of  phase  with  Is 
because  Is  is  more  nearly  in  phase  with  <t>.  ^^  ^^  Current 
We  see  therefore  why  it  is  that  in  Fig.  184      flux  and  voltage 
a  decrease  in  primary  current  increases  the 
current  ratio  (of  Ip  to  Is,  or  of  Ip  to  Ip) 
and  also  increases  the  phase  displacement 
of  Is  (or  of  Ip)  with  respect  to  I  p. 

Comparing  now  Fig.  187  with  Fig.  185, 
we  see  the  effect  of  increasing  the  total  im- 
pedance of  the  secondary  circuit  by  approximately  50  per 
cent,  with  the  same  ratio  of  X  to  i2  in  the  secondary  and 
the  same  current  {Ip  amperes)  in  the  primary.  Es  must 
be  considerably  increased  notwithstanding  7^  is  slightly  re- 
duced. While  <t>  must  be  increased  in  proportion  to  Esj  the 
magnetizing  component  of  Is  must  increase  approximately 
in  simple  proportion  to  0,  and  the  power  component  of 
Is  approximately  as  the  square  of  0  (see  Art.  38);  there- 
fore Ib  will  increase  relatively  somewhat  more  than  0  and 
will  be  further  out  of  phase  with  0.  As  a  result,  Ip  and  7^ 
will  be  somewhat  less  than  before  for  the  same  value  of  Ip; 
the  current  ratio  of  the  transformer  {Ip  -5-  7^)  will  be  greater, 


relations  in  the 
current  trans- 
former of  Fig. 
185,  when  the 
primary  current 
is  halved. 
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and  the  phase  displacement  between  Ip  and  Is  will  probably 
be  somewhat  reduced. 
Comparing  Fig.  188  with  Fig.  185,  we  see  the  effect  of 

increasing  the  ratio  of  X  to  i2, 
or  lowering  the  power-factor, 
in  the  secondary  circuit,  while 
keeping  unchanged  the  total 
secondary  impedance  and  the 
primary  current  Ip,  In  gen- 
eral the  result  is  that  Is  and 
Ip  are  brought  into  closer  phase 
correspondence  with  Ie  and 
■^^  therefore  with  Ip,  causing  the 
ratio  (Ip  -r-  Is)  to  be  increased 
and  the  phase  displacement  to 
be  reduced.  These  facts  also 
are  verified  by  the  characteristic 
curves  in  Fig.  184. 

The    secondary    circuit     of    a 

series  transformer,  especially  of 

an    instrument     transformer    of 

series    type,    should    never    be 

opened.     If  changes  of  connec- 

Fio.  187.    Current,  flux  and  volt-  tions  must  be   made,  first  place 

age  relations  in   the   current  a   short   circuit   across   the  sec* 

transformer  of  Fig.  185  when  ondary   terminals.      The   trans- 

the  impedance  of  the  secondary  ^  n      •  « a    4.^ 

•*  •   •  J  u    X  trr^frf  formcr   usually  is  arranged  to 

circuit  is  increased  about  50%.     .  „       ,  i.  i 

give  a  small  value  of  secondary 

current  for  a  very  much  larger  value  of  primary  current,  — 

say,  in  the  ratio  of  5  amperes  to  500  amperes.    In  this  case, 

the  secondary  must  have  nearly  (though  not  exactly)  100  times 

as  many  turns  as  the  primary.    When  the  secondary  circuit  is 

opened  there  is  no  Is  and  no  counter  m.m.f.  in  the  magnetic 

circuit;  consequently,  all  of  the  ampere-turns  due  to  Ip  go  to 

magnetize  the  core.     Thus,  in  Fig.  185,  Is  and  Ip  would  be 

reduced  to  zero,  and  Is  would  become  equal  to  I  p.    The  flux 


1 
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would  thereby  be  increased  enormously,  and  as  a  result  of 
this  the  secondary  induced  e.m.f.  Es  would  likewise  be  in- 
creased enormously  — 
probably  to  a  value 
great  enough  to  kill  the 
person  who  handled  the 
secondary.  We  may 
also  consider  that  the 
primary  acts  merely  as 
a  choke  coil  when  the 
secondary  is  opened  and 
the  coimter  m.m.f.  is 
reduced  to  zero;  the 
voltage  drop  Ep  across 
the  primary  is  increased 
to  a  considerable  value 
on  account  of  the  in- 
crease of  0,  and  for 
every  single  volt  in- 
crease of  E^,,  we  have 
100  volts  (in  this  case) 
increase  of  Es-     More- 


FiG.  188.  Current,  flux  and  voltage  rela- 
tions in  the  current  transformer  of  Fig. 
185,  when  the  power-factor  of  the  second- 
ary circuit  has  been  lowered. 


over,  the  core  losses  go  up  very  much  faster  than  the  flux 
and  flux  density;  consequently,  the  transformer  very  soon 
becomes  overheated. 

• 

Prob.  72-4.  A  split-type  current  transformer  like  that  shown 
in  Fig.  183  has  a  rating  of  400  amperes  to  5  amperes,  when  the  pri- 
mary circuit  passes  once  straight  through  the  hole  in  the  core.  Ap- 
proximately what  will  be  the  reading  on  an  anmieter  with  5-amperc 
range  connected  to  the  secondary  terminals,  when  a  primary  circuit 
carrying  80  amperes  passes  4  times  through  the  core? 

Prob.  73-4.  How  many  times  should  the  primary  circuit  be 
passed  through  the  core  in  the  transformer  of  Prob.  72,  in  order  that 
an  anmieter  of  5  amperes  range  may  indicate  in  the  middle  of  the 
range  when  used  to  measure  a  current  whose  value  is  100  amperes? 

Prob.  74-4.  A  current  transformer  of  20  : 1  ratio  and  a  poten- 
tial transformer  of  20  : 1  ratio  are  used  with  a  wattmeter  rated  5 
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amperes,  150  volts,  750  watts,  (a)  What  are  the  largest  permis- 
sible values  of  current  and  e.m.f.  in  the  primary  circuit?  (6) 
Neglecting  phase  displacements  due  to  the  transformers,  calculate 
what  number  of  kilowatts  will  be  indicated  by  the  wattmeter  when 
the  primary  circuit  delivers  80  amperes  at  2200  volts  (single-phase) 
and  80  per  cent  power-factor?  (c)  What  power  in  the  primary 
circuit  will  be  thus  represented? 

Prob.  75-4.  A  polyphase  wattmeter  consisting  of  two  distinct 
single-phase  wattmeters  combined  in  one  case  and  using  a  single 
moving  system  is  connected  to  a  three-phase  three-wire  circuit 
according  to  the  two-wattmeter  method  for  measuring  power  (see 
Art.  41,  First  Course),  using  instrument  transformers.  If  each  of 
the  two  pressure  coils  in  the  wattmeter  is  rated  150  volts,  and  each 
of  the  two  current  coils  is  rated  5  amperes,  what  should  be  the  ratio 
(nearest  larger  multiple  of  5)  of  each  potential  transformer  and  of 
each  current  transformer  to  measure  200  kw.  with  6600  volts  be- 
tween line  wires,  at  a  power-factor  of  85  per  cent? 

Prob.  7^-4.  (a)  If  we  desire  to  mark  a  new  scale  showing  pri- 
mary kilowatts  over  the  natural  or  true  scale  of  the  wattmeter 
of  Prob.  75,  what  factor  relates  the  two  scales  when  using  these 
instrument  transformers? 

(6)  If  the  phase  displacement  in  the  current  transformer  is  30 
minutes  (of  electrical  or  time  angle)  while  the  ratio  is  correct  as 
given  in  Prob.  75,  what  would  be  the  apparent  kw.  in  the  primary 
circuits  when  the  power  deUvered  is  really  200  kw.?  Assume  the 
errors  of  the  potential  transformer  to  be  negligible. 

66.  Series  Transformer  for  Lighting  Circuits.  The  num- 
ber of  lamps  in  a  single  series  street-lighting  circuit  is  com- 
monly made  large,  enough  to  require  5000  to  7600  volts. 
Many  mishaps  have  demonstrated  that  such  circuits  must  be 
kept  well  out  of  the  way  so  that  there  shall  be  no  likelihood  of 
people  touching  them.  Thus,  it  is  bad  practice  to  bring  an 
underground  series  circuit  up  into  the  base  of  a  lamp-post, 
where  the  cut-out  block  may  be  touched,  or  to  light  a  fire- 
alarm  box,  a  police  signal  box,  or  a  letter  box  from  a  series 
circuit.  Sometimes,  also,  it  is  desired  to  place  a  few  incan- 
descent lights  in  a  building  where  the  nearest  available  power 
supply  is  a  series  street-lighting  circuit.  For  all  such  cases  it 
is  possible  to  obtain  a  low-voltage  series  circuit  taking  power 
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from  the  high-voltage  aeries  circuit  although  electrically  insu- 
lated therefrom,  by  means  of  a  specially  designed  type  of 
series  transformer. 

Such  series  transformers  are  manufactured  in  sizes  from  40 
to  2000  watts  to  change  from  one  to  another  of  any  of  the 
standard  values  of  current 
for  series  circuits.  Fig.  189 
shows  an  outline  of  one  of 
these  transformers  and  the 
electrical  connections.  The 
secondary  current  is  main- 
tained in  very  nearly  fixed 
ratio  to  the  primary  current, 
in  the  manner  explained  in 
Art.  65  for  instrument 
transformers.  Consequent- 
ly the  secondary  current  is 
maintained  as  nearly  con- 
stant as  the  primary  current 
by  the  same  regulating 
mechanism,  such  as  a  con- 
stant-current transformer. 
However,  the  secondary 
-circuit  is  electrically  insu- 
lated from  the  primary,  and 
no  injury  can  result  to  a 
person  touching  the  second- 
ary, regardless  of  what  conditions  may  exist  on  the  primary 
circuit.  If  the  secondary  circuit  is  opened,  the  voltage  is  pre- 
vented from  rising  beyond  a  safe  value  by  reason  of  the  pecu- 
liar construction  of  the  magnetic  circuit.  The  sectional  area 
of  the  core  is  contracted  at  several  points  so  that  when  the 
counter  m.m.f.  due  to  secondary  current  is  reduced  to  zero, 
the  primary  ampere-turns  cannot  produce  an  excessive 
amount  of  Qux  on  account  of  saturation  of  the  core  at  these 
contracted  parts.     Thus,  the  curve  in  Fig.  190  shows  that 


Fia.  189.  Series  tnneformer  for 
street  lighting.  A  Hecondary  seriee 
current  of  low  and  safe  voltage  is 
obtained  and  regulated  to  conatant 
current  by  the  main  or  primary 
circuit  although  it  ie  electrically  in- 
sulated  therefrom.       The   Oeneral 
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although  the  transfonner  regulates  to  within  about  2  per  cent 
of  constant  rat«d  current  up  to  normal  fuU  load  or  100  per 


Fig.  190.  External  charocteriBtica  of  the  transformer  of  Mg.  189,  ahow- 
ing  that  it  regulat«fl  within  2  per  cent  of  constant  current  between  fuU 
load  and  no  load  although  the  voltage  is  not  over  150  per  cent  of  normal 
when  the  aecondary  circuit  ia  opened.  Full-load  secondary  voltage 
ia  taken  as  normal  voltage. 

cent  of  rated  secondary  voltage,  the  open-circuit  voltage  of 
the  aecondary  ia  not  over  155  per  cent  of  normal  or  full-load 


Prob.  77-4.  A  series  arc-lighting  circuit  ia  fed  from  a  constant- 
current  transformer  the  primary  of  which  has  one-fifth  aa  many 
tumii  aa  the  secondary,  and  takes  power  from  2300-voIt  constant- 
potential  single-phase  60-cycle  mains.  If  you  were  to  break  the 
aecondary  circuit  at  any  place  and  hold  the  broken  ends  in  your 
hands,  what  e.m.f.  would  act  upon  your  body? 

Prob.  78-4.  A  22-kv-a.  constant-current  transformer  with 
characteristics  as  given  in  Table  VI  delivers  its  rated  full  load 
at  4  amperes  to  a  single  series  incaodesccnt^lamp  circuit.  Con- 
sidering the  secondary  circuit  to  be  non-inductive,  calculate:   (a) 
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Terminal  voltage  of  secondary  circuit.  (6)  What  e.m.f.  would  act 
upon  the  body  of  a  man  who  while  standing  on  ground  touched  a 
point  distant  from  one  end  of  the  line  ^  of  the  total  number  of 
lamps,  while  the  line  is  grounded  by  rubbing  against  the  limb  of  a 
tree  at  a  point  distant  from  the  other  end  of  the  line  I  of  the  total 
number  of  lamps?  The  resistance  of  the  latter  ground  connection 
is  1000  ohms  and  the  resistance  of  the  man's  person  from  hand  to 
ground  is  15,000  ohms. 

Prob.  79-4.  Assuming  that  the  curve  of  Fig.  190  represents 
the  performance  of  a  1000-watt  transformer,  and  that  the  load  is 
non-inductive,  draw  to  scale  curves  having  as  abscissas  the  wattage 
in  secondary  circuit  and  as  ordinates  the  following:  (a)  Voltage 
across  secondary  terminals.  (6)  Resistance  of  secondary  external 
circuit. 

Prob.  8Q-4.  If  the  primary  current  of  the  transformer  in  Prob. 
79  is  the  same  as  the  normal  secondary  current,  namely  5.5  amperes, 
calculate  what  must  be  the  approximate  equivalent  impedance  of 
the  transformer  when  the  secondary  circuit  is  opened. 


SUMMARY  OF  CHAPTER  IV 

TRANSFORMERS  ARE  SAID  TO  BE  <<  BANKED  "  OR  IN 
PARALLEL  when  their  primaries  are  connected  in  parallel  to 
the  same  line  and  their  secondaries  are  connected  in  parallel 
to  the  same  bus-bars.  Lower  total  kilovolt-ampere  capacity  is 
required  for  the  same  load  and  better  all-day  efficiency  is 
secured  than  when  transformers  are  operated  independently. 
The  cost  of  low-tension  transmission  system  and  the  character- 
istics of  the  connected  apparatus  limit  the  extent  to  which  this 
banking  can  be  successfully  and  economically  carried.  A  dis- 
advantage is  that  an  accident  to  one  transformer  will  generally 
interrupt  the  service  from  the  others  in  the  bank. 

PROPER  CONDITIONS  FOR  PARALLELING  TRANS- 
FORMERS. 

(a)  The  ratio  of  primary  to  secondary  voltage  should  be  the 
same  for  all  transformers  in  the  bank  and  the  terminals  of 
similar  polarity  only  should  be  connected  together.  Otherwise, 
large  local  currents  will  flow  whether  or  not  the  transformers 
are  connected  to  a  load,  and  the  load  will  be  poorly  distributed 
among  the  transformers. 

(b)  The  percentage  of  impedance  should  be  approximately 
the  same  for  all  the  transformers.  Otherwise,  the  transformers 
with  the  lower  impedance  will  be  compelled  to  cany  more  than 
their  share  of  the  load. 

(c)  The  ratio  of  the  resistance  to  the  impedance  should  be  the 
same  for  each  transformer.  Otherwise,  a  larger  transformer 
kv-a.  capacity  than  that  of  the  load  will  be  necessary.  The 
distribution  of  a  load  between  two  transformers  A  and  B  is 
according  to  the  equation 

Kv-a.  in  B  _  %  impedance  of  A      Rated  kv-a.  of  jB 
Kv-a.  in  ^       %  impedance  of  B      Rated  kv-a.  of  A 

THE  HIGH-TENSION  TERMINALS  OF  A  TRANSFORMER 
ARE  MARKED  A  and  B.  The  low-tension  terminals  are 
marked  X  and  F  with  the  positive  direction  from  X  to  F  if  the 
positive  direction  in  the  high-tension  side  is  from  A  to  B* 

TO  TEST  POLARITY  OF  TRANSFORMER  TERMINALS 
connect  a  low-tension  coil  in  series  with  a  high-tension  coil  and 
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note  by  voltmeter  reading  whether  the  voltage  across  the  com- 
bination is  lower  or  higher  than  the  voltage  across  the  high- 
tension  coil  alone.  If  higher,  unlike  poles  {B  and  X,  or  A 
and  Y)  are  connected. 

AN  AUTOTRANSFORMER  has  the  secondary  winding 
partly  in  series  with  the  primary  winding.  Part  of  the  load  to 
the  receiving  circuit  is  supplied  directly  from  the  supply 
circuit,  the  remainder  is  supplied  indirectly  through  the  second- 
ary windings.  The  ratio  of  the  voltage  between  the  high- 
pension  terminals  to  the  voltage  between  the  low-tension 
terminals  is  approximately  equal  to  the  ratio  of  turns  in  the 
windings  between  the  respective  terminals.  In  the  form  of  an 
equation 

The  ratio  of  the  current  in  the  high-tension  coil  to  the  current 
in  the  low-tension  coil  equals  the  ratio  of  the  low-tension  volt- 
age to  the  high-tension  voltage  minus  the  low-tension  voltage. 

The  advantage  of  autotransformers  Ues  in  the  greater 
efficiency  and  lower  cost  for  the  same  capacity.  These  ad- 
vantages are  very  marked  if  the  ratio  approaches  unity. 

The  chief  objection  to  autotransformers  is  the  fact  that 
greater  danger  to  life  and  property  is  incurred  because  the 
low-tension  coil  is  electrically  connected  to  the  high-tension 
coil. 

TRANSFORMERS  ON  POLYPHASE  SYSTEMS  present 
the  following  problems: 

(a)  Transformation  from  2  or  3  phases  at  a  given  voltage  into 
the  same  number  of  phases  at  some  other  voltage. 

(6)  Transformation  from  2  or  3  phases  at  a  given  voltage  into 
a  different  number  of  phases  at  the  same  voltage. 

(c)  Transformation  from  2  or  3  phases  at  a  given  voltage  into 
a  different  number  of  phases  at  a  different  voltage. 

(d)  Polyphase  transforming  systems  which  cannot  be  oper- 
ated in  parallel. 

(e)  Systems  in  which  all  phases  are  housed  in  a  single  '*  poly- 
phase transformer "  as  distinguished  from  polyphase  trans- 
forming systems  consisting  of  aggregates  of  separate  single- 
phase  transformers. 

TO  CHANGE  THREE-PHASE  AT  ONE  VOLTAGE  INTO 
THREE-PHASE  AT  ANOTHER  VOLTAGE  by  the  use  of  three 
separate  transformers,  four  combinations  are  possible. 
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(a)  High-tension  coils  F-connected;  low-tension  coils  F- 
connected. 

(&)  High-tension  coils  F-connected;  low-tension  coils  A- 
connected. 

(c)  High-tension  coils  A-connected;  low-tension  coils  F- 
connected. 

(d)  High-tension  coils  A-connected;  low-tension  coils  A- 
connected. 

It  is  possible  to  transform  from  one  three-phase  voltage  to 
another  three-phase  voltage  by  the  use  of  but  two  transformers. 
This  is  called  an  OPEN-DELTA  OR  A  F-CONNECTION.  Each 
transformer  of  a  F-connected  group  must  have  67.7  per  cent  of 
the  total  capacity  of  the  three-phase  load  when  balanced. 

TO  TRANSFORM  THREE  PHASES  TO  SIX  PHASES. 
Three  methods  are  possible.  The  first  two  are  in  common 
use  for  supplying  six-ring  synchronous  converters  with  power 
from  a  three-phase  line. 


(1)  Diametral  ar- 
rangement. 


(2)  Double-delta. 


(3)  Rin^  connec- 
tion. 


TO  TRANSFORM  TWO-PHASE  TO  THREE-PHASE  or 
vice  versa,  two  similar  transformers  with  a  Scott  or  T-connection 
are  used.    If  this  diagram  represents  autotransformers,  two- 


anjOTWro 


Scott  connection. 


phase  power  is  put  in  at  ab  and  cd^  while  three-phase  power 
is  taken  out  at  abf  he  and  ea;  or  vice  versa. 

The  diagram  may  also  represent  secondaries  of  ordinary 
two-coil  transformers. 
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In  the  latter  case,  the  transformer  ab  must  have  capacity 
equal  to  67.7  per  cent  of  the  total  kv-a.  of  three-phase  power  de- 
livered, and  the  other  transformer  60  per  cent,  total  107.7 
per  cent. 

IF  SEVERAL  BANKS  OF  TRANSFORMERS  ON  THE 
SAME  SYSTEM  ARE  CONNECTED  IN  PARALLEL  on  one 
side,  then  to  connect  the  other  sides  in  parallel  the  connections 
must  be  such  that  the  voltage  between  any  two  lines  on  this  side 
will  have  the  same  phase  in  all  the  banks.  From  this  relation 
result  the  following  rules : 

(a)  With  YY  on  one  bank,  the  other  must  be  YY  or  AA. 

lb)  With  YA  on  one  bank,  the  other  bank  must  be  FA  or  A  Y. 

(e)  With  A  JT  on  one  bank,  the  other  bank  must  be  A  IT  or  JT A. 

(d)  With  A  A  on  one  bank,  the  other  bank  must  be  A  A  or  r  F. 

Even  when  these  relations  are  satisfied  a  short-circuit  will 
result  unless  the  three  phases  of  each  bank  are  connected  in 
the  proper  sequence.  (American  Handbook  for  Electrical 
Engineers.) 

THREE-PHASE  TRANSFORMERS  ARE  CONSTRUCTED 
by  combining  parts  of  the  magnetic  circuits  of  three  single- 
phase  transformers  so  as  to  form  a  single  structure.  A  saving 
of  approximately  16  per  cent  in  the  amount  of  iron  required  per 
kilovolt-ampere  of  three-phase  power  transformed  and  an 
increase  in  efficiency  of  from  0.16  to  0.40  per  cent,  as  well  as  a 
very  substantial  reduction  in  the  floor  space  required  per  kilo- 
volt-ampere of  transformer  capacity,  may  be  accomplished. 

There  are  three  types  of  three-phase  transformers,  —  core- 
type,  shell-type  and  hexagonal  type. 

FEEDER  VOLTAGE  REGULATORS  are  used  to  keep  the 
voltage  constant  within  ^^  per  cent  at  any  one  point  in  a  line  over  a 
wide  range  of  loads.    There  are  two  forms  of  this  device,  — 

the  IlVDUCTION  TYPE  and  the  COMPENSATOR  TYPE. 

In  the  induction  regulator,  the  current  from  the  line  is  used 
for  setting  up  an  alternating  flux  in  a  movable  core.  This  core 
can  be  swung  either  manually  or  automatically  into  such  a 
position  that  the  flux  in  it  induces  an  alternating  e.m.f.  in  a 
secondary  coil  which  is  in  series  with  the  line.  This  induced 
e.m.f.  can  be  made  to  ''boost"  or  ''buck"  the  line  voltage 
sufficiently  to  keep  the  terminal  voltage  constant. 

The  compensator  regulator  is  merely  an  autotransformer 
with  the  secondary  in  series  with  the  line.  Taps  from  various 
points  on  the  secondary  allow  the  amount  of  "  boosting  "  or 
"  bucking  "  to  be  controlled  by  means  of  a  special  switch  with 
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sliding  contact.  This  type  is  more  rapid  in  action  and  more 
efficient  than  the  induction  type. 

A  CONSTANT-CURRENT  TRANSFORMER  attached  to  a 
constant-voltage  system  automatically  supplies  from  its  sec- 
ondary a  constant  current  to  a  series  lighting  system,  the  im- 
pedance of  which  varies  from  time  to  time  over  a  wide  range. 
This  transformer  is  so  constructed  that  any  increase  in  current 
in  the  load  circuit  to  which  it  is  attached  will  reduce  the  mutual 
flux  in  the  core  and  thus  reduce  the  secondary  voltage  and  re- 
store the  current  to  practically  its  former  value. 

INSTRUMENT  TRANSFORMERS  are  small  transformers 
for  stepping  down  the  voltage  or  the  current  from  the  line  or 
bus  bars  to  such  values  that  the  power  may  be  used  to  actuate 
meters  and  << limit"  devices.  A  POTENTIAL  TRANSFORMER  is 
of  the  same  tjrpe  as  a  constant-voltage  power  transformer  and 
is  used  to  step  down  the  voltage.  A  CURRENT  OR  SERIES 
TRANSFORMER  is  used  to  reduce  the  current.  This  saves  ex- 
pense in  the  cost  of  the  measuring  instruments,  especially  in  the 
insulation  required  in  them.  The  danger  to  operators  is  like- 
wise lessened. 

The  "  ratio  "  of  a  current  transformer  is  the  ratio  of  primary 
current  to  secondary  current.  Similarly,  the  "ratio"  of  a 
potential  transformer  is  the  ratio  of  primary  terminal  volts  to 
secondary  terminal  volts.  In  either  case,  the  ratio  of  turns 
is  somewhat  different. 

The  ratio  of  a  current  transformer  generally  decreases  as 
the  load  (or  current)  increases.  The  secondary  current  is 
generally  out  of  phase  with  the  primary  current  by  a  fraction 
of  a  degree,  this  amount  becoming  greater  as  the  load  de- 
creases, and  as  the  power-factor  of  the  instrtunent  circuit  in- 
creases. These  variations  affect  principally  the  accuracy  of 
wattmeter  indications.  In  general  the  instruments  and  trans- 
formers should  be  calibrated  while  connected  together  as  used. 

CAUTION.  NEVER  OPEN  THE  SECONDARY  OF  A  SERIES 
TRANSFORMER.  IF  IT  IS  NECESSARY  TO  CHANGE  CONNEC- 
TIONS, FIRST  SHORT-CIRCUIT  THE  SECONDARY  TERMINALS. 

SPECIAL  SERIES  TRANSFORMERS  ARE  USED  on  series 
lighting  circuits  to  lessen  the  danger  from  contact  with  high 
voltage.  By  contracting  the  core  at  one  or  two  places,  it  is 
possible  to  construct  transformers  of  this  type,  the  secondary 
of  which  can  be  opened  without  a  dangerous  rise  in  the  second- 
ary voltage. 


PROBLEMS  ON  CHAPTER  IV 

Prob.  81-4.  A  10-kv-a.  and  a  20-kv-a.  transformer,  each  of 
which  has  ratio  (of  tunis)  5:1,  are  connected  in  parallel  to  a  motor 
which  takes  30  kv-a.  at  440  volts  and  0.87  power-factor.  The  first 
transformer  has  resistance  1.0  per  cent  and  impedance  4  per  cent; 
the  second  transformer  has  resistance  0,75  per  cent  and  impedance 
2  per  cent.  What  kv-a.  and  current  does  each  transformer  deliver, 
single-phase? 

.Prob.  82-4.  Three  single-phase  transformers  with  <?qual  ratios 
of  10  : 1  are  connected  in  A  on  the  high-tension  side  to  a  2300-volt 
three-wire  three-phase  line.  Each  phase  of  the  low-tension  wind- 
ings supplies  one  of  the  following  loads:  (1)  90  kw.  at  unity  power- 
factor,  (2)  60  kv-a.  at  0.8  power-factor,  (3)  30  kw.  at  60  per  cent 
power-factor.  Neglecting  losses  in  the  transformers,  what  is  the 
current  in  each  high-tension  line  wire?* 

Prob.  88-4.  It  is  desired  to  transform  200  kv-a.  from  twd3|ahase 
at  2300  volts  to  three-phase  at  230  volts  by  Scott-connected  trans- 
formers. What  should  be  the  current  and  voltage  rating  and  the 
ratio  of  transformation  of  each  transformer? 

Prob.  84-4.  If  three  autotransformers  be  connected  in  delta  to 
a  three-phase  line  with  2300  volts  between  line  wires,  what  is  the 
lowest  three-phase  voltage  that  may  be  obtained  \\ith  symmetrical 
loading  of  all  wires,  and  where  should  each  autotransformer  be 
tapped  in  order  to  obtain  it? 

Prob.  8&-4.  Given  three  exactly  sunilar  autotransformers  as 
follows:  AiBi  with  tap  at  Ci]  A2B2  with  tap  at  C2]  A^Bs  with  tap 
at  Cs.  Connect  A2  to  Ci,  Aj  to  C2  and  Ai  to  C3.  What  must  be  the 
AC  voltage  as  a  percentage  of  the  AB  voltage,  in  order  that  440 
volts  three-phase  may  be  obtained  from  the  junction  points  A2C1, 
A3C2,  A1C3J  when  the  ends  Bi,  B2,  B3  are  connected  to  a  2300-volt 
three-phaae  line? 

Prob.  86-4.  Two  identical  transformers  each  rated  50  kv-a. 
2300/230  volts  and  having  2  per  cent  resistance  and  4  per  cent  im- 
pedance, each  have  additional  turns  and  taps  in  the  secondarj'^  coils 
to  give  5  per  cent  and  10  per  cent  more  than  the  rated  voltage  (i.e., 
241.5  and  253  volts).  In' paralleling  these  transformers,  the  105 
per  cent  terminals  of  the  first  were  accidentally  connected  to  the  110 
per  cent  terminals  of  the  second.  Calculate  items  requested  in 
Prob.  7-4. 

*  Always  consider  phase  rotation  to  be  counter-clockwise  unless 
otherwise  stated. 
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Prob.  87-4.  Perform  the  calculations  of  Prob.  10-4  on  the 
basis  of  data  given  in  Prob.  8&-4. 

Prob.  88-4.  From  Fig.  110,  state  the  conditions  which  must  be 
fulfilled  to  bring  the  terminal  voltage  Et  into  phase  with  the  induced 
voltages  El  and  E^. 

Prob.  89-4.  The  1000-kv-a.  transformer  of  Example  7  (Chap. 
Ill)  is  connected  in  parallel  with  another  transformer,  rated  500 
kv-a.,  60  cycles,  110,000/22,000  volts.  The  constants  of  the  latter 
transformer,  obtained  from  test,  are  as  follows:  Impedance  volts, 
2.5  per  cent;  total  equivalent  IR  at  full  load,  0.5  per  cent;  imped- 
ance watts,  3000.  What  will  be  the  kv-a.  load  on  the  former  when 
the  latter  is  delivering  its  rated  load? 

Prob.  90-4.  How  many  henrys  of  inductance  must  be  con- 
nected in  series  with  the  low-tension  coil  of  each  transformer  in 
Example  1,  Chap.  IV,  in  order  that  no  part  of  the  kv-a.  capacity  of 
any  transformer  shall  be  wasted,  or  that  the  full  kv-a.  capacity  of 
all  transformers  shall  be  available  at  secondary  mains? 

Prob.  91-4.  The  fuse  on  transformer  A  of  Example  1  blows  out 
at  25  per  cent  overload.  At  this  time  what  is  the  total  kv-a.  taken 
from  secondary  mains,  and  what  per  cent  of  its*  rated  load  will  each 
of  the  remaining  transfonners  inmiediately  be  called  upon  to  carry? 

Prob.  92-4.  The  transformer  of  Prob.  24-4  is  connected  as  fol- 
lows: ill  to  //i,  B\  to  As,  ^2  to  X\  and  Li,  Fi  to  Kj,  ATj  to  In  and  H^. 
Answer  the  questions  of  Prob.  25-4,  assuming  the  same  core  flux. 

Prob.  93-4.  The  transformer  of  Prob.  24-4  is  connected  as 
follows:  AiX^H\j  B\  to  vis,  B^  to  Xi,  Y\  to  Xt  and  Li  and  Hi,  Y^  to 
In.  Answer  the  questions  of  Prob.  25-4,  assuming  the  same  core 
flux. 

Prob.  94-4.  The  transformer  of  Prob.  24-4  is  connected  as 
follows:  A\io  H\,Bi  to  X\  and  Li,  Yi  to  X2,  Y^  to  In  and  Ai,  B%  to 
7/2.  Answer  the  questions  of  Prob.  25-4,  assuming  the  same  core 
flux. 

Prob.  96-4.  The  transformer  of  Prob.  24-4  is  connected  as 
follows:  A I  to  H\,  B\  to  X\  and  X^  and  Li,  Fi  and  Y2  to  In  and  Aj, 
B2  to  H2.  Answer  the  questions  of  Prob.  25-4,  assuming  the  same 
core  flux. 

Prob.  96-4.  The  transformer  of  Prob.  24-4  is  connected  as 
follows:  Ai  and  A 2  to  //i,  B\  and  B2  to  Li  and  Xi,  Y\  to  Xj,  F2  to  L* 
and  H2.  Answer  the  questions  of  Prob.  25-4,  assuming  the  same 
core  flux. 
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Prob.  97-4.  State  all  the  voltage  ratios  that  are  possible  to 
obtain  with  the  transformer  of  Prob.  24r4  and  the  corresponding 
largest  kv-a.  output  that  may  be  dehvered  to  secondary  maios 
without  endangering  the  transformer  in  any  way.  Do  not  include 
bucking  combinations. 

Prob.  98-4.  Draw  vector  diagrams  in  accordance  with  the  con- 
ventions indicated  in  Fig.  118  to  126,  corresponding  to  the  following 
connections  between  three  exactly  similar  single-phase  transformers 
{Hif  Hi  and  Hz  represent  high-tension  line  wires;  Li,L2,Lz  represent 
low-tension  mains):  5i  to  ft  to  J?»;  Ai  to  Hi,  At  to  Ht,  Az  to  Hz; 
Zi  to  Xa  to  Yz;  Yi  to  Li,  Y2  to  L2,  X|  to  Lj. 

There  being  2300  volts  between  any  two  high-tension  line  wires, 
and  10  : 1  ratio  in  each  transformer,  (^culate  the  voltages  Li  to  I/i, 
Ls  to  Lz,  Lz  to  Li. 

Prob.  99-4.  Give  ismswers  requested  in  Prob.  98-4,  but  on  basis 
of  the  following  connections:  Ay  to  A2  to  Bz;  Xi  to  X2  to  Xs; 
Bi  to  Hi,  Bz  to  Hi,  Az  to  Hz;  Yi  to  Za,  Yi  to  La,  7,  to  Ls. 

Prob.  100-4.  Give  answers  requested  in  Prob.  98-4,  but  on 
basis  of  the  following  connections:  £1  to  ft  to  Hz]  A2  to  j.s  to  Hz; 
Bz  to  Ai  to  Hi;  Yi  to  Fj  to  Yz;  Xi  to  Li,  Xz  to  L,;  Xz  to  L,. 

Prob.  101-4.  Give  answers  requested  in  Prob.  98-4,  but  on 
basis  of  the  following  connections:  Bi  to  Az  to  Hi;  BztoAzto  Hz; 
ft  to  Ai  to  Hz;  Xi  to  Yi  to  Xz;  Yi  to  Li,  Xz  to  l^;   Yz  to  Lz. 

Prob.  102-4.  The  high-tension  coils  of  the  transformers  specified 
in  Prob.  98-4  are  connected  as  follows  to  the  three-phase  2300-volt 
line:  ft  to  Bs  to  ^Ti;  At  to  A2  to  H2;  Bz  to  Ai  to  Hz-  Specify  two 
proper  methods  for  connecting  the  secondaries  in  A,  and  draw  the 
corresponding  vector  diagrams  according  to  the  conventions  indicated 
in  Fig.  122  to  126. 

Prob.  103-4.  Specify  two  proper  methods  for  connecting  in  Y 
the  secondaries  of  three  transformers  whose  primaries  are  connected 
as  in  Prob.  102-4  and  draw  the  corresponding  vector  diagrams. 

Prob.  104-4.  The  transformers  of  Fig.  137  take  power  from  a 
13,00Q-volt  three-phaae  line  to  drive  a  six-ring  converter  delivering 
600  volts  at  d-c.  terminals,  zero  load.  Calculate  e.m.f.  across  each 
high-tension  and  each  low-tension  coil. 

Prob.  105-^  Answer  the  questions  of  Prob.  104  with  relation 
to  the  double-delta  connection  of  Fig.  138  for  the  same  converter. 

Prob.  106^  Draw  a  vector  diagram  to  illustrate  the  e.m.f. 
relations  that  would  be  obtained  if,  with  connections  completed 
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only  to  Li,Lz,Lij  X%Y4  were  to  be  connected  directly  to  L4  in  Fig. 
138b.  Calculate  the  values  that  would  then  be  obtained  for  the 
e.mi.'s  from  XiY^  and  X9Y2  to  converter  rings  Li  and  Ls. 

Prob.  107-4.  If  in  Fig.  138,  with  connections  completed  prop- 
erly only  to  LijLzfLi,  XaY^  is  connected  to  Le,  calculate  the  e.ncLf .'s 
from  XtYi  and  XeF|  to  rings  Li  and  Li, 

Prob.  108-4.  If  the  connections  of  the  second  delta  to  the  con- 
verter are  begun  incorrectly  as  represented  at  A  in  Fig.  139,  what 
will  be  the  e.m.f.  (expressed  as  percentage  of  the  delta  voltage) 
existing  between  the  remaining  points  which  are  supposed  to  be 
connected  together,  namely  Z^  to  X2Y4  and  L4  to  X^Yt? 

Prob.  109-4.  Six  immarked  wires  which  are  supposed  to  be- 
long to  a  six-phase  system,  come  to  you  through  a  conduit.  De- 
scribe how  you  would  proceed  to  determine,  by  means  of  voltmeter 
only,  whether  a  correct  six-phase  system  can  be  obtained  from  these 
wires,  and  how  each  wire  should  be  nmnbered  so  that  the  consecu- 
tive phases  should  be  between  consecutively  numbered  wires. 

Prob.  110-4.  Having  determined  that  six-phase  can  be  obtained 
from  the*  six  wires  of  Prob.  109-4,  and  having  tagged  these  wires 
with  numbers  1,  2,  3,  4,  5  and  6  in  proper  sequence,  describe  how 
you  would  proceed  to  connect  them  to  the  six  rings  of  a  converter 
so  as  to  avoid  possibility  of  mishap. 

Prob.  111-4.  Find  whether  it  is  possible  to  connect  together 
the  six  secondary  coils  of  Fig.  133  and  134  in  such  manner  as  to 
obtain  a  two-phase  system  —  i.e.,  two  equal  voltages  with  90**  phase 
difference  between  them.  If  it  can  be  done,  specify  the  connection 
and  draw  the  corresponding  vector  diagram. 

Note.  Each  transfonner  in  Prob.  1 1 2, 1 13, 1 14, 1 15,  x  16,  x  x7  and  1x8 
has  separate  coils  for  primary  and  secondary.    Not  autotransfoimers. 

Prob.  112-4.  We  desire  to  draw  150  kv-a.  three-phase  at  220 
volts  from  a  two-phase  2200-volt  line  by  means  of  two  single-phase 
transformers,  with  secondaries  tapped  for  T-connection  as  shown 
in  Fig.  140.  Assimiing  that  two  (2)  volts  are  induced  in  each  turn 
of  every  coil,  draw  a  complete  sketch  of  connections  and  mark  the 
number  of  turns  in  each  coil  or  part  of  coil. 

Prob.  118-4.  Calculate:  (a)  the  number  of  amperes  flowing  in 
each  coil  or  part  of  coil  in  Prob.  112-4,  (6)  the  kv-a.  rating  of  each 
transformer,  and  (c)  total  kv-a.  rating  of  transformers  required. 

Prob.  114-4.  If  coils  ab  and  cd  in  Fig.  140  are  the  secondaries 
of  transformers  each  of  which  has  a  rating  of  100  kv-a.,  how  many 
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kv-a.  of  single-phafie  load  can  be  taken  in  phase  A%,  phases  3%  and 
Ct  being  unloaded? 

Prob.  116-4.  If  coils  ab  and  cd  in  Fig.  140  are  the  seconda- 
ries of  transformers  each  of  which  has  a  rating  of  100  kv-a.,  how 
many  kv-a.  of  single-phase  load  can  be  taken  in  phase  Bt,  phases 
As  and  Ct  being  unloaded? 

Prob.  116-4.  If  coils  cib  and  cd  in  Fig.  140  are  the  seconda- 
ries of  transformers  each  of  which  has  a  rating  of  100  kv-a.,  what 
total  number  of  kv-a.  equally  divided  between  phases  he  and  ea 
may  be  taken  from  the  three-phase  terminals^  phase  ab  being  un- 
loaded?   Power-factor  of  loads  is  100  per  cent. 

Prob.  117-4.  Solve  Prob.  1 16-4  on  the  assumption  that  the  total 
output  is  equally  divided  between  phases  ab  and  6e,  at  unity  power- 
factor,  the  third  phase  ea  being  unloaded. 

Prob.  llfr-4.  The  three-phase  terminals  of  the  transformers  of 
Ptob.  116-4  are  loaded  as  follows:  Phase  a6,  50  kv-a.  at  87  per  cent 
power-factor;  Phase  he,  50  kw.  at  80  per  cent  power-factor.  How 
many  kw.  at  60  per  cent  power-factor  can  be  taken  from  phase  ea 
without  causing  the  current  to  be  excessive  in  any  part  of  either 
transformer? 

Prob.  119-4.  The  loads  on  the  system  of  Fig.  147,  using  trans- 
formers as  specified  in  Prob.  46-4  and  47-4,  are  as  follows:  /i  »  2 
kv-a.  at  90  per  cent  power-factor,  /j  =  2  kv-a.  at  80  per  cent  power- 
factor.  How  many  kv-a.  at  60  per  cent  power-factor  may  be  taken 
at/,? 

Prob.  120-4.  Using  the  data  of  Prob.  47-4  under  the  conditions 
of  Prob.  110-4  calculate  the  voltages  HiHt,  H2Hs  and  H»Hi  re- 
spectively. 

Prob.  121-4.  The  loads  on  the  S3rstem  of  Fig.  147,  using  trans- 
formers as  specified  in  Prob.  46-4  and  47-4,  are  as  follows:  /i  =  2 
kv-a.  at  90  per  cent  power-factor,  1%  =  zero.  Assimie  2300  volts 
on  each  phase,  high-tension,  (a)  How  many  kv-a.  may  be  taken 
at  7a  at  90  per  cent  power-factor?    (6)  At  60  per  cent  power-factor? 

Prob.  122-4.  Calculate  the  voltages  Ei,  E2,  Ez  between  sec- 
ondary mains  under  the  conditions  of  part  (a)  of  Prob.  121-4. 

Prob.  128-4.  Calculate  the  voltages  ^i,  Et^  Ez  between  sec- 
ondary mains  imder  the  conditions  of  part  (6)  of  Prob.  121-4. 

■ 

Prob.  124-4.  Three-phase  core-type  transformers  cannot  be 
operated  three-phase  with  a  short-circuit  on  any  phase.    Explain: 
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(a)  What  would  happen  if  it  were  so  operated.  (6)  The  reason  for 
the  difference  of  behavior  between  core-type  and  8hell-t3rpe  three- 
phase  transformers  in  this  respect. 

Prob.  185-4.  In  assembling  the  transformer  of  Fig.  183,  phase 
No.  3  is  accidentally  reversed,  3%  being  connected  to  neutral  with 
Ai  and  Bt.  What  fluxes  will  thereby  be  changed  in  value,  and  by 
what  percentage  of  their  normal  values  respectively? 

Prob.  126-4.  In  assembling  the  transformer  of  Fig.  160,  phase 
No.  3  is  accidentaUy  reversed,  B%  being  connected  to  neutral  with 
Ai  and  As.  What  fluxes  will  be  thereby  changed  in  value,  and  by 
what  percentage  of  their  normal  values  respectively? 

Prob.  127-4.  On  account  of  failure  in  phase  No.  3  of  Fig.  160 
this  coil  {NB^  is  disconnected  and  short-circuited  upon  itself,  while 
the  other  connections  and  the  line  voltages  remain  unchanged. 
Describe,  quantitatively  where  possible,  any  changes  which  will 
occur  in  fluxes  or  exciting  currents. 


CHAPTER  V 
SHORT  TRANSMISSION  AND  DISTRIBUTING  LINES 

The  fundamental  ideas  in  the  transmission  and  distribu- 
tion of  electrical  power  may  best  be  understood  by  consid- 
ering an  actual  installation.  Thus  let  us  suppose  that  a 
town  can  utilize  1200  kw.  at  0.80  power-factor  for  3000 
hours  per  year,  and  that  it  is  situated  ten  miles  from  water 
power.  Naturally,  at  this  source  of  power  is  the  most  eco- 
nomic place  to  locate  the  generating  station.  Our  problem 
then  is:  What  is  the  most  practicable  electric  transmission 
sjrstem  to  install  and  what  are  the  main  characteristics  and 
peculiarities  of  the  system? 

66.  Most  Economical  Size  of  Wire,  Single-phase  Line. 

1.  Voltage.  The  choice  of  voltage  is  more  or  less  arbi- 
trary, —  the  engineer  always  trjring  to  use  as  high  a  voltage 
as  conditions  permit.  Better  methods  of  insulating  both 
line  and  machines  are  continually  raising  the  voltage  at 
which  power  may  be  most  economically  transmitted  over 
given  distances.  The  expense  of  insulating  the  line  and 
the  apparatus  connected  to  it  increases  rapidly  as  we  choose 
higher  voltages.  Of  course,  the  cost  of  the  copper  in  the 
circuit  goes  down  rapidly  at  the  same  time,  as  the  high 
voltages  enable  us  to  transmit  the  same  power  with  the  same 
loss  over  smaller  wires.  Above  a  certain  voltage,  the  diffi- 
culty and  expense  of  insulating  increases  faster  than  the 
cost  of  the  copper  decreases,  so  that  the  total  cost  of  trans- 
mission would  be  increased  by  raising  the  voltage  any 
further.  The  limiting  pressure  at  which  this  occurs  is  being 
continually  raised  by  improvements  in  the  manufacture  of 
insulation,  which  make  good  insulation  cheaper,  or  insula- 
tion of  a  given  cost  much  stronger.  At  the  present  time 
this  economical  limit  is  about  140,000  volts,  but  there  are 

prospects  that  it  will  go  higher. 
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An  old  ''thumb  rule"  which  may  be  used  for  moderate  dis- 
tances is  ''  1000  volts  to  the  mile."  *  That  is,  a  two-mile  line 
would  be  constructed  to  operate  at  approximately  2000 
volts,  a  ten-mile  line  at  10,000  volts,  etc.  The  following 
voltages  have  become  standardized  by  practice: 

2200  to  2400,  6000  to  6900,  11,000,  13,200  to  13,800, 
22,000  to  24,000,  33,000,  44,000,  66,000,  88,000,  110,000, 
140,000  to  160,000. 

Accordingly,  we  may  choose  11,000  volts  as  a  practicable 
pressure  at  which  to  transmit  power  over  the  10  miles  re- 
quired by  this  problem. 

2.  Altenutting  or  Direct  Current.  In  America  there  are 
practically  no  industrial  direct-current  systems  of  a  voltage 
higher  than  600  volts.  This  fact  leads  to  the  choice  of 
alternating  current. 

8.  Frequency.  There  are  at  present  two  standard  frequen- 
cies in  this  country,  25  cycles  and  60  cycles.  Installations 
of  60  cycles  are  more  numerous,  but  the  tendency  is  toward 
the  lower  frequency  on  account  of  the  following  advantages: 

(1)  Lower  iron  losses  in  the  generating  machines  as 
pointed  out  in  Art.  4  and  38  of  this  book. 

(2)  Less  ''charging  current"  taken  by  the  transmission 
line  as  will  be  explained  in  Chapter  VI. 

*  This  rule  apparently  is  based  on  the  fact  that  1000  volts  per  mfle 
is  the  most  economical  voltage,  allowing  2  per  cent  line  orop,  10  per 
cent  interest  and  depreciation,  3000  how^  use  per  year,  and  line  of 
copper  wire  at  a  cost  per  pound  of  14  times  the  cost  of  power  per  kw-hr. 
A  voltage-distance  table  of  actual  installations  taken  at  random  is  given 
below. 


Distaooe, 
miles. 

VoitasB. 

Distaooe. 
miles. 

Voltaee. 

Distaooe. 
miles. 

VoltagB. 

7 

44 

144 

50.000 
100.000 

8 

20 

108 

11.000 

60.000 

100.000 

0 

84 

11.000 
W.O0O 

For  a  full  diseussbn  of  the  choice  of  voltage  see  Still,  *'  Overhead  Eleetrio  Power 
TraDsmianon." 


SHORT  TRANSMISSION  LINES  325 

(3)  Lower  speed  for  machines  of  the  same  number  of 
poles  as  explained  in  Art.  65.     (First  Course.) 

However,  because  at  present  it  is  the  more  conmion  fre- 
quency for  electric-lighting  loads  on  account  of  the  freedom 
from  flickering,  we  will  select  60  cycles.  We  must  then  em- 
ploy at  the  receiving  end  the  frequency  of  the  central  station, 
unless  we  wish  to  use  an  auxiliary  machine  known  as  a 
"frequency  changer." 

4.  Size  of  Line  Wire.  Single-phase.  Having  decided  to 
use  an  alternating-current  system  of  60  cycles  and  11,000 
volts,  the  size  of  the  conductors  will  depend  upon  whether 
we  employ  a  single-phase  or  a  three-phase  system.  It  will 
be  shown  later  that  the  three-phase  system  possesses  a  great 
advantage  over  the  single-phase,  and  this  would  probably 
be  chosen.  However,  for  the  sake  of  completeness,  we  will 
consider  the  single-phase  first,  and  then  take  up  the  three- 
phase  system  and  compare  the  two. 

The  choice  of  voltage,  frequency  and  size  of  wire  is  de- 
termined primarily  by  the  amount  of  capital  that  must  be 
invested  in  the  plant  to  install  and  to  operate  it.  This  is 
most  clearly  seen  in  the  method  in  common  use  to  deter- 
mine the  size  of  wire.  The  conductor  should  always  be  of  such 
a  size  that  it  results  in  the  lowest  total  annual  expense.  This 
annual  expense  consists  of  two  items: 

(1)  Fixed  charges,  which  include 

(a)  Interest  on  the  money  invested  in  the  line. 

(6)  Taxes  and  depreciation  in  the  value  of  the  line. 

(2)  Value  of  Energy  lost  in  line. 

Perhaps  the  clearest  plan  is  to  tabulate,  as  in  Tables  I,  II 
and  III,  the  cost  of  transmitting  by  several  sizes  of  wire, 
under  identical  conditions,  and  to  pick  out  the  size  showing 
the  lowest  total  cost. 

Our  problem,  then,  is  to  select  the  most  economical  size 
of  copper  wire  to  transmit  1200  kw.,  single-phase,  80  per  cent 
power-factor,  at  11,000  volts  at  the  receiving  end.  This 
power  is  to  be  delivered  steadily  for  3000  hours  per  year. 
These  figures  are  fairly  representative  of  modem  practice. 
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The  length  of  the  line  is  10  miles^  the  length  of  wire  re- 
quired, 20  miles. 

Let  us  start  with  a  No.  000  gauge,  stranded  copper  wire, 
and  compute  the  cost.  According  to  the  Wire  Table  I,  Ap- 
pendix B,  20  miles  of  this  wire  would  weigh 

20  X  2740  =  54,800  lbs. 

The  cost  of  wire  for  a  transmission  line  (except  for  very 
large  sizes)  is  proportional  to  the  weight  of  the  conductor. 
The  cost  per  pound  for  installed  wire  would  depend  upon 
market  price  of  metals,  which  fluctuate  widely,  and  also 
upon  cost  of  transportation  and  of  labor.  Assume  that  con- 
ditions are  such  that  20  cents  per  pound  installed  would  be 
a  fair  average  price. 

The  cost  of  No.  000  conductor  would  then  be 

54,800  X  $0.20  =  $10,960. 

On  this  sum  we  must  allow  yearly  interest  at  5  per  cent; 
in  addition,  the  annual  taxes  and  depreciation  would  ap- 
proximate 3.5  per  cent. 

The  fixed  charges  would  then  amount  to  3.5  +  5  =  8.5 

per  cent. 

0.085  X  $10,960  =  $932.00. 

The  power  loss  in  the  line  would  be  the  PR  loss  of  the  line. 

The  apparent  power  delivered  would  be 

1200      , -^^ , 
-^r-Q-  =  1500  kv-a. 

U.o 

The  current  (with  pressure  of  11,000  volts  at  the  load  end 
of  the  line)  would  be: 

1,500,000      ,„^. 
ii;#-  =  136.4  amp. 

The  resistance  (from  Table  I,  Appendix  B)  of  20  miles  of 

No.  000  wire 

=  20  X  0.328  =  6.56  ohms. 

Power  loss  =  PR 

=  136.4«  X  6.56 

=  121,900  watts 

=  121.9  kw. 
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The  total  energy  lost  per  year  would  then  amount  to 

121.9  X  3000  =  366,000  kw-hr. 

At  a  conservative  estimate  of  1  cent  per  kw-hr,  the  energy 
lost  in  the  line  per  year  would  cost 

366,000  X  $0.01  =  $3660.00. 

The  total  cost  per  year  due  to  the  transmission  line  would 
be  the  sum  of  the  fixed  charges  and  the  line  loss. 

$932.00  +  3660  =  $4592.00. 

If  we  compute  in  the  same  way  the  annual  cost  of  a 
No.  0000  transmission  line,  we  find  (see  Table  I)  that,  while 
the  cable  costs  more  and  thus  the  interest,  taxes  and  depre- 
ciation are  more  every  year,  the  cost  of  the  power  lost  in 
the  line  is  so  much  less  that  the  total  annual  cost  falls  to 
$4069. 

TABLE  I 

Relative  Costs  of  Tsansmtiting  Powbb  over  Conductors  of 
Different  Sizes,  Other  Conditions  Being  the  Same 


No.  000 
stranded. 

No.  0000 
stranded. 

250,000 

cir. 

mils. 

300»000 

cir. 

mils. 

350.000 

cir. 

mils. 

400.000 

dr. 

mils. 

450.000 

dr. 

mils. 

Coet  of  20  milM  of  wire 
at  20^  per  lb 

1 
10,960 
031 

3.6flO 
4,591 

1 

1 

1 

13,880 

1.179 

2.890 
4.089 

1 
16,360 
1,390 

2,416 
3,806 

1 
19,560 
1.663 

2,064 
8.727 

1 
22.960 
1.950 

1.774 
S,7t4 

8 

26,2$) 
2.233 

1.633 
3.766 

S 

• 

29,880 
2.540 

1.366 
8.906 

Annual  fixed  charges 
at  8.5%  of  wire  cost. . 

Annual  cost  of  energy 
loet  in  line  at  1^  per 
kw-hr 

Total  annual  cost  of 
iransmission 

As  we  continue  to  increase  the  size  of  the  wire,  the  fixed 
charges  continue  to  increase  and  the  cost  of  power  lost  in 
the  line  continues  to  decrease.  However,  the  fixed  charges 
increase  more  rapidly  than  the  cost  of  line  loss  decreases, 
so  that  the  total  expense  does  not  continue  to  decrease  in- 
definitely, but  reaches  a  minimum  value  at  a  definite  size 
of  wire.  The  total  annual  cost  of  any  wire  smaller  than 
this  size  will  be  greater. 
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TABLE  II 
RsLATTVE  Coots  of  TRANSMrmNG  Power,  Using  Conductobs 

OF  DiFFEBENT  SiZES 

Cost  of  copper  being  double  that  of  Table  I 


No.  000 
stranded. 

No.  0000 

stranded. 

250.000 

dr. 

mile. 

300.000 

dr. 

milB. 

350.000 

dr. 

mils. 

400.000 

tax, 

mila. 

450.000 

eir. 

mils. 

Co8tof20mil«8ofwire 
at  40^  per  lb 

1 

21.920 
1.862 

3.660 
5.522 

S 

27.760 
2.358 

2.890 
5.248 

1 
32.720 
2.780 

2.416 
S,1M 

$ 
39.120 
3.325 

2.064 
5.380 

S 
45.920 
3.900 

1,770 
5.670 

1 
52.560 
4.466 

1,533 
5.999 

1 
59.760 
5.060 

1.365 
6.445 

Annual  fiiad  charges 
at8.5%of  wireooflt.. 

lost  in  line  at  H  per 
kw-hr 

Total  annual  ooet  of 
tranamivion 

TABLE  III 

Relative  Cost  of  TRANsiornNG  Power,  Using  Conductors  of 

Different  Sizes 

Cost  of  energy  double  that  of  Table  I 


Cost  of  20  mi.  of  wire  at 
20^  per  lb 

Annual  fixed  charge  at 
8.5%  of  wire  cost 

Annual  cost  of  energy  lost 
in  line  at  2^  per  kw-hr. . . 

Total  annual  cost  of  trans- 
mission 


No.  000 
stranded. 


9 

10,960 

931 

7,320 
8,251 


No.  0000 
stranded. 


% 

13,880 

1,179 

5,780 
6,959 


250.000 
dr.  mils. 


S 

16,360 

1,390 

4,832 
6,222 


300.000 
dr.  mils. 


S 

19,560 

1,663 

4,128 
5,791 


850.000 
oir.  mib. 


$ 

22,960 

1,950 

3,540 
5,490 


Cost  of  20  mi.  of  wire  at  20ff  per  lb. 
Annual  fixed  charges  at  8.5%  of 

wire  cost 

Annual  cost  of  energy  lost  in  line 

at  2i  per  kw-hr 

Total  annual  cost  of  transmission  . 


400.000 
dr.  mils. 


S 

26,280 

2,233 

3,066 
5,299 


450.000 
cir.  mils. 


$ 

29,880 

2,540 

2,730 
5,270 


500.000 
dr.  mils. 


$ 

32,840 

2,790 

2,478 
S,tl8 


550.000 
dr.  mils. 


% 

36,080 

3,070 

2,230 
5,300 
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According  to  Table  I,  the  wire  which  shows  the  smallest 
annual  cost,  $3724,  is  one  of  350,000  cir.  mils  area.  The 
next  smaller,  300,000  cir.  mils,  would  cost  $3727  per  year, 
while  the  nesdi  size  larger,  400,000  cir.  mils,  would  cost  $3766 
per  year. 

It  will  also  be  seen  from  a  study  of  the  three  tables  that 
the  lowest  total  annual  expense  always  occurs  when  the 
fixed  charges  on  the  line  become  most  nearly  equal  to  the 
yearly  cost  of  energy  lost  in  the  line.  It  will  be  noted  that 
the  fixed  charges  exceed  the  cost  of  energy  lost  for  all  sizes 
larger  than  the  most  economical;  but  for  all  sizes  smaller 
than  the  most  economical,  the  cost  of  lost  energy  exceeds  the 
fixed  charges.  By  making  use  of  the  fact  that  the  fixed 
charges  should  about  equal  the  cost  of  lost  energy  we  may 
arrive  at  the  most  economical  size  without  many  trials. 

Note  from  a  comparison  of  Tables  I  and  II  and  Curves 
I  and  II  in  Fig.  191  drawn  from  the  data  in  the  tables,  that 
a  higher  price  for  copper  causes  it  to  be  more  economical  to 
use  a  smaller  wire.  In  this  case.  Table  II  is  for  copper  wire 
at  double  the  price  used  in  Table  I.  Doubling  the  price  of 
copper  makes  it  more  economical  to  use  a  250,000  cir-mil 
wire,  instead  of  a  350,000  cir-mil  wire.  The  total  annual 
expense,  however,  is  higher  than  when  copper  is  cheaper. 

Note  from  a  comparison  of  Tables  I  and  III  and  Curves 
I  and  III,  that  a  higher  price  per  kilowatt-hour  for  energy 
makes  it  more  economical  to  iise  a  conductor  of  larger  size, 
—  doubling  the  energy  cost  makes  it  more  economical  to 
use  a  wire  of  500,000  cir.  mils  rather  than  the  one  of  350,000 
cir.  mils.  Here  again  the  lowest  annual  expense  is  greater 
than  when  power  is  cheaper. 

The  Tables  and  the  Curves  of  Fig.  191  show  that  there  is 
no  practical  need  of  very  precise  computations  for  the  de- 
termination of  the  most  economical  size  of  wire.  The  curves 
are  all  very  flat  in  the  region  of  the  most  economical  size, 
and  a  choice  of  any  one  of  two  or  three  sizes  in  the  vicinity 
of  the  minimum  cost  will  not  result  in  any  appreciable 
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3  s  8  I  I  t  I  I  I  I 

Area  of  Cable  In  Clrcidar  Mite. 

Fig.  101.    Relation  between  the  arc  of  the  cable  and  the  tot&l  anniuil 

cost  charged  to  the  transmission  line.     Note  the  flatness  of  the  curves 

at  the  lowest  points,  and  the  iocieased  ateepneBs  of  the  parts  farther 

«way  from  the  lowest  points. 
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difference  in  the  total  cost.  However,  as  we  go  farther 
away  on  either  side  of  the  most  economical  size,  the  cost 
begins  to  increase  rapidly.  It  is  worth  while,  tjierefore,  to 
make  the  above  approximate  calculations.  Furthermore, 
the  above  solution,  however  precisely  the  mathematics  may 
be  done,  is  only  approximate,  there  being  other  items  of 
cost  to  be  considered  in  the  final  selection  of  size  of  wire 
besides  the  cost  of  installed  cable  and  the  cost  of  lost  energy. 
There  are  also  the  annual  charges  on  the  additional  cost  of 
generating  and  transforming  equipment  required  to  handle 
the  power  that  will  be  lost  in  the  line,  and  the  fixed  charges 
on  the  additional  cost  of  poles  and  insulators  due  to  change 
in  the  size  of  wires.  The  cost  per  pound  of  the  wire  itself 
often  becomes  more  for  sizes  larger  than  500,000  cir.  mils 
because  each  cable  is  split  up  into  two  or  more  parallel 
cables  for  convenience  in  handling  and  because  heavier  pole 
construction  may  be  required. 

The  form  of  the  load  curve  also  should  be  taken  into  account 
when  computing  the  line  loss.  The  energy  annually  lost  in 
the  line  is  proportional  to  the  "square  root  of  the  mean 
square"  of  current  delivered  throughout  the  year.  For  the 
same  average  power  delivered,  therefore,  the  line  loss  may 
vary  betweeti  wide  limits,  as  we  change  the  daily  and  an- 
nual load  curves  or  schedules.* 

Prob*  1-6.  If  it  were  decided  to  transmit  the  power  in  the 
above  example  at  22,000  volts,  what  would  be  the  most  economical 
size  of  wire?  Copper  conductor  in  place  costs  20  cents  per  pound. 
Energy  costs  1  cent  per  kw-hr.  and  all  other  data  the  same  as  in 
the  above  example. 

Prob.  a-6.  If  the  line  in  Prob.  1  were  to  be  constructed  of 
aluminum,  what  would  be  the  most  economical  size?  Compare 
total  annual  cost  of  transmission  by  the  aluminum  line,  with  the 
corresponding  cost  by  the  copper  line  of  Prob.  1 .  Aluminum  weighs 
0.304  as  much  as  copper,  has  1.61  times  the  mil-foot  resistance  and 
costs  1.7  times  as  much,  say  35  cents  per  pound,  installed. 

*  For  a  method  of  determining  the  annual  line  loss,  see  "Standard 
Handbook  for  Electrical  Engineers/'  Sec.  12-234. 
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Prob.  3-5.  (a)  What  per  cent  of  the  power  transmitted  is  lost 
in  the  line  in  the  example  in  the  text,  using  the  most  economical 
size  of  conductor? 

(6)  In  Prob.  1? 

(c)  In  Prob.  2? 

67.  Voltage  Drop  in  Line.  Line  Regulation.  ^  Before 
we  can  definitely  decide  to  install  a  line  with  conductors  of 
a  given  size,  it  is  always  well  to  see  that  the  voltage  varia- 
tion at  the  receiving  end  is  not  excessive  between  a  no-load 
and  a  full-load  condition.  When  a  load  is  put  on  a  line  the 
voltage  across  the  receiving  end  falls,  on  account  of  the 
pressure  consumed  in  overcoming  the  voltage  reactions  along 
the  line  due  to  the  current.  It  is  necessiEiry  to  define  some 
standard  way  of  stating  the  magnitude  of  this  loss  of  voltage. 
The  method  is  to  determine  the  voltage  at  the  receiving  end 
with  non-inductive  full  load  on  the  line.  Then  determine 
the  voltage  when  the  load  is  removed,  meanwhile  keeping 
the  impressed  voltage  constant  at  the  sending  end  of  the  line. 
The  difference  between  these  voltages  is  called  the  regulation 
of  the  line.  The  percentage  regulation  is  the  percentage  which 
the  change  in  voltage  is  of  the  normal  rated  voltage  at  the 
receiving  end. 

Thus,  per  cent  line  regulation 

_  (No-load  volts)  -  (full-load  volts) 

""  "^  (FuU-load  volts)  X  lUU  per  cent 

(at  unity  power-factor). 

Unless  otherwise  stated,  the  load  must  be  non-inductive  and 
the  voltage  at  the  sending  end  of  the  line  musiremain  unchanged. 

Good  regulation  for  a  power  load  ranges  between  5  and 
10  per  cent.  For  a  lighting  load  it  should  never  oixceed 
5  per  cent  and  does  not  usually  exceed  3  per  cent. 

Let  us  test  the  regulation  of  the  10-mile  line  of  Ex- 
ample 1,  using  the  most  economical  copper  wire,  —  360,000 
cir.  mils. 

If  the  power  were  direct-current,  the  process  would  be 
simple,  as  follows: 
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Voltage  at  full  load  =  11,000  volts. 

PuU4<«d  ou„«.t  1^  -  109  .mp««.  .       /^ 

Resistance  of  line  -  3.18  ohms  =  20  X  0.159. 

(See  Table  I,  Appendix  B.) 
Line  drop    £  c  /  /^  =  3.18  X  109. 

=  347  volts. 
•  Volts  at  sending  end  =  11,000  +  347  =  11,347  voltas. 

Volts  at  load  end,  at  no  load  =  11,347. 
Line  regulation  for  direct  current 

_  11,347  -  11,000  _  ^  ^^ 

11,000       -^-^/o- 

This  line,  we  see,  would  have  a  sufficiently  good  regulation 
for  a  direct-current  system. 

We  wiU  now  determine  the  regulation  of  the  same  line 
when  it  carries  alternating  current.  Alternating  current  has 
to  overcome,  not  only  the  resistance  of  the  line  wires,  but 
also  their  inductive  reactance.  Thus  the  line  drop  in  & 
circuit  carrying  alternating  current  is  usually  greater  than 
if  the  same  circuit  were  carrying  direct  current,  and  there- 
fore the  regulation  would  be  poorer.  It  would  be  good 
practice  to  string  the  wires  of  a  11,000-volt  circuit  about  30 
inches  apart.*  The  reactance  of  the  circuit  at  60  cycles 
may  be  found  from  the  equation  given  in  Chapter  V,  First 
Course.  It  is  usually  taken,  however,  from  tables  computed 
by  means  of  this  equation.  From  Table  III,  Appendix  B, 
we  find  that  for  350,000  cir-mil  cables  strung  30  inches  apart: 

The  reactance  per  mile  of  single  wire      =  0.591  ohms. 

The  reactance  of  20  miles  of  cable  =  20  X  0.591 

=  11.82  ohms. 

The  current  for  a  non-inductive  full  load  =    '^  JL. 

=  109  amperes. 

*  See  Curve  (I)  in  Appendix  B  for  good  practioe  as  to  distance  be- 
tween wires. 
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The  reactance  drop  then  =  J5, 

=  11.82  X  109 
=  1290  volts. 

There  would  thus  be  a  line  drop  of  347  volts,  as  in  direct- 
current  power,  due  to  the  resistance  of  the  wires,  and  a  line 
drop  of  1290  volts  peculiar  to  alternating-current  power, 
due  to  the  reactance  of  the  line.  The  sending  voltage  must 
therefore  be  great  enough  to  supply  these  line  drops  and 
leave  11,000  volts  at  the  load  end.  Since  the  reactance 
drop  diflfers  in  phase  from  the  resistance  drop  by  90**,  it  is 
necessary  to  add  vectorially  the  load  voltage,  the  resist- 
ance drop,  and  the  reactance  drop  of  the  line,  to  find  what 
the  sending  voltage  must  be  in  order  to  supply  them. 

Construct  the  topographic  vector  diagram  of  Fig.  192. 


Fig.  192.  Topographic  diagram  for  finding  the  generator  voltage  OX  to 
supply  a  load  voltage  of  OE  over  a  line  having  a  resistance  drop  of 
ER  and  a  reactance  drop  of  RX,    The  load  has  unity  power-factor. 

The  voltage  vector  OE  of  the  load  will  lie  along  the  current 
vector  01,  since  the  voltage  and  current  of  the  load  must  be 
in  phase,  the  power-factor  being  unity.  The  vector  of  the 
resistance  drop,  ER,  must  also  lie  along  the  current  vector 
01,  as  resistance  drop  is  always  in  phase  with  the  current. 
The  vector  RX  of  the  e.m.f.  required  to  overcome  the  react- 
ance voltage,  must  lead  the  current  by  90**.  The  vector 
sum  of  these  voltages  is  the  line  OX,  and  can  be  computed 
from  the  equation. 
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OX  =  VioE  +  m)^  +  R^ 

=  Vll,347»  +  1290* 
=  11,420  volts. 

The  voltage  at  the  sendmg  end  must  therefore  be  11,420 
volts  and  the  voltage  at  the  receiving  end  would  of  course 
rise  to  this  value  when  the  load  was  taken  off,  there  being, 
at  that  time,  no  current  and  therefore  no  reacting  voltages 
in  the  line. 

The  regulation  =     '   ^j^  q^q  ' — 

=  3.82  per  cent. 

This  is  slightly  higher  than  the  value  3.2  per  cent,  which  we 
obtained  for  regulation  when  the  line  carried  direct  current, 
but  it  is  very  good  regulation  for  a  line  carrying  alternating 
current. 

68.  Line  Regulation  at  a  Power-factor  Less  than  Unityi 
But  the  load  which  we  specified  for  this  line  in  Example  1 
had  a  power-factor  of  0.80  which  is  about  the  usual  power- 
factor  of  an  alternating-current  load  used  for  industrial 
purposes.     (See  Art.  6.) 

To  find  the  voltage  variation  and  what  is  sometimes  called 
the  "regulation  at  0.80  power-factor"  we  proceed  as  follows: 

The  apparent  power  =  TTofx  ~  ^^^  kv-a. 

The  current  (single  phase)        =    ^^^  JL^    =  136.4  amp. 

The  resistance  drop  in  the  line  =  136.4  X  3.18  =  434  volts. 
The  reactance  drop  in  the  line  =  136.4  X  11.82  =  1610  volts. 

Construct  the  topographic  vector  diagram  Fig.  193. 

To  represent  the  11,000  volts  at  the  load  draw  the  vector 
OE  at  37^  lead  to  the  current,  because  on  an  inductive  load 
of  80  per  cent  power-factor  the  voltage  leads  the  current  37°. 

To  represent  the  434  volts  which  the  sending  end  must 
supply  in  order  to  overcome  the  resistance  of  the  line,  draw 
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the  vector  ER  parallel  to  the  current  7,  sinoe  the  voltage 
consumed  in  overcoming  resistance  only  is  always  in  phase 
with  the  current. 


oi 


FiQ.  193.  The  vector  OS  represents  the  sending  voltage  for  a  load  volt- 
age OEi  over  a  line  having  a  resistance  voltage  of  ER  and  a  reactance 
voltage  RS,  when  the  power-factor  of  the  load  is  80  per  cent. 

To  represent  the  1610  volts  which  the  sending  end  must 
supply  in  order  to  overcome  the  reactance  of  the  line,  draw 
the  vector  RS  90^  ahead  of  ER,  because  the  voltage  con- 
sumed in  overcoming  inductive  reactance  is  always  90^  ahead 
of  the  current. 

[7>The  total  voltage  at  the  sending  end  of  the  line  must 
therefore  be  OS,  the  vector  sum  of  OE  (the  voltage  at  the 
load),  ER  (the  resistance  drop)  and  RS  (the  reactance  drop). 

When  the  load  is  thrown  off,  the  voltage  at  the  receiving 
end  will  rise  to  the  same  value  as  the  voltage  at  the  sending 
end. 

Thus  OS  also  represents  the  no-load  voltage  at  the  re- 
ceiving end.  To  find  the  value  of  0/S,  draw  the  construc- 
tion lines  EP  and  RT. 
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OP  =  11,000  cos  3r  =  8800 
RT  =  11,000  sin  37°  =  6600. 

OS  =  V(OP,+,434)*  +  {RT  + 1610)* 

=  Vl52,670,000 
=  12,351  volts. 
The  no-load  voltage  thus  equals  12,351  volts. 

The  regulation  at  0.80  power-factor  =      '    1 1  nnn  ' — 

11|UUU 

=  12.3  per  cent. 

Note  that  the  regulation  of  the  line  when  the  load  had 
the  commercial  power-factor  of  0.80  was  very  much  poorer, 
being  more  than  three  times  as  great  as  the  regulation  at 
unity  power-factor.  There  are  two  reasons  for  this.  First, 
in  order  to  transmit  at  the  same  voltage  the  same  quantity 
of  power  at  a  low  power-factor  as  at  unity  power-factor,  a 
large  current  must  flow.  This  means  both  greater  resist- 
ance drop  and  greater  reactance  drop.  In  this  case  the  re- 
sistance drop  was  increased  from  347  to  434  volts,  and  the 
reactance  drop  from  1290  to  1610  volts. 

In  the  second  place,  it  will  be  seen  from  a  comparison  of 
Fig.  192  and  193  that  the  reactance  drop  and  the  voltage 
of  the  load  are  more  nearly  in  phase  and  therefore  their 
vector  simi  is  more  nearly  equal  to  their  arithmetical  sum 
when  the  power-factor  is  lower.  Thus,  not  only  is  the  react- 
ance drop  greater  at  a  low  power-factor,  but  a  greater  frac- 
tion of  it  is  in  phase  with  the  line  voltage  and,  therefore, 
tends  to  increase  it  much  more  than  at  unity  power-factor. 

This  alone  shows  the  desirability  of  having  a  load  in  which  the 
current  lags  as  little  as  possible  behind  the  voltage  especially 
when  the  reactance  of  the  line  is  greater  than  its  resistance. 
In  fact,  a  slightly  leading  current  is  generally  advantageous. 

Prob.  4-6.  Find  the  regulation  of  the  line  in  the  above  example 
when  the  power-factor  of  the  load  is  70  per  cent  with  the  same  kilo- 
watt load. 

Prob.  6-5.  What  would  be  the  line  regulation  of  Prob.  4  if  the 
size  of  the  line  wire  were  increased  to  450,000  cir.  mils? 
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Prob.  ^5.  What  would-be  the  line  regulation  of  Prob.  4  if  we 
decreased  the  size  of  the  conductor  to  250,000  cir.  mils? 

69.  Three-phase,  Three-wire  System.  Cost.  Let  us 
now  consider  how  the  cost  and  the  regulation  of  this  lO-mile 
line  would  be  affected  if  we  installed  a  three-phase,  three- 
wire  system  instead  of  a  single-phase  system  with  its  two 
conductors.  We  will,  of  course,  compute  the  line  cost  and 
regulation  on  the  same  basis  as  for  the  single-phase  line, 
that  is,  the  transmission  of  1200  kw.,  to  a  distance  of  10 
miles,  with  11,000  volts  between  wires  and  a  power-factor 
of  80  per  cent  at  the  end  of  the  line  with  3000  hr.  of  use  at 
full  load  annually. 

Apparent  power  as  in  single-phase  system 

Apparent  power  in  three-phase  system  is  found  according 
to  the  equation 

Pa  =  VSEI; 

where  Pa  —  apparent  power  in  vol1>^amperes. 

E  =  eflfective  voltage  between  conductors, 

in  volts. 
/  =  eflfective  current  along  each  conductor, 
in  amperes. 

Therefore    1,500,000  =  V3  X  11,000  X  /. 

1,500,000 
1.73  X  11,000 
=  78.8  amperes. 

Or  we  may  use  the  equation 

P  =  VS  EI  cosd; 
where  P  =  eflfective  power,  in  watts. 

E  =  effective  voltage  between  conduc- 
tors, in  volts. 
/  =  effective  current  along  each  con- 
ductor, in  amperes, 
cos  ^  =  power-factor  of  the  load. 
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Thus  1,200,000  =  V3  X  11,000  X  /  X  0.80. 

7  =  1,200,000 

1.73  X  11,000  X  0.80 
=  78.8  amperes. 

We  now  compute,  as  in  the  case  of  a  single-phase  line,  the 
total  annual  cost  of  the  line  when  constructed  of  conductors 
of  different  sizes.  Starting  with  No.  0  stranded  copper  con- 
ductor, we  find  the  cost  of  line  as  follows: 

One  mile  of  No.  0  weighs  1730  lb. 

A  ten-mile  three-wire  system  would  weigh 

30  X  1730  =  51,900  lb. 

At  20  cents  per  pound,  the  line  would  cost 

$0.20  X  51,900  =  $10,380. 
Annual  fixed  charges  at  8.5  per  cent  would  amount  to 
$10,380  X  0.085  =  $882. 

The  resistance  of  one  conductor  of  No.  0  wire,  as  per  Table  I, 
Appendix  B,  would  be 

10  X  0.518  =  5.18  ohms. 

Ekkch  line  wire  in  the  three-phase  system  carries  78.8  amp., 
therefore  the  PR  loss  per  conductor  would  be 
78.8  X  78.8  X  5.18  =  32,200  watts. 

=  32.2  kw. 
The  loss  in  the  three  wires  would  be 

3  X  32.2  =  96.6  kw. 
For  9>  year  of  3000  hours,  the  total  energy  loss  would  be 

3000  X  96.6  =  289,800  kw-hr. 
At  1  cent  per  kw-hr.,  this  would  cost 

289,800  X  0.01  =  $2898. 
Therefore  the  total  yearly  cost  of  the  transmission  equals 

$2898  +  $882  =  $3780. 

Since  the  cost  of  lost  energy  is  greater  than  the  fixed 
charges,  we  compute  the  cost  of  larger  wires  in  order  to  find 
the  size  of  conductor  which  produces  the  lowest  total  annual 
cost.    Setting  these  down  as  in  Table  IV  we  see  that  the 
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TABLE  ly.  — Relative  Cost  of  Three-phase,  Three-wire  Trans- 
lOSBioN  FOR  Various  Sizes  of  Conductors. 


No.0 
stranded. 

No.  00. 

No.  000. 

No.  0000. 

250.000 

dr. 

mils. 

300,000 

oir. 

mils. 

350.000 

cir. 

mils. 

Cost  of  30  miles  of  wire 
at  20^  per  lb 

1 
10.380 
883 

2,888 
3.780 

t 
13.140 
1,117 

2,299 
3.416 

1 
16.440 
1,398 

1,834 
3,232 

1 

20.820 

1,770 

1.450 

1 
24,560 
2,090 

1,213 
3,303 

S 

29,350 

2.490 

1,033 
3,528 

1 
34.440 
2.930 

886 

8.816 

Fixed  annual  chargw 
at8.£%ofwireoofit.. 

Annual  cost  of  energy 
lost  in  line  at  li  per 
kw-hr 

Total  annual  cost  of 
tnuiamiasioQ 

most  economical  conductor  would  be  No.  0000.  The  most 
economical  size  for  a  two-wire  system  under  the  same  condi- 
tions was  found  to  be  350,000  cir.  mils.     (See  Table  I.) 

Three  conductors  of  No.  0000  wire  at  an  annual  expense 
of  13220  will  conduct  as  much  power  as  two  conductors  of 
350,000  cir.  mils  at  a  yearly  expense  of  $3724.  Theire  is 
then  a  decided  yearly  saving  in  using  a  three-phase  system 
instead  of  a  single-phase. 


Generator 


§ 


TnmnnnnrTTv 

P 


<:- 


f 


■  •— ^»5tfln(ifl0i 


Fig.  194.    Diagram  of  a  star-connected  generator  station  sending  power 
over  a  three-wire  line  to  a  star-connected  load. 

Prob.  7-6.  What  would  be  the  most  economical  size  of  conduc- 
tor to  use  in  the  three-phase  system  of  the  above  example  if  the 
price  of  copper  were  40  cents  per  pound  installed? 

Prob.  8-5.  If  the  cost  of  energy  were  2  cents  per  kw-hr.,  what 
would  be  the  most  economical  size  of  conductor  to  use  in  the  above 
example? 

Prob.  9-6.  If  a  three-phase  sjrstem  were  installed  in  Prob.  1-5, 
what  would  be  the  most  economical  size  of  conductor? 

Prob.  10-6.  Compute  Prob.  2-5,  using  a  three-wire  three- 
phase  system. 
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70.  Regulation  of  a  Three-wire  Three-iihase  System. 

We  should  always  compute  the  regulation  of  a  proposed 
three-phase  installation,  just  as  in  the  case  of  a  single-phase 
line,  in  order  to  see  whether  or  not  the  most  economical 
wire  produces  too  great  a  voltage  variation  at  the  different 
loads.  For  this  purpose,  it  is  much  simpler  always  to 
consider  the  loads  at  the  receiving  end  to  be  star-connected. 
If  the  loads  are  delta-connected,  we  have  merely  to  consider 
the  voltage  between  any  conductor  and 
an  imaginary  neutral  as  explained  be- 
low. At  present  let  us  consider  the 
load  as  star-connected  at  Af,  as  in  Fig. 
194.  The  scheme  is  to  compare  the 
change  in  voltage  across  one  phase 
(say  OA)  from  no  load  to  full  load 
with  the  voltage  at  full  load  across 
the  same  phase  (OA). 

The  full-load  voltage  between  the 
line  wires  at  the  receiving  end  being 
11,000  volts,  the  full-load  voltage 
across  any  phase  or  coil  of  a  star-con- 

11  000 
nected  load  would  be    ^^^^    =  6360 

volts.  Thus  the  full-load  voltage 
across  each  of  the  coils  OA,  OB,  and 
OC  at  the  receiving  end  M  would  be 
6360  volts. 

Let  us  consider  coil  OA  only.  We 
found  that  the  full-load  line  current  at 
80  per  cent  power-factor  must  be  78.8 
amperes.  In  order  to  force  this  full- 
load  current  of  78.8  amperes  through 
the  coil  OA,  the  voltage  across  the  cor- 


^ 
^ 


FiQ.  195.  The  conductors 
Af  Bf  and  C  are  placed 
equidistant  from  one 
another.  The  wire  D, 
usually  of  iron,  is 
placed  above  B  in  or- 
der to  afford  protection 


against  hi^tning. 

responding  coil  PA  of  the  generator  must  be  great  enough 
to  overcome  the  resistance  and  the  reactance  of  the  line 
wire  Af  and  supply  the  6360  volts  across  the  coil  OA.    The 
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voltage  across  the  generator  coil  PA  is  thus  the  resultant 
of  the  voltage  across  the  load  coil  OA,  and  the  resistance 
voltage  and  the  reactance  voltage  of  the  line-wire  A.  The 
resistance  of  the  10-mile  line-wire  A,  size  0000  B.  &  S.  gauge 
(see  Table  I,  Appendix  B),  is  2.59  ohms.  The  pressure 
necessary  to  overcome  the  resistance  of  the  line  is  equal  to 

78.8  X  2.69  =  204  volts. 

The  reactance  *  of  the  10-mile  line-wire  A  with  the  wires 
spaced  equidistant  and  30  inches  from  one  another  as  in 
Fig.  195  is  equal  to 

10  X  0.621  ==  6.21.    (See  Table  III,  Appendix  B.) 

The  pressure  consumed  in  overccitning  the  reactance  is 

78.8  X  6.21  =  489  volts. 

Construct  Fig.  196  similar  to  Fig.  193,  with  the  exception  that 
the  voltages  in  Fig.  196  are  those  across  coils  rather  than 
between  line  wires. 

*  Whea  the  wires  of  a  Bystem  are  not  spaced  equidistant  from  one 
another  the  reactance  of  the  middle  wire  will  differ  from  that  of  the 
other  two.  To  avoid  this  unbalanced  reactance,  the  wires  are  usually 
transposed  every  five  miles  on  a  short  line  or  every  10  to  40  miles  on  a 
long  line,  so  that  when  the  whole  length  of  the  line  is  considered  the 
average  distance  between  them  is  the  same.  This  average  value  is  used 
when  computing  the  reactance.  Thus  three  wires  might  be  strung  one 
directly  over  the  other  with  36  inches  separating  each  outside  wire 
from  the  middle  one.    The  average  distance  would  then  be 

?«±f±I2-48inoheB. 

and  this  would  be  the  value  used  in  the  table  or  formula  for  finding 
the  reactance. 

When  the  wires  are  not  transposed  the  equindent  distmce  between 

them  is  used.    Equivalent  distance  «  "^  product  of  the  three 


The  equivalent  distance  in  this  case  would  equal  '^36  X  36  X  72 
or  45.  Unless  it  is  otherwise  stated,  the  fines  mentioned  in  this  book 
are  to  be  considered  as  transposed. 


/ 


SHORT  TRANSMISSION  LINES 


343 


OS  =  Epj,  =  V(VN  +  489)*  +  (pT  +  204)». 
VN  =  6360  sin  37' 

=  3816. 
or  =  6380  cos  37°  /_ 

=  5088. 

EpA  =  V4306*  +  5292 

=  6823.  ^ 

Therefore  the  voltage  across  the  ooU  PA  of  the  graierator 
would  have  to  be  6823  volts  when  the  full  load  is  taken 


■'O 


;-'^^r 


I 


OR 


Fig.  196.  Vector  OS  represents  the  voltage -across  one  coflCat  the 
sending  end  of  line  in  Fig.  194;  OM,  the  voltage  across  one  coil  of 
the  load;  MN,  the  resistance  drop  of  one  wire;  and  NS,  the  react- 
ance drop  of  one  wire. 

from  the  receiver  end.  When  the  lo£kl  decreases  to  zero, 
the  voltage  across  one  phase  or  coil  (as  OA)  at  the  receiving 
end  (Af )  would  equal  the  voltage  across  the  corresponding 
coil  of  the  generator.  The  no-load  voltage  across  one  phase 
thus  would  equal  6823  volts. 
The  change  in  voltage  is  equal  to 

6823  -  6360  =  463  volts- 
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The  r^i;ulaUoD  at  80  per  cent  power-factor 

Since  the  load  is  assumed  to  be  balanced,  the  same  change 
takes  place  across  each  coil  of  the  load.  The  change  across 
the  line  wires  will  thus  be  in  the  same  ratio.  Consequently 
the  voltage  regulation  of  this  three-wire  three-phase  sj^stem 
is  approximately  7  per  cent,  which  is  very  satisfactory  for 
a  load  of  only  80  per  cent  power-factor.  It  will  be  remem- 
bered that  the  voltage  regulation  for  a  aingle-phaae  line 
under  exactly  similar  conditions  was  12.7  per  cent.  Thus 
the  three-phase  system  is  not  only  more  economical  but  also 
has  better  regulation. 

If  the  receivii^  or  the  sending  end  of  the  line  is  deltsKion- 
nected,  the  method  of  computing  the  voltage  regulation  is 
similar  to  the  above.    Fig.  197  represents  such  a  system,  in 


1^0.  107.  Phase  TV  of  the  delta-connected  lo&d  M  may  be  conada«d 
to  be  made  up  of  ooila  TO  and  OV.  The  phase  VU  may  be  oon- 
aideied  to  be  made  up  of  VO  and  OU,  etc.  The  points  P  and  0  are 
thus  the  neutral  points  of  star-oonnected  coils. 

which  both  the  receiving  end  M  and  the  sending  end  G  are 
deltarconnected.  We  may  consider  each  coil  of  each  end 
to  be  made  up  of  two  coils  of  a  star  connection.  Thus  the 
coil  TV  of  the  receivii^  end  may  be  imagined  to  be  made  up 
fA  the  two  coils  TO  and  OV  connected  in  star  at  the  neutral 
point  0.    The  voltage  across  either  of  these  imaginary  coils 

II  000 
would  be     '-„    =  6360  volts.    This  is  called  the  "  ▼<dtace  to 
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neutral"  in  a  delta-connected  arrangement.  In  determin- 
ing the  voltage  regulation  of  a  deltarconnected  system,  the 
amount  which  this  '' voltage  to  neutral "  changes  when  the 
load  changes  from  full  load  to  no  load  is  found,  and  com- 
pared with  the  "voltage  to  neutral "  at  full  load,  just  as  in 
the  case  of  a  stsir-connected  arrangement. 

The  use  of  the  Mershon  diagram  will  save  much  mathe- 
matical work  in  computing  the  regulation  of  transmission 
lines..  This  diagram  is  equivalent  to  a  large  number  of 
vector  diagrams  like  those  of  Fig.  193  and  196.  See  Croft's 
"American  Electrician's  Handbook,"  page  143. 

Prob.  11-5.  Compute  the  voltage  regulation  of  the  three-phase 
system  of  Prob.  7-5,  assuming  the  load  to  be  star-connected. 

Prob.  ia-5.  If  the  load  on  the  system  of  Prob.  7-5  were  delta- 
connected,  what  would  the  regulation  be? 

Prob.  18-6.  Three-phase  power  is  to  be  transmitted  14  miles. 
Power  to  be  delivered,  4200  kw.  Voltage  at  load,  33,000  volts; 
wires  arranged  in  vertical  plane,  50  inches  apart;  frequency,  25 
cycles;  power-factor  of  load,  85  per  cent;  size  of  wire,  No.  0,  B.  &  S. 
Compute  the  regulation  if  the  load  is  delta-connected. 

71.  To  Compute  the  Voltage  at  the  Load.  When  an 
induction  motor  is  started,  it  usually  takes  a  much  larger 
current  than  the  full-load  current,  and  always  at  a  low 
power-factor.  The  voltage  at  the  receiving  end  of  a 
transmission  line  drops  considerably  under  these  conditions. 
This  variation  in  terminal  voltage  can  be  determined  as 
follows: 

Example  2.  In  a  three-phase  transmission  line  each  wire 
of  which  has  2  ohms  resistance  and  3  ohms  reactance,  the 
fuU  load  is  2000  kw.  at  85  per  cent  power-factor.  The  full- 
load  voltage  at  the  receiving  end  is  6600  volts.  Find  the 
voltage  of  the  load  when  several  of  the  induction  motors, 
which  constitute  part  of  the  load,  are  starting  simultaneously, 
and  lower  the  power-factor  to  75  per  cent,  at  the  same  time 
increasing  the  load  to  2100  kw. 
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The  first  step  is  to  find  the  voltage  at  the  sending  end  from 
data  of  normal  conditions.  This  is  done  as  in  all  previous 
examples  of  this  chapter. 

p  =  V3^/cos^. 
2,000,000 


/  = 


1.73  X  6600  X  0.85 
=  206  amp.  per  line-wire. 

Resistance  drop      =  2  X  206 

=  412  volts. 

Reactance  drop      =  3  X  206 

^  618  volts. 

Voltage  to  neutral  =  -pr^  =  3810  volts. 

Construct  a  diagram  as  in  Fig.  193  and  196  and  solve  for 
OSj  the  voltage  to  neutral  at  the  sending  end. 

OS  =  4490  volts. 

With  the  usual  method  of  operation,  a  voltage  to  neutral 
of  approximately  4490  volts  at  the  sending  end  would  be 
maintained  under  all  conditions  (unless  a  feeder  voltage 
regulator  is  used;  see  Art.  63  and  72). 

The  second  step  is  to  find  what  the  voltage  to  neutral  at 
the  sending  end  would  have  to  be,  if  the  voltage  at  the  re- 
ceiving end  were  to  remain  6600  volts,  or  3810  volts  to 
neutral,  under  the  new  conditions  of  load  and  power-factor. 

P  =  V3£/co8^. 
,  2,100,000 

1.73  X  6600  X  0.75 
=  246  amperes. 
Resistance  drop  =  2  X  246  =  492  volts. 
Reactance  drop  =  3  X  246  =  738  volts. 

Construct  a  diagram  as  in  Fig.  193  and  196  and  find  the 
value  of  OiS,  the  voltage  to  neutral  at  the  sending  end. 

OS  =  4670  volts. 
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Thus  the  voltage  to  neutral  at  the  sending  end  would  have 
to  rise  to  4670  volts  in  order  to  keep  the  voltage  of  the  load 
up  to  6600  volts  (3810  volts  to  neutral)  when  the  extra  load 
at  a  low  power-factor  was  thrown  on. 

But  the  conditions  at  the  sending  end  are  such  that  the 
voltage  to  neutral  remains  practically  constant,  4490  volts 
at  all  loads.  Therefore,  if  the  sending  voltage  remains 
constant,  the  voltage  at  the  receiving  end  must  fall  on 
account  of  the  extra  line  drop  between  the  generator  and 
the  load. 

As  a  third  step,  we  may  then  consider  that  the  voltage  to 
neutral  of  the  sending  end  drops  from  4670  volts  to  4490  and 
compute  the  corresponding  drop  in  the  load  voltage,  from 
6600  to  iUH  of  6600),  or  6360  volts.  As  a  check  on  this 
value  we  have  merely  to  compute  what  the  generator  volt- 
age would  have  to  be  in  order  to  maintain  a  voltage  of  6360 
volts  (3670  volts  to  neutral)  at  the  receiving  end  when 
loaded  with  2100  kw.  at  75  per  cent  power-factor.  The 
check  value  is  4560  volts  to  neutral,  showing  an  error  of 
about  1.5  per  cent. 

The  error  in  this  method  lies  in  the  fact  that  in  the  second 
step  we  have  used  too  small  a  value  for  the  line  current. 
We  may,  therefore,  better  our  result  by  repeating  the  second 
and  third  steps  using  a  value  for  the  line  current,  which  we 
now  know  is  more  precise,  as  found  by  the  equation 

J  ^  2,100,000 

1.73  X  6360  X  0.75 
=  265  amperes. 

By  using  255  instead  of  246  amperes  for  the  line  current, 
we  find  that  it  would  require  a  generator  voltage  to  neutral 
of  4710  volts  to  maintain  6600  volts  between  terminals  at 
the  load.  With  the  generator  voltage  to  neutral  remaining 
4490,  the  load  voltage  would  he  mi  X  6600,  or  6290  volts, 
which  checks  to  within  less  than  1  per  cent. 

By  repeating  steps  two  and  three  a  number  of  times,  each 
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time  using  a  more  precise  value  for  the  line  current^  it  is 
possible  to  obtain  the  load  voltage  to  any  desired  degree  of 
precision.  For  most  practical  work  one  such  repetition  is 
sufficient. 

Prob.  14-5.  A  20a-h.p.  2300- volt  three-phase  induction  motor 
of  93  per  cent  efficiency  has  a  power-factor  of  90  per  cent  at  full 
load.  The  distributing  circuit  has  a  resistance  of  0.4  ohm  and  a 
reactance  of  0.32  ohm  per  wire,  (a)  What  must  be  the  voltage 
at  the  generator  end  of  the  distributing  line  to  operate  the  motor 
at  rated  load  and  at  its  rated  voltage? 

(6)  What  is  the  voltage  regulation,  assuming  a  constant  voltage 
at  the  generator  end  of  the  distributing  line? 

Prob.  16-5.  In  starting,  the  induction  motor  of  Prob.  14  takes 
three  times  normal  current  and  the  power-factor  drops  to  60  per  cent. 
Assuming  that  the  voltage  at  the  generator  end  of  the  distributing 
line  remains  constant,  what  is  the  voltage  across  the  motor  on 
starting?  ^ 

Prob.  1^5.  If  the  generator  voltage  in  Prob.  13-5  remains 
constant,  what  will  the  voltage  at  the  load  become  when  the  load 
consists  of  2000  kw.  at  95  per  cent  power-factor?  Check  and  show 
per  cent  error. 

Prob.  17-5.  What  will  be  the  voltage  of  the  load  in  line  of 
Prob.  13-5  when  only  500  kw.  are  being  deUvered  at  unity  power- 
factor?    Compute  per  cent  error  due  to  this  method. 

72.  Feeder  Voltage  Regulators  and  Line-drop  Compen- 
sators. We  have  already  shown  that  it  is  desirable  that 
the  voltage  at  the  load  end  of  a  transmission  line  or  feeder 
and  the  voltage  at  the  generator  end  of  the  line  shall  both  be 
maintained  approximately  constant  (see  Art.  7).  We  have 
seen  that  this  may  be  accomplished  by  applying  to  each 
individual  feeder  a  special  type  of  transformer  known  as  a 
Feeder  Voltage  Regulator,  whose  primary  (high-tension)  coil 
is  shunted  across  the  feeder  lines  and  whose  secondary  is  in 
series  with  the  feeder.  (See  Art.  63.)  It  is  necessary  to  re- 
adjust the  voltage  regulator  for  each  change  of  current  or  of 
power-factor  in  the  feeder,  inasmuch  as  such  changes  tend 
to  alter  the  impedance  drop  on  the  feeder  or  the  voltage  at 
the  load  end  of  the  feeder.    The  adjustment  of  the  regulator 
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may  be  accomplished  by  hand  if  the  load  conditions  change 
slowly,  or  automatically  by  a  small  alternating^current  motor 
actuated  by  a  *'  contact-making  voltmeter,"  if  the  load  con- 
ditions change  rapidly. 

Whenever  the  regulation  of  voltage  at  the  load  end  of  a 
feeder  must  be  accomplished  by  adjustments  (manual,  or 
automatic  by  regulators)  at  the  generating  station  or  at  any 
point  distant  from  the  load,  it  becomes  necessary  to  have 
means  of  measuring  the  load  voltage  from  the  distant  point. 
One  method,  of  running  small  pressure  wires  parallel  to  the 
feeder  to  connect  the  voltmeter  with  the  distant  terminals, 
becomes  too  expensive  when  the  feeder  is  long.  In  such 
cases,  a  "line-drop  compensator"  is  used.  The  purpose  of 
this  device  is  to  reproduce  to  a  definite  scale,  within  the  local 
circuit  of  a  voltmeter  attached  to  the  feeder  at  its  station 
end,  all  of  the  reacting  voltages  produced  in  the  line  by  the 
currents  flowing,  so  that  the  voltmeter  receives  a  pressure 


ICO  amperes 


Slnffle-phaee  Feeder 
100  amp. 


Fig.  198.  Diagram  of  a  "line-drop  compensator."  Voltmeter  V  in- 
stalled in  the  generating  station  indicates  the  Voltage  El  at  the  load, 
and  not  the  voltage  Ea  of  generating  station.  The  voltmeter  V 
really  measures  the  e.m.f.  across  the  secondary  of  the  potential  in- 
strument transformer  P,  as  affected  by  the  resistance  drop  and  the 
reactance  drop  of  R  and  X,  which  dci)eiid  u\K)n  the  line  current. 

representing  what  is  left  at  the  load  end  of  the  line  rather 
than  the  impressed  voltage  at  the  place  where  the  voltmeter 
is  attached. 
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Thus,  in  Fig.  198,  the  voltmeter  V  attached  to  this  single-phase 
feeder  does  not  indicate  the  pressure  Eq  at  the  generator  or  at  the 


V- . 


Fio.  190.     liiagrnin  of  ponnccliorM  for  a  conifWHsator  on  a  Ringlfwphase 

circuit.     W,.^li'igh(,«w  Ehclrk.  .(■  MJi],  Co. 
place  where  the  voltmeter  is  attached,  but  rather  the  i>ressure  E^ 
at  the  load  end  of  the  feeder,  pro\'ideil  the  coiitiict-anns  It  and  .Y 
arc  set  pro|HTly.     A  currcnt-triiiisronner  CV  in  series  with  the 
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feeder  haa  its  secondary  connected  to  reeistance  and  reactance  in 
series.  These  are  therefore  traversed  by  a  current  which  is  always 
directly  proportional  to  the  current  which  flows  in  the  feeder 
itself.  By  means  of  the  contact-arms  R  and  X  various  portions 
of  the  resistance  drop  and  reactance  drop  may  be  inserted  in  cir- 
cuit with  the  voltmeter  7,  which  is  also  connected  to  the  generator 
end  of  the  feeder  through  the  potential  transformer  PP. 

Now,  if  the  contact-arms  R  and  X  are  set  so  that  the  values  of 
resistance  and  of  reactance  included  between  them  bear  the  proper 
relation  to  each  other  and  to  the  current  ratio  of  the  series  trans- 
former CCy  the  e,m.f.'s  from  R  and  X  diminish  the  e.m.f.  from  PP 
in  exactly  the  same  way  and  by  exactly  the  same  percentage  that 
the  back  e.m.f.'s  or  voltage  reactions  in  the  main  line  diminish  the 
voltage  from  the  generator.  Of  course,  if  the  connections  of  R  and 
X  to  F  and  P  are  reversed,  the  line  drop  is  added  to  instead  of  sub- 
tracted from  the  generator  voltage,  and  no  adjustment  of  R  and  X 
can  be  foimd  which  will  make  the  indications  of  V  proportional  to 
the  voltage  at  the  load  end  of  the  feeder. 

Figure  199  illustrates  the  actual  wiring  of  one  of  these  line-drop 
compensators  (D)  in  a  single-phase  feeder  (F).  The  voltmeter  V 
connects  through  the  multiplier  M  (usually  external  with  stationary 
types  of  voltmeter,  though  internal  with  portable  types)  to  the  low- 
tension  side  of  the  potential-transformer  PP  and  the  taps  from  the 
resistance  and  reactance  in  D.  The  current  through  this  resistance 
and  reactance  is  obtained  from  the  secondary  of  the  current-trans- 
former CC  in  series  with  the  feeder.  When  the  contact-arms  on 
the  compensator  are  set  so  that  the  relation  of  reactance  drop  and 
of  resistance  drop  between  them  to  the  low-tension  e.m.f.  of  PP  is 
exactly  the  same  as  the  relation  of  reactance  drop  and  of  resistance 
drop  in  the  feeder  to  the  voltage  of  the  generator,  then  the  indica- 
tions of  V  multiplied  by  a  constant  factor  (ratio  of  P)  give  the 
voltage  Ej,  but  not  the  voltage  Eq.  In  the  case  of  polyphase 
feeders  the  connections  are  more  complicated,  although  the  same 
principles  apply.  In  this  way,  it  is  possible  to  know  at  the  gener- 
ating station  what  adjustment  must  be  made  at  the  generator  in 
order  to  keep  the  voltage  at  the  load  constant. 

Note :  In  the  following  problems,  neglect  the  resistance  and  reactance 
of  the  instrument  transformers. 

Prob.  18-5.  In  Fig.  198,  the  current  ratio  of  CC  is  100  : 1,  and 
the  voltage  ratio  of  PP  is  20  : 1.  The  single-phase  feeder  has 
altogether  10  ohms  reactance  and  2  ohms  resistance,  (a)  What 
should  be  the  amoimt  of  resistance  and  of  reactance,  in  ohms,  be- 
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tween  R  and  X  in  order  that  the  voltmeter  V  shall  indicate  in  fixed 
ratio  to  the  load  voltage  El?  (6)  What  factor  must  the  actual 
voltages  at  V  be  multiplied  by  in  order  to  obtain  the  correct  value 
of  El  volts? 

Prob.  19-5.  The  single-phase  feeder  of  Fig.  198  is  designed  to 
deliver  400  kw.  at  0.80  power-factor  and  2300  volts  (=  El),  with  a 
voltage  r^ulation  (at  this  power-factor)  of  10  per  cent  and  a  trans- 
mission efficiency  of  95  per  cent.  If  the  ratio  of  CC  is  100  : 1,  and 
of  PP  is  20  : 1,  (a)  what  must  be  the  values,  in  ohms,  of  resistance 
and  reactance  included  between  the  contact-arms  R  and  X,  and  (b) 
by  what  ratio  must  the  voltage  V  be  multiplied  to  obtain  the 
voltage  El? 

Prob.  20-6.  The  feeder  of  Fig.  198  supplies  load  at  a  distance 
of  5  miles  over  No.  00  wires  spaced  36  inches  apart.  Eg  =  6600 
volts  and  the  ratio  of  PP  is  60  : 1.  What  must  be  the  ratio  of  CC 
(nearest  larger  multiple  of  5)  in  order  that  we  may  use  as  much 
of  each  dial  as  possible  on  a  line-drop  compensator  having  a 
maximum  range  of  10  ohms  resistance  and  10  ohms  reactance,  to 
indicate  the  voltage  El,  when  the  load  has  its  maximum  value  of 
500  kw.  at  0.80  power-factor?     Frequency,  60  cycles. 

Prob.  21-5.  (a)  Assuming  that  we  select  for  CC  in  Prob.  20  a 
transformer  having  a  ratio  which  is  the  nearest  larger  multiple  of 
5  to  the  ratio  which  we  theoretically  require,  calculate  how  many 
ohms  of  resistance  R  and  reactance  X  must  be  tapped  off  in  the 
compensator  to  make  the  reading  of  F  as  nearly  as  possible  pro- 
portional to  El»  (b)  What  then  will  be  the  ratio  between  the 
actual  voltages  El  and  V? 

Prob.  22-5.  If  each  dial  R  and  X  in  Prob.  21  has  only  ten 
equal  steps  of  resistance  or  of  reactance,  1  ohm  each,  calculate: 

(a)  The  setting  of  each  dial  which  will  make  the  indications  of  V 
as  nearly  as  possible  proportional  to  El- 

(6)  The  ratio  of  El  volts  to  V  volts  for  this  setting  of  dial  R 
and  X,  which  will  make  V  represent  El  with  full  load  delivered 
from  the  feeder. 

(c)  The  percentage  error  involved  when  the  product  of  the  ratio 
of  (6)  times  the  voltage  V  is  assumed  to  represent  the  voltage 
El  at  zero  load. 


SUMMARY  OF  CHAPTER  V 

THE  VOLTAGE  at  which  electrical  power  is  transmitted 
oyer  short  distances  is  usually  about  1000  volts  per  mile. 

IN  AMERICA,  ALTERNATING  CURRENT  is  used  in  prac- 
tically all  industrial  installations,  the  potential  of  which  is 
above  560  volts. 

THE  FREQUENCIES  in  greatest  use  are  26  cycles  for 
railway  and  power  work  and  60  cycles  for  lighting. 

THE  MOST  ECONOMICAL  SIZE  OF  TRANSMISSION 
WIRE  is  that  size  which  results  in  the  smallest  sum  total  of 
annual  fixed  charges  (such  as  interest  in  money  invested, 
taxes,  repairs  and  depreciation)  and  annual  cost  of  energy 
lost  in  the  line.  The  sum  of  these  items  becomes  a  minimum 
when  the  fixed  charges  equal  the  cost  of  lost  energy. 

THE  VOLTAGE  REGULATION  OF  THE  LINE  must  also 
be  taken  into  consideration  when  determining  the  size  of  wire 
to  be  used  for  transmission  unless  proper  regulation  is  accom- 
plished by  feeder  voltage  regulators.  The  voltage  regulation 
of  a  line  equals 

(No-load  voltage)  —  (Full-load  voltage) 
(Full-load  voltage) 

These  voltages  must  be  measured  at  the  load  end  of  the 
line.  Good  regulation  for  power  service  ranges  between  6  and 
10  per  cent.  For  lighting  service  it  should  never  exceed  6 
per  cent 

THE  INDUCTIVE  REACTANCE  of  a  line  causes  voltage  to 
be  consumed  in  the  line  when  an  alternating  cturrent  is  sent 
over  the  line.  This  reactance  drop  leads  the  resistance  drop 
by  90°. 

THE  GENERATOR  VOLTAGE  equals  the  no-load  voltage 

at  the  load  end  of  a  short  line,  and  can  be  found  by  adding 

vectorially  the  reactance  drop  and  the  resistance  drop  to  the 

voltage  at  the  load  end. 
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A  THREE-PHASE  TRANSMISSION  LINE  is  more  eco- 
nomical than  a  single-phase  line  for  transmitting  a  given  amount 
of  power  to  a  given  distance,  and  has  better  regulation  under 
the  same  conditions.  In  a  three-phase  system  the  voltage  to 
neutral  and  the  resistance  and  reactance  drop  in  one  line  con- 
ductor are  always  used  in  computing  the  regulation. 

TO  COMPUTE  THE  VOLTAGE  AT  THE  LOAD  END  of  a 
transmission  line  corresponding  to  any  amount  of  load  and 
power-factor: 

FIRST  Stbp.  Compute  the  voltage  at  the  generator  end 
of  line  from  data  tmder  normal  conditions. 

Second  step.  Compute  what  die  voltage  at  the  gener- 
ator end  would  have  to  be  in  order  to  maintain  the  same  con- 
stant voltage  at  load  end  under  new  conditions  of  load. 

THIRD  STEP.  The  voltage  at  the  load  end  under  new  con- 
ditions is  practically  the  same  fraction  of  the  voltage  under 
normal  conditions,  that  the  generator  voltage  computed  by 
the  '*  first  step  "  is  of  that  computed  by  the  **  second  step.'' 
This  method  is  an  approximation  which  is  precise  enough  for 
all  practical  conditions. 

FEEDER  VOLTAGE  REGULATORS  are  used  to  maintain 
a  constant  voltage  at  the  load  when  power-factor  or  power  is 
varied  within  prescribed  limits.  Such  regulators  may  be  oper- 
ated automatically  by  a -motor  controlled  by  a  contact-making 
voltmeter. 

LINE-DROP  COMPENSATORS  are  combinations  of  ad- 
justable resistance  and  adjustable  reactance  intended  to  be 
connected  to  the  feeder  and  to  the  voltmeter  through  proper 
instrument  transformers  suitably  arranged.  When  properly 
adjusted  they  cause  the  voltmeter  at  the  station  to  indicate 
the  voltage  at  the  distant  end  of  the  feeder  for  all  values  of 
power  and  power-factor  at  the  load. 


PROBLEMS  ON  CHAPTER  V 

Prob.  2S-6.  The  11000-volt  3-phase  S-mile  pole  line  of  the 
Southern  Power  Co.,  runmng  from  Catawba  to  Phieville,  is  strung 
with  aluminum  stranded  cable,  the  resistance  of  which  is  equiva- 
lent to  the  resistance  of  No.  2  copper  wire.  The  load  at  Pineville 
consists  of  three  37.5-kv-a.  and  three  125-kv-a.  transformers.  Power- 
factor  of  load  equals  80  per  cent;  frequency,  60  cycles.  Compute 
the  voltage  regulation  of  this  line.    (Elec.  Jour.,  Vol.  VIII.) 

Prob.  24^6.  Assiuning  the  voltage  at  Catawba  to  remain  con- 
stant at  the  value  found  in  Prob.  23,  compute  the  voltage  at  Pine- 
ville when  only  150  kw.  at  95  per  cent  power-factor  are  being  used 
there. 

Prob.  26-6.  Calculate  the  most  economical  size  of  copper  wire 
for  the  three-phase  distributing  system  of  Prob.  23.  Estimate 
copper  conductor  at  19  cents  per  pound;  fixed  charges  at  9  per 
cent  of  line  cost;  electric  energy  at  4  mills  per  kw-hr.,  3000  hr. 
at  full  load  per  year. 

Prob.  26-6.  A  distributing  system  arranged  as  in  Fig.  200  is 
delivering  400  kw.  at  6600  volts  and  80  per  cent  power-factor  to 


Fig.  200. 


Power  is  distributed  over  the  three-wire  line  to  sub-station 
A  and  to  sub-station  B  which  is  on  a  spur  line. 


transformer  at  suI>«tation  A,  and  250  kw.  with  90  per  cent  power- 
factor  to  the  sub-station  B,  which  is  near  the  main  line.  The  con- 
ductors from  A  to  jB  are  No.  1  solid  copper,  and  from  B  to  the 
generating  station  8  are  stranded  copper  No.  00.  The  conductors 
are  arranged  as  in  Fig.  195,  30-inch  spacing  throughout,  (a)  Com- 
pute the  voltage  at  B  and  at  the  station  8,  (6)  What  is  the  line 
regulation  at  A  and  at  B? 
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Prob.  27-5.  If  the  station  at  B  is  on  a  spur  line  5  miles  from 
the  main  line,  compute  (a)  and  (6)  of  Prob.  26.  The  wires  from 
main  line  to  ^  are  of  No.  2  solid  copper. 

Prob.  29-6.  Assuming  the  rate  of  interest  and  depreciation, 
the  cost  per  pound  of  installed  copper  cable,  hours  of  use,  etc.,  to 
be  as  in  Example,  deduce  an  expression  relating  the  total  annual 
fixed  charges  in  dollars,  to  the  size  of  conductor  denoted  by  the 
symbol  r,  representing  the  resistance  in  ohms  per  mile  ot  conductor. 
At  20^  C.  commercial  annealed  copper  wire  has  a  weight  of  0.3195 
pounds  per  cubic  inch  and  resistivity  of  872.5  ohms  per  mile-pound. 

Prob.  29-6.  Assmning  data  as  in  Example  and  Prob.  28, 
deduce  an  expression  relating  the  annual  value  (dollars)  of  energy 
lost  in  the  line  conductors,  to  the  size  of  conductor  denoted  by 
symbol  r  representing  its  resistance  in  ohms  per  mile. 

Prob.  30-6.  If  the  variation  of  all  items  in  the  first  cost  of  a 
transmission  line  which  depends  upon  the  size  of  conductor  were 
to  be  in  direct  proportion  to  the  weight  per  mile  of  the  conductor, 
the  lowest  total  annual  cost  of  transmission  would  be  attained 
when  the  conductor  is  of  such  size  that  the  annual  fixed  charges 
are  exactly  equal  to  the  annual  value  of  energy  lost  in  the  line. 
Assuming  this  to  be  true  (which  it  is,  nearly  enough  for  rough, 
practical  calculations),  calculate  the  exact  size  in  ohms  per  mile 
and  in  circular  mils  of  the  most  economical  conductor  in  Example 
1.     (a)  For  Table  I.     (6)  For  Table  II.    (c)  For  Table  III. 

Prob.  81-5.  To  be  ready  for  growth  of  load  expected  in  the 
near  future,  the  size  of  wire  installed  in  a  transmission  line  may  be 
made  larger  than  that  calculated  to  be  the  most  economical  size 
for  the  present  loading.  Under  the  conditions  of  Example  and  by 
the  methods  outlined  in  Prob.  28,  29  and  30,  calculate  how  much 
(per  cent)  greater  than  the  least  total  cost  of  transmission,  the 
annual  cost  would  be  if  the  line  wire  were  made  larger  than  the 
most  economical  size  by  (a)  50  per  cent;  (6)  100  per  cent;  (c)  200 
l)er  cent. 

Prob.  82-5.  The  transmission  specified  in  Example  is  to  be 
installed  imder  the  condition  that  it  is  for  temporary  service  only, 
and  will  be  dismantled  at  the  end  of  four  years  with  a  scrap  value 
equal  to  40  per  cent  of  the  initial  cost.  Assume  that  the  money 
put  aside  for  depreciation  charges  does  not  earn  interest,  and  that 
the  tax  rate,  cost  of  copper  and  value  of  energy,  etc.,  are  as  in 
Example  1.  Calculate  the  most  economic  size  of  conductor  in  this 
case:  (a)  In  ohms  per  mile.    (6)  In  circular  mils. 
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Prob.  SS-S.  Other  conditions  being  as  specified  in  Example, 
calculate  what  percentage  decrease  in  the  value  per  kw-hr.  of 
energy  would  justify  a  saving  of  25  per  cent  in  the  amount  of 
conductor  material  used. 

Prob.  84^6.  A  rule  for  rough  calculations  of  transmission  line 
is  to  allow  in  the  conductors  a  power  loss  equal  to  approximately 
10  per  cent  of  the  power  delivered.  Other  conditions  being  as  in 
Example  1,  calculate  what  relation  of  the  cost  per  pound  of  copper 
installed  to  the  value  of  a  kilowatt-hour  will  make  it  permissible 
to  use  this  rule.  The  equations  and  methods  suggested  in  Prob. 
28,  29  and  30  may  be  used  here  to  advantage. 

Prob.  85-5.  Good  voltage  regulation  (without  the  aid  of  volt- 
age regulators)  on  the  short  transmission  in  Example,  Table  I, 
demands  that  the  resistance  drop  be  not  greater  than  3  per  cent 
of  the  voltage  delivered  at  the  load  (11,000  volts).  Calculate  how 
much  greater  than  the  least  value  must  be  the  annual  cost  of  this 
transmission,  in  order  to  accomplish  such  regulation  without  a 
feeder  voltage  regulator.     Power-factor,  80%. 

Prob.  86-5.  Show,  for  the  general  case,  that  when  the  most 
economical  size  of  conductor  is  chosen,  the  voltage  drop  per  mile  of 
conductor  due  to  resistance  is  dependent  only  upon  the  material  and 
cost  per  poimd  of  conductor,  the  percentage  of  fixed  charges  on 
this  cost,  hours  of  use,  and  the  value  of  a  kilowatt-hour  saved  from 
the  line  losses;  that  it  does  not  depend  upon  the  amount  of  power 
transmitted,  the  total  distance  or  length  of  transmission  line,  volt- 
age between  conductors,  or  any  other  factor. 

Prob.  87-5.  Show  that  the  most  economical  size  of  conductor 
under  any  given  conditions  requires  the  line  to  be  proportioned  on 
the  basis  of  a  certain  niunber  of  circular  mils  of  sectional  area  per 
ampere  of  current  transmitted,  and  that  this  number  depends 
upon  the  same  factors  as  stated  in  Prob.  36  for  the  resistance  drop 
per  mile  of  conductor  with  most  economical  size. 

Prob.  8S-5.  Calculate  the  percentage  regulation  at  unity  power- 
factor  for  the  line  of  Example,  when  the  frequency  is  (a)  25  cycles 
per  second.     (6)  133  cycles  per  second. 

Prob.  89-5.  Calculate  the  percentage  regulation  at  80  per  cent 
power-factor  for  the  line  of  Example,  when  the  frequency  is  (a) 
25  cycles  per  second,     (b)  133  cycles  per  second. 

Prob.  40-5.  From  the  data  in  Table  III,  Appendix  B,  draw 
a  curve  using  as  abscissas  the  distance  between  wires  (range  1 
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inch  to  120  inches),  and  as  ordinates  the  inductive  reactance  (ohma 
per  mile  of  single  conductor).  Consider  only  a  350,000  cir-mil 
conductor.    Explain  reasons  for  the  form  of  this  curve. 

Prob.  41-6.  From  the  data  in  Table  III,  Appendix  B,  draw  a 
curve  using  as  abscissas  the  size  of  wire  (cir.  mils,  from  one  million 
to  No.  6  B.  &  S.  gauge),  and  as  ordinates  the  inductive  reactance 
(ohms  per  mile  of  single  conductor).  Consider  only  a  spacing  of 
30  inches.    Explain  reasons  for  the  form  of  this  curve. 

Prob.  4S-5.  Calculate  the  voltage  regulation  of  the  line  speci- 
fied in  Example  1  (with  power-factor  of  0.8  at  receiving  end)  corre- 
sponding to  spacings  of  2,  4,  6,  8  and  10  feet,  and  using  a  350,000 
cir-mil  conductor.  Draw  a  curve  between  spacing  (in  feet)  as 
abscissas,  and  percentage  regulation  as  ordinates.  Explain  reasons 
for  the  form  of  this  curve. 

Prob.  48-6.  (a)  With  a  power-factor  of  80  per  cent  at  the  load 
in  Fig.  193,  what  will  be  the  power-factor  at  the  generator  terminals? 

(6)  What  should  be  the  ratio  of  reactance  to  resistance  of  the 
line  to  which  Fig.  193  refers,  in  order  that  the  power-factors  at  load 
and  at  generator  terminals  may  be  equal? 

(c)  If  the  size  of  wire  be  chosen  so  that  the  resistance  drop  is 
equal  to  the  reactance  drop  in  Fig.  193,  what  should  be  the  voltage 
rc^gulation? 

Prob.  44-6.  Calculate  the  percentage  regulation  on  basis  of 
data  given  in  Example,  with  load  having  0.80  power-factor,  the 
spacing  and  size  of  wire  being  adjusted  to  give  the  following  con- 
stants for  the  line:  (a)  Resistance  of  line  =  2  ohms,  reactance  «  4 
ohms;  (b)  Resistance  of  line  »  4  ohms,  reactance  »  2  ohms. 
Compare  and  discuss  these  results. 

Prob.  46-6.  If  the  frequency  of  the  line  in  Prob.  44-5  were 
reduced  from  60  cycles  to  25  cycles  per  second,  what  would  the 
answers  to  questions  (a)  and  (6)  become?  Compare  these  values 
with  each  other  and  with  corresponding  values  &om  Prob.  44-5. 

Prob.  46-6.  Required,  to  calculate  what  size  conductor  is  re- 
quired for  the  transmission  specified  in  Example,  with  a  spacing 
of  30  inches,  in  order  that  the  voltage  regulation  of  the  line  shall 
not  exceed  8  per  cent.  Power-factor  of  load  assumed  100  per  cent. 
Proceed  as  follows: 

(a)  Find  tentative  value  for  size  of  line  (B.  &  S.  gauge  nmnber, 
or  circular  mils),  on  the  assumption  that  entire  change  of  voltage  is 
due  to  resistance  only. 
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(6)  Using  reactance  taken  from  tables  for  this  size  and  the 
given  spacing,  calculate  the  regulation  of  the  line. 

(c)  If  the  regulation  obtained  in  (6)  differs  appreciably  from  the 
specified  value,  repeat  the  calculation  for  the  next  larger  or  smaller 
sizes  of  conductor  with  same  spacing,  and  so  on  until  the  proper 
size  is  found. 

Prob.  47-6.  Deduce  an  expression  or  equation  to  show  the  re- 
lation of  the  most  economical  size  of  conductor  (circular  mils)  to 
the  factors  upon  which  it  depends,  such  as  amount  of  power  to  be 
delivered  (P  watts),  pressure  at  load  (E  volts  between  line  wires), 
power-factor  (cos  0),  cost  per  pound  of  installed  conductor  (c  dol- 
lars), fixed  charges  (p  per  cent),  value  of  one  kilowatt-hour  saved 
{h  dollars),  and  equivalent  number  of  hours  used  per  year  of  rated 
load  (y  hours).  Assume  three-phase  three-wire  lines  of  annealed 
copper. 

Prob.  4S-6.  Solve  Prob.  47-5  on  basis  of  a  three-phase  three- 
wire  line  of  aluminum  cable.    See  Prob.  2-5  for  data  on  aluminum. 

Prob.  49-6.  Solve  Prob.  47-5  on  basis  of  a  single-phase  two- 
wire  line  of  copper  conductors. 

Prob.  60-6.  Solve  Prob.  47-5  on  basis  of  a  four-wire  two-phase 
line  of  copper  conductors. 

Prob.  61-6.  Using  the  method  of  procedure  outlined  in  Prob. 
46-5  and  the  dijita  given  in  Prob.  13-5,  calculate  what  size  of  con- 
ductor (B.  &  S.  gauge,  or  circular  mils,  nearest  standard  size) 
should  be  used  to  keep  the  voltage  regulation  of  this  three-phajse 
line  within  8  per  cent. 

Prob.  6»-6.  If  the  load  at  B  in  Ptob.  26-5  consisted  of  over- 
excited s3mchronous  motors,  so  that  the  90  per  cent  power-factor 
was  due  to  a  leading  current,  what  would  be  the  values  of  (a)  in 
Prob.  26-5? 

Prob.  68-6.  The  vojtage  of  a  central  station  is  13,000  volts,  60 
cycles,  three-phase.  How  far  can  this  station  transmit  1000  kw.  at 
85  per  cent  power-factor  with  a  line  regulation  of  15  per  cent? 
Conductors  are  No.  000  stranded  copper  spaced  36  inches  equi- 
distant. 

Prob.  64-6.  If  the  power-factor  of  the  load  in  Prob.  53-5  were 
raised  to  unity,  how  much  farther  could  the  power  be  transmitted 
with  the  same  regulation? 

Prob.  66-6.  An  eleven-mile  three-phase  line  with  16,000  volts, 
60  cycles,  at  the  sending  end  is  to  supply  power  at  92  per  cent 
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power-factor  and  8  per  cent  regulation.  The  line  consists  of 
stranded  aluminum  cables  spaced  36  inches  equidistant  and  of  a 
size  equivalent  in  resistance  to  250,000  cir-mil  copper.  How 
much  power  can  it  deliver  under  these  specifications? 

Prob.  66-6.    In  the  S3rstem  shown  in  Fig.  201,  the  distance  be- 
tween the  generating  station  G  and  the  receiving  end  is  8  miles. 


Fig.  201.    Diagram  of  a  system  for  transmitting  the  power  of  the 
station  G  to  the  three  single-phase  transformers  A,  B  and  C. 

The  voltage  at  the  receiving  end  is  11,000  volts,  60  cycles,  when 
each  transformer  has  its  full  load  of  600  kw.  at  90  per  cent  power- 
factor.  The  line  wires  consist  of  400,000  cir-mil  stranded  copper 
spaced  3  feet  apart,  as  in  Fig.  195.  Compute  the  voltage  at  the 
generating  station. 

Prob.  67-6.  The  transformers  of  Prob.  56  become  loaded  as 
follows:  Each  transformer  has  a  load  of  500  kw.  at  80  per  cent 
power-factor.  Assuming  that  the  voltage  at  generator  station  re- 
mains as  in  Prob.  56,  what  will  the  voltage  across  each  load  trans- 
former become?  Check  your  computed  voltages  and  state  per 
cent  error. 

Prob.  68-6.  What  e.m.f.  will  be  obtained  between  line  wires  at 
the  load  end  of  a  three-phase  three-wire  line  10  miles  long,  of  No. 
000  copper  with  wires  spaced  as  in  Fig.  195  and  30  inches  apart 
(constants  as  in  Tables  I  and  III  of  Appendix  B),  carrying  a  bal- 
anced 60-cycle  load  of  80  amperes  per  wire  from  a  generator  whose 
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e.m.f.  is  11,000  volts  between  any  two  terminals?    Power-factor 
at  generator  is  80  per  cent. 

Prob.  69-6.  Calculate  the  voltage  at  the  load  end  of  the  line 
in  Prob.  58  when  the  current  is  40  amperes  and  when  it  is  120 
amperes  per  wire,  while  the  voltage  at  the  generator  terminals 
and  the  power-factor  at  the  load  remain  constant.  Draw  a  curve 
to  suitable  scale,  using  kv-a.  delivered  as  abscissas,  and  load  voltage 
as  ordinates  (voltage  characteristic  of  the  Une).  Discuss  the  form 
of  this  curve. 

Prob.  W)-6.  While  the  line  specified  in  Prob.  58  is  delivering 
60  amperes  per  wire  at  87  per  cent  power-factor  to  a  balanced  load 
at  the  end  of  the  line,  another  balanced  three-phase  load  of  40 
amperes  per  wire  at  50  per  cent  power-factor  is  tapped  from  the 
middle  point  of  the  hne.  Calculate  the  voltage  between  line  wires 
and  the  kilovolt-amperes  and  kilowatt  output  at  each  load.  The 
station  pressure  is  11,000  volts.    . 

Prob.  61-5.  Calculate  the  amperes  per  wire  and  the  power- 
factor  at  the  station  for  Prob.  60.  Calculate  also  the  total 
kilovolt-amperes  and  kilowatt  output  at  the  station,  and  the 
efficiency  of  transmission. 

Prob.  62-6.  If  the  voltage  impressed  upon  the  sending  (station) 
end  of  the  line  of  Prob.  58  is  11,000,  what  will  be  the  voltage  be- 
tween wires  at  the  receiving  end  where  a  balanced  load  of  870  kw. 
at  87  per  cent  power-factor  is  being  consumed?  What  will  be  the 
current  per  wire  and  the  station  power-factor  under  this  condition? 
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The  city  of  Oakland,  CaL,  is  supplied  with  electric  power 
from  the  Big  Bend  power  plant  154  miles  away.  A  map 
showing  the  location  of  the  line  is  shown  in  Fig.  202.  Two 
three-phase  lines  are  run  on  the  same  towers  in  the  manner 

shown  in  Fig.  203.      Each 
PoIS-J^t  conductor  is  a  seven-strand 

copper  cable,  No.  000  B.  &  S. 
gauge.  A  three-phase  gener- 
ator by  means  of  transform- 
ers can  supply  10,000  kv-a. 
at  100,000  volts,  60  cycles,  to 
the  power-plant  end  of  the 
line. 

Here  is  a  long  high-voltage 
transmission  line,  the  charac- 
teristics of  which  are  essen- 
tially different  from  the  short 
lines    which    we  studied  in 
Fig.  202.    Map  showing  the  route    the  previous  chapter.    Many 
of  the  100,000-volt  line  from  Big    j^^^g  ^^^^  ^  ijgi^^  ^hich  are 
Bend  to  Oakland,  Cal.     Facdoli      ,      ,i.  i_  n     , 

in  the  Trans.  A.I.E.E.  startling,  when  we  first  per- 

ceive  them.      For  mstance, 

when  the  Oakland  end  of  the  line  was  open,  an  ammeter 

inserted  in  the  line  wire  near  the  power  plant  showed  that  a 

current  of  48  amperes  was  flowing  along  the  conductors  at 

the  power-house  end.    The  voltage  between  the  conductors 

at  the  open  Oakland  end  was  found  to  be  111,000  volts, 

while  at  the  power  plant   end   it  was   only  89,600  volts. 
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Why  should  this  lai^  current  flow  into  the  line  conductors 
when  the  receiving  end  is  open?     Why,  under  these  condi- 


tions, should  the  voltage  at  the  receiving  end  be  higher  than 
the  voltage  at  the  sending  end? 

73.  Capacitance.  The  answer  to  these  questions  involves 
a  study  of  the  characteristics  peculiar  to  long  transmission 
lines.  The  line  current  of  48  amperes,  for  instance,  is  due 
to  the  fact  that  these  wires,  154  miles  long,  offer  a  largii 
surface  which  must  lie  covered  by  the  electric  charge  every 
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time  the  voltage  changes.  Thus  when  the  voltage  is  rising 
to  its  maximum  positive  value,  a  charge  of  electricity  is 
forced  out  over  the  line  wire  to  fill  it  up  with  electricity. 
Then  as  the  pressure  dies  out,  this  charge  flows  back,  there 
being  no  pressure  to  keep  it  forced  out  along  the  wire. 

It  is  as  though  we  were  forcing  water  through  an  elastic 
pipe.  Even  though  the  far  end  of  the  pipe  were  plumed,  the 
walls  would  stretch  and  allow  a  quantity  of  water  to  flow  into 
the  pipe.  This  quantity  would  depend  upon  how  elastic  the 
pipe  was  and  upon  how  great  the  pressure  was.  As  soon  as 
the  pressure  on  the  pipe  was  removed,  the  elasticity  of  the 
pipe  would  cause  the  water  to  flow  back  again.  Thus  if 
the  pressure  were  intermittent  or  alternating,  there  would  be 
an  intermittent  or  an  alternating  surge  of  water  through  the 
sending  end  of  the  pipe. 

Similarly  the  electric  line  possesses  a  sort  of  elasticity  to 
the  electricity.  Electric  elasticity  is  called  the  Capacitance  of 
the  Une. 

This  electric  elasticity,  or  capacitance,  allows  an  electric 
pressure  to  send  a  charging  current  into  the  line  in  order  to 
fill  it.  This  sets  up  a  sort  of  electric  strain  along  the  wire, 
so  that  when  the  applied  pressure  is  removed,  the  back- 
pressure due  to  this  electric  strain  forces  back  the  electricity, 
just  as  the  pressure  due  to  the  strained  condition  of  the  water 
pipe  forces  back  the  water  as  soon  as  the  appUed  water 
pressure  is  removed.  Accordingly,  if  the  electric  pressure 
is  continually  alternating,  the  electricity  will  be  forced  out 
and  back  along  the  line,  producing  an  alternating  current 
of  electricity  along  the  conductor. 

We  have  said  that  the  amount  of  the  water  forced  in  and 
out  of  a  water  pipe  depends  upon  how  great  the  elasticity  of 
the  pipe  line  is  and  upon  how  large  the  applied  pressure  is. 
Similarly  the  amount  of  electricity  forced  out  and  back 
along  a  conductor  depends  upon  how  great  the  elasticity 
(or  capacitance)  of  the  line  is,  and  upon  how  much  pressure 
is  applied  to  it.     In  fact,  we  measure  the  capacitance  of  a 
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conductor  by  the  quantity  of  electricity,  in  amperenseconds, 
which  one  volt  pressure  can  supply  to  a  conductor  when 
applied  to  it. 

If  the  elasticity  (or  capacitance)  of  the  conductor  is  so  large 
that  a  pressure  of  one  volt  causes  one  ampere-second  (one 
coulomb)  of  electricity  to  be  supplied  to  the  conductor,  we  say 
that  the  conductor  has  unit  capacitance. 

This  unit  of  capacitance  of  one  ampere-second  per  volt  is 
called  a  Farad.  But  no  conductor  has  such  a  large  capaci- 
tance that  one  volt  pressure  can  force  anywhere  near  an 
ampere-second  on  it,  so  we  commonly  use  one-millionth  of 
the  farad  as  a  unit  capacitance  and  call  it  a  Microfarad. 

Thus  a  conductor  has  a  microfarad  capacitance  when  the 
application  of  one  volt  supplies  one-millionth  of  an  ampere- 
second  to  the  conductor.  This  154-mile  conductor  has  a 
capacitance  of  only  2.2  mf.  and  one  volt  pressure  would 
supply  only  0.0000022  amp-sec.  to  it. 

Thus  when  there  is  no  pressure  between  the  ground  and 
a  conductor  of  2.2  mf .  capacity,  there  is  no  electric  charge 
upon  it,  but  when  there  exists  a  steady  pressure  of  one  volt 
between  the  ground  and  the  conductor  there  is  a  charge 
of  2.2  millionths  of  an  ampere-second  upon  the  conductor. 

If  the  voltage  between  the  ground  and  the  conductor 
were  raised  to  a  steady  value  of  2  volts,  there  would  be  an 
electric  charge  of  4.4  millionths  of  an  ampere-second  on 
the  conductor.  A  steady  value  of  100,000  volts  between 
the  conductor  and  the  ground  would  put  a  charge  of  0.22 
amp-sec.  upon  the  conductor. 

74.  Condensers*  The  combination  of  the  ground  and 
the  wire  is  said  to  constitute  a  condenser.  Any  two  con- 
ductors separated  by  a  non-conductor,  such  as  air,  mica, 
glass,  etc.,  make  a  condenser. 

The  capacitance  of  a  condenser  depends  upon  how  much 
surface  the  two  conductors  have,  how  far  apart  the  conduc- 
tors are,  and  what  kind  of  material  is  between  them.  It  does 
not  depend  upon  the  kind  of  material  in  the  conductors. 
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If  the  surfaces  of  the  two  conductors  arc  larg^,  if  the  dis- 
tance between  them  is  very  small,  and  if  the  material  in  this 
separating  space  is  glass  or  mica,  the  capacitance  of  the 
condenser  will  be  comparatively  lai^e.  Commercial  con- 
densers for  use  with  induction  coils  are  made  by  putting 
thin  strips  of  mica  or  oiled  paper  between  sheets  of  tin  or 
lead  foil.  The  sheets  of  foil  constitute  the  conductors  and 
the  mica  acts  as  an  insulator.  Mica  thus  used  is  called 
the  dielectric. 

Fig.  204  shows  the  conventional  diagram  of  such  a  con- 
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Fig.  204.    The  conventional  diagram  of  a  con- 
denser connected  to  a  battery  cell. 


Fig.  205.  The  con- 
ventional symbol 
used  to  represent 
capacitance. 


denser  joined  to  a  battery  cell.  Note  that  alternate  plates 
are  joined  to  one  side  of  the  line  and  the  remaining  plates 
to  the  other  battery  terminal.  This  gives  a  large  area  to 
each  conductor,  and  at  the  same  time  places  the  conductors 
very  near  to  each  other.  The  dielectric  is  not  represented 
in  the  diagram.  The  conventional  form  for  illustrating 
capacitance  is  the  symbol  of  Fig.  205. 


I 


Fig.  206.    Conventional  diagram  of  a  line  wire,  the  capacitance  (to 
ground)  of  which  is  represented  by  two  condensers,  one  at  each  end. 

Thus  Fig.  206  represents  a  transmission  wire,  with  the 
capacitance  to  ground  considered  as  concentrated  in  a  con- 
denser at  each  end.    This  is  much  simpler  in  computa- 
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tions  than  considering  the  line  to  have  its  elasticity  or 
capacitance  distributed  along  the  line.  The  transmission 
line  can  then  be  likened  to  a  non-elastic  pipe  line  with  an 
air  chamber  at  each  end. 

Example  1.  The  ground  and  one  wire  of  the  Big  Bend-Oakland 
line  constitute  a  condenser  of  2.2  mf.  capacity.  If  a  pressure  of 
110  volts,  direct  current,  is  applied  between  the  wire  and  the 
ground,  how  much  electricity  will  be  forced  on  the  wire? 

1  volt  will  force  0.0000022  amp-sec.  on  the  wire. 

110  volts  will  force 

110  X  0.0000022  »  0.000242  amp-sec. 

Or  in  the  form  of  an  equation 

Q  =  CE 
when  Q  =  quantity  of  electricity  in  amp-sec. 

C  =  capacitance  of  condenser  in  farads. 

E  =  pressure  between  conductors  in  volts. 

In  this  case, 

Q  =  0.0000022  X  110 
=  0.000242  amp-sec. 

Example  2.    If  the  electricity  takes  0.002  sec.  to  fill  up  the  line 

in  Example  1,  what  average  current  will  flow  into  the  line  during 

the  time  of  charging? 

.  ,      Quantity     amp-sec. 

Av.  current  =  -^^ — -  =  — 

Time  sec. 

amperes  X  seconds 

=  — z =  amperes 

seconds 

^0.000242 

0.002 

=  0.121  amp. 

Prob.  1-6.  What  is  the  capacitance  of  a  condenser  that  holds 
0.012  ampere-second  under  a  pressure  of  110  volts? 

Prob.  2-6.  How  many  volts  would  be  required  to  put  0.07 
ampere-second  into  the  condenser  of  Prob.  1? 

Prob.  3-6.  The  capacitance  of  a  condenser  is  ZO  mf .  How 
many  ampere-seconds  will  it  hold  when  the  pressure  is  220  volts? 

Prob.  4-6.  What  is  the  average  charging  current  if  it  takes 
0.05  sec.  for  the  condenser  in  Prob.  3  to  become  fully  charged  on  a 
110-volt  circuit? 
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Prob.  5-6.  If  the  condenser  in  Prob.  4  were  placed  on  a  240- 
volt  circuit  and  it  took  same  length  of  time  to  charge,  what  would 
be  the  average  current? 


■t--n- 


+  4-h 


-B 


75.  Cause  of  Condenser  Action.  Condenser  action  is 
best  explained  by  referring  to  the  generaUy  accepted  theory 
that  electricity  consists  of  two  kinds,  —  one  called  positive 
electricity  and  the  other,  negative  electricity. 

Thus,  by  this  theory,  a  battery  or  a  generator  sends  out 
two  streams  of  electricity,  one  flowing  around  the  circuit 
in  one  direction,  the  other  in  the  other  direction.  In  Fig. 
207,  the  battery  cell  may  be  thought  of  as  sending  out  a 

stream  of  positive  charges  to  the 
plate  A,  and  of  negative  charges  to 
the  plate  B,  since  A  is  connected 
to  the  positive  terminal  and  B  to 
the  negative  terminal  of  the  bat- 
tery. According  to  this  theory 
one-half  of  the  work  in  an  electric 
circuit  is  done  by  the  positive 
charges  flowing  in  one  direction, 
and  the  other  half  by  the  n^ative 
charges  flowing  in  the  other  direction.  This  part  of  the 
theory  need  not  confuse  us,  since  the  work  done  is  the  same 
whether  it  is  all  done  by  the  negative  or  all  by  the  posi- 
tive or  is  divided  between  the  two. 

The  part  of  the  theory  that  particularly  interests  us  is 
that  which  deals  with  these  two  kinds  of  electricity,  nega- 
tive and  positive,  in  their  effects  upon  each  other. 

It  has  been  found  by  experiment  that  the  laws  for  bodies 
so  charged  are  similar  to  the  laws  for  bodies  magnetized. 
It  must  not  be  inferred  from  this  statement  that  electricity 
and  magnetism  are  the  same.  They  are  not  the  same,  though 
they  exhibit  peculiar  interrelations  and  analogies. 

Electrified  bodies  resemble  magnetized  bodies  in  that 
bodies  charged  with  the  same  kind  of  electricity  repel  one 


Fig.  207.  The  battery  may 
be  considered  to  send  out 
positive  charges  of  elec- 
tricity to  plate  A  and  neg- 
ative charges  to  plate  B. 
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another,  while  bodies  charged  with  unlike  kinds  attract 
one  another.    This  is  usually  illustrated  as  follows: 

If  we  bring  near  together  two  objects  which  have  unlike 
charges,  they  attract  each  other  with  considerable  force: 
and  the  charge  on  one  seems  to  attract  the  charge  on  the 
other. 

Thus  A,  in  Fig.  208,  represents  an  insolated  wire  which 


Fig.  208.  The  electric 
charge  on  an  isolated 
wire  would  be  distrib- 
uted practically  uni- 
fonnly  around  the  wire. 


Fig.  209.  Two  like  charges  would 
repel  each  other  and  cause  this 
unequal  distribution  on  the  con- 
ductors placed  near  each  other. 


Fig.  210.  Two  unlike  charges 
attract  each  other. 


has  a  positive  charge  of  electricity.  The  charge  is  distrib- 
uted practically  uniformly  around  the  wire.  If  a  wire  B 
similarly  charged  were  brought 
near  A,  the  charges  would  appear 
to  repel  each  other  and  the  dis- 
tribution would  be  somewhat  as 
in  Fig.  209.  If,  however,  a  wire  C 
negatively  charged  were  brought 
near  A,  the  charges  would  appear 

to  attract  each  other  and  the  distribution  would  be  as  in 
Fig.  210.  The  two  charges  in  this  case  are  said  to  bind  each 
other. 

Now  suppose  wire  A  were  connected  to  a  source  of  supply 
of  positive  electricity  as,  for  example,  to  the  positive  termi- 
nal of  a  battery  cell  or  a  generator,  and  wire  C  were  con- 
nected to  a  source  of  supply  of  negative  electricity,  for 
example,  the  negative  terminal  of  a  cell  or  a  generator. 
Fig.  207  represents  such  a  case.  It  is  easy  to  imagine  now, 
how  the  positive  charge  on  A  draws  a  much  larger  negative 
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charge  from  the  battery  cell  out  to  B  than  if  A  were  not 
near  B.  Also  the  negative  charge. on  By  in  turn,  attracts 
a  much  larger  charge  of  positive  electricity  from  the  battery 
cell  out  to  A,  The  nearer  A  and  B  are  together,  the  greater 
this  attraction  will  be,  and  the  greater  the  charge  each  will 
have.  In  this  way  the  binding  effect  of  one  charge  on 
another  is  very  evident.  The  result  is  that  two  plates  will 
hold  a  larger  charge,  with  the  same  difference  of  potential 
or  voltage  between  them,  if  they  are  near  together,  than  if 
they  are  separated  by  a  large  distance.  They  will  thus 
have  a  greater  capacitance  according  to  our  definition  of 
capacitance.  Of  course  the  larger  the  plates,  the  greater 
the  capacitance  also. 

76.  A  Transmission  Line  as  a  Condenser.  Now  a  con- 
ductor of  a  transmission  line  acts  as  one  plate  of  a  con- 
denser, and  the  ground  as  the  other  plate.  When  the  wire 
is  charged  with  positive  electricity,  it  tends  to  repel  the 
positive  electricity  from  that  part  of  the  ground  nearest 
the  wire,  and  to  attract  or  "bind"  the  negative  charge  in 
the  earth  near  the  wire.*  The  binding  effect  of  these  two 
charges  upon  each  other  produces  the  condenser-effect  of 
the  line.  Two  wires  near  each  other  may  act  as  the  two 
plates,  and  the  air  between  as  the  dielectric.  In  under- 
ground cables  the  cable  acts  as  one  plate  of  a  condenser, 
the  protective  sheath  of  lead  acts  as  the  other  plate  of  the 
condenser,  and  the  insulating  material  as  the  dielectric. 
Due  to  the  nearness  of  the  ground  or  sheath  to  the  wires  in 
underground  cables,  the  capacitance  of  such  lines  is  very 
large  in  comparison  with  the  capacitance  of  the  usual  over- 
head lines. 

Since  most  transmission  linesconsist  of  at  least  two  con- 

*  Egcperience  seems  to  indicate,  in  terms  of  the  theory  just  stated, 
that  when  a  conductor  is  apparently  not  charged  either  positively  or 
negatively,  it  in  reality  contains  equal  charges  of  negative  and  positive 
electricity  which  escactly  neutralize  each  other.  A  charge  on  a  con- 
ductor thus  means  an  •xcess  of  positive  or  of  negative  electricity. 
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ductors,  it  is  more  convenient,  in  computing  the  capacity 
of  a  line,  to  consider  one  wire  as  one  plate  of  a  condenser 
and  the  return  wire  as  the  other  plate  and  to  neglect  the 


A^ 


n    BB 


W= 


effect  of  the  ground.  The  error  in- 
volved in  this  method  is  very  slight 
indeed,  as  will  be  seen  from  a  study 
of  the  diagram  of  Fig.  !211.  If  con- 
ductor A  at  any  instant  were  posi- 
tive, the  return  conductor  B  would 
at  that  instant  be  negative,  thus 
forming  the  positive  and  negative 
plates  of  a  condenser  with  an  air 
dielectric.  The  conductor  A  would 
tend  also  to  bind  a  negative  charge 
on  that  portion  of  the  ground 
nearest  the  wire,  and  B  would 
tend  to  bind  a  positive  charge  on  Fig.  211.  The  conductors 
that  portion  of  the  ground  nearest  ^  »»^  ^  <»"^  ^^^^ 
the  wire  B.  But  both  wires  are  so 
near  to  each  other  and  so  far  from 
the  ground  that  one  wire  afiFects 
any  point  on  the  ground  with  al- 
most  the  same  strength  as  the 
other  wire,  and  thus  one  just  about 
neutralizes  the  other's  effect,  as  far 
as  binding  a  charge  on  the  ground  is  concerned.  Thus  the 
ground,  not  being  oppositely  charged  with  respect  to  either 
wire,  does  not  act  to  either  as  the  plate  of  a  condenser. 
The  same  is  true  of  the  sheath  of  a  cable  containing  more 
than  one  conductor. 

77.  Condensers  in  Parallel  and  in  Series.  In  order  to 
understand  the  application  of  the  formula  for  the  capaci- 
tance of  transmission  lines  it  is  necessary  to  note  the  ef- 
fect of  joining  a  number  of  condensers  in  Parallel  and  in 
Series. 


equal  amounts  of  positive 
and  negative  charges  to  be 
bound  on  the  ground  at 
the  base  of  the  pole.  Thiis 
one  wire  neutralizes  the 
other  as  far  as  the  capac- 
itance to  ground  is  oon- 
cemed. 
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CONDENSERS  IN  PARALLEL.    Consider  two  condensers  I  and  II, 
Fig.  212,  joined  in  parallel  across  the  mains,  the  voltage  of  which 
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Fig.  212.  The  two  condensers  I  and  II  are  joined  in  parallel  across  a 
line  having  a  voltage  of  E,  The  capacitance  of  the  two  parallel 
condensers  equals  Ci  +  Ci. 

is  E.    The  capacitance  of  condenser  I  is  Ci;  of  condenser  II,  Cs. 
Find  the  combined  capacitance  of  the  two  when  so  joined. 

Let  C  be  the  combined  capacitance; 

Qi  =  quantity  of  charge  in  condenser  I; 
Q2  =  quantity  of  charge  in  condenser  II. 

Then  total  quantity  in  both  condensers  =  Qi  +  Qj. 

(1)  Qi  +  02  =  CE, 

(Quantity  of  total  charge  equals  total  voltage  times  total  capaci- 
tance.) 

But  Qi  =  CiE 

and  Qj  =  dU. 

Therefore  (2)  Qi  +  Qi=  (Ci  +  d)  E. 

From  (1)  and  (2)  we  have 

CE={C,  +  Ct)E, 
or 

C7  =  (7i  -f-  Cj. 

Thus  the  capacitance  of  condensers  joined  in  parallel  equals 
the  sum  of  the  capacitances  of  the  separate  condensers.  Join- 
ing condensers  in  parallel  is  merely  adding  the  plate  area  of  one  to 
that  of  the  other. 

Example  8.  What  is  the  capacitance  of  4  condensers  of  3,  0.2, 
7  and  2.5  microfarads  respectively,  when  joined  in  parallel? 

C  =  Ci  -j-  Cs  H"  .  .  .  . 

C  =  3  +  0.2  +  7  +  2.5  =  12.7  microfarads. 

Prob.  6-6.  What  charge  is  sent  into  condenser  I,  Fig.  212, 
when  E  =  120  volts?    Capacitance  of  I  =  6  mf. 

Prob.  7-6.  (a)  What  charge  is  sent  into  condenser  II,  Fig.  212, 
when  E  =  120  volts?  (6)  What  charge  goes  to  combination? 
Capacitance  of  II  =  4  mf. 
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CONDENSERS  IN  SERIES.    Condensers  in  series  present  a  pecu- 
liar phenomenon.    Let  condenser  I  of  capacitance  Ci,  Fig.  213,  be 
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Fig.  213.    The  condeDsers  I  and  11  are  joined  in  series  across  the  line 
having  a  voltage  of  E,   The  reciprocal  of  the  capacitance  of  the  series 

combinations  of  condensers  equals  77  +  ?r  • 

joined  in  series  with  condenser  II  of  capacitance  d.  Let  E  be 
voltage  across  combination,  Ei  across  condenser  I,  and  Ei  across 
condenser  II. 

The  charge  Q  is  sent  into  the  condensers  under  the  action  of  the 
voltage  E.  Since  the  two  condensers  are  in  series  the  same  charge 
must  be  sent  into  each,  just  as  the  same  current  is  sent  through 
resistances  in  series.  Thus  the  charge  sent  into  each  is  Q,  and  the 
charge  sent  into  the  combination  is  also  the  same  Q. 

Let  C  =  combined  capacitance  of  Ci  and  C2. 


(1) 


E  =  ^: 


Ex  = 


Et^^ 


c' 

Q 


But 

(2)  E  =  Ei  +  Et. 

Therefore,  from  (1)  and  (2), 

Q 
C 
and 

1 
C 


Q.Q. 

Ci  +  C,' 


i+i. 
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Thus  the  reciprocal  of  the  combined  capacitance  of  condensers 
in  series  equals  the  sum  of  the  reciprocals  of  the  capacitances 
of  the  separate  condensers. 

Example  4.  If  the  capacitance  of  condeDser  I  in  Fig.  213  is 
2  mf .  and  that  of  condenser  II,  5  mf.,  what  is  the  capacitance  of 
the  two  condensers  joined  in  series? 

i^l  +  l; 

C     Ci     c% 

1=1-^^  =  1- 

C     2^1      10' 
C  =  y=1.43mf. 

Prob.  d-6.  What  charge  is  sent  into  the  condensers,  of  above 
example,  if  the  voltage  across  the  combination  is  120  volts? 

Prob.  9-6.  What  is  the  voltage  across  condenser  I  and  across 
condenser  II,  Fig.  213,  if  voltage  across  the  two  in  series  is  120 
volts?    Capacitance  of  I  =  8  mf .,  of  II  =  3  mf . 

For  the  purpose  of  calculating  line  capacitance  it  is  merely 
necessary  to  know  that: 

Joining  in  parallel  two  condensers  of  equal  capacitance  pro- 
duces a  combination  having  double  the  capacitance  of  each 
condenser. 

Joining  these  condensers  in  series  produces  a  combination 
having  half  the  capacitance  of  each. 

78.  Formula  for  Capacitance  of  Overhead  Cables.  Two- 
Wire.  If  we  had  to  work  with  two-wire  lines  only,  the 
simplest  formula  for  capacitance  would  be 

^        0.0194* 

logio- 

in  which 

Cm  =  capacitance,  in  microfarads,  of  one  mile  of  line 
(2  wires). 
8  =  distance  between  wire  centers  in  inches, 
r  =  radius  of  each  wire  in  inches. 

*  For  the  derivation  of  this  formula,  see  Pender's  "  Principles  of  Elec- 
trical Engineering,''  page  271. 
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Example  6.    What  is  the  capacitance  of  a  40-mile  two-wire  line, 
if  the  conductors  are  No.  00  solid  wires  and  spaced  4  feet  apart? 
By  the  formula,  the  capacitance  per  mile: 

^        0.0194 

log- 
r 

s  =  48  inches. 

d  =  diameter  of  No.  00  wire  =  0.3648  inch. 

r  =  0.182. 

0.0194 


Cm  — 


log 


48 


0.182 
=  0.00802  mf . 

Fig.  214  shows  the  distribution  of  capacitance  in  a  4-mile  line. 
The  capacitance  of  each  mile  of  the  line  is  represented  by  a  con- 
denser placed  between  the  line  wires.    Note  that  the  four  conden- 


A  ■  ■  ■  ■  ' 

Fig.  214.     The  capacitance  of  a  4-inile  line  equals  the  capacitance  of  four 

condensers  (each  being  the  capacitance  of  one  mile)  joined  in  parallel. 


sers,  each  representing  the  capacity  of  a  mile  length  of  wire,  are 
in  parallel.  The  capacitance  of  a  four-mile  line  is  therefore  equal 
to  four  times  the  capacitance  of  a  one-mile  length  of  the  line. 

Similarly  the  capacitance  of  40  miles  =  40  X  0.00802  =  0.321  mf. 
This  0.321  mf.  is  then  the  capacitance  of  the  line  consisting  of  two 
wires. 

79.  General  Formula  for  Capacitance  of  Overhead 
Lines.  Since  we  have  many  three-wire  lines,  and  in  order  to 
make  one  table  of  values  apply  to  both  two-  and  three-wire 
lines,  we  do  not  commonly  use  this  method  of  computing  the 
capacitance,  nor  this  way  of  stating  the  capacitance  of  the  line. 
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Instead  of  computing  the  capacitance  of  the  line,  we  com- 
pute the  capacitance  of  one  wire  only  of  the  line.  We 
consider  every  line  to  be  made  up  of  at  least  three  wires, 
one  of  which  may  be  an  imaginary  neutral  wire.  Consider  the 
two-wire  line  of  Fig.  215.    The  lines  A  and  B  represent 
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Fig.  215.  The  capacitance  of  a  two-wire  line  may  be  assumed  to  be 
composed  of  the  capacitance  of  a  series  arrangement  of  two  con- 
densers of  capacitance  Ca  and  Cb.  Ca  represents  the  capacitance 
of  wire  A  to  the  neutral  C,  and  Cb  the  capacitance  of  the  wire  B 
to  neutral. 

the  two  real  wires;  the  line  C,  midway  between  A  and  B, 
represents  an  imaginary  wire  which  is  the  neutral.  The 
capacitance  of  wire  A,  considered  with  relation  to  the  im- 
aginary neutral  wire  C,  would  be  represented  by  the  con- 
denser C^.  The  capacitance  of  wire .  B  considered  with 
relation  to  the  imaginary  neutral  C  would  be  represented 
by  the  condenser  Cb-  The  capacitance  of  the  combination 
of  wires  A  and  B  would  be  the  capacitance  of  the  series 
combination  of  the  two  condensers  C^  and  Cb-  Now  the 
capacitance  of  a  series  combination  of  two  condensers  having 
equal  capacitance  is  one-half  the  capacitance  of  each  con- 
denser. Therefore  the  capacitance  of  the  two-wire  line  of  Fig. 
215,  which  is  the  capacitance  of  the  series  combination  of  C^ 
and  Cb,  must  be  one-half  the  capacitance  of  either  C^  or  Cb. 

The  capacitance  represented  by  Ca  is  called  the  capaci- 
tance of  wire  A  with  respect  to  the  neutral,  and  the  capaci- 
tance represented  by  Cb  is  called  the  capacitance  of  wire  B 
with  respect  to  the  neutral. 

Thus  the  capacitance  of  a  two-wire  line  is  one-half  the 
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capacitance  of  one  wire  with  respect  to  the  neutral;  or  con- 
versely, the  capacitance  of  one  (either)  wire  with  respect  to 
the  neutral  must  be  twice  the  capacitance  of  a  two-wire  line. 
Accordingly,  since  the  formula  for  the  capacitance  per  mile 

-     ^         •     r      •            0.0194 
of  a  two-wu-e  line  is  > 

log; 

then  the  formula  for  the  capacitance  per  mile  of  one  wire 
with  respect  to  the  neutral  is 

0.0194 


Co  =  2X 


logio; 

T 


^       0.0388 
or  Co  = > 

logio; 

when 

Co  =  capacitance  in  microfarads,  with  respect  to  neu- 
tral, per  mile  of  conductor. 
«  =  distance  between  conductor  centers,  in  inches, 
r  =  radius  of  each  conductor,  in  inches. 

This  is  the  formula  in  general  use  for  computing  the  capaci- 
tance of  all  types  of  overhead  transmission  regardless  of 
the  number  of  wires  used. 

Example  6.  How  great  a  charge  will  2000  volts,  direct  current, 
force  upon  a  120-mile  circuit  consisting  of  two  No.  000  stranded 
conductors  strung  18  inches  apart? 

Capacitance  to  neutral  per  mile  of  each  conductor  is  found  as 
follows: 

Outside  diameter  No.  000  bare  copper  cable  is  0.470  inch. 

^      0.0388 
Co  =  ^■^— 

log  J 
0.0388 


'"«  (oIb) 

=  0.0206  mf . 
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Capacitance  of  120  miles  of  wire  would  be  120  times  as  great  be- 
cause it  would  be  equivalent  to  120  condensers  of  this  capadtanoe 
joined  in  parallel. 

Capacitance  of  120  miles  =  120  X  0.0206 

=  2.472  mf. 
=  0.000002472  farad. 

Since  this  is  the  capacitance  of  one  wire  to  neutral  we  must 
use  the  voltage  from  one  wire  to  neutral  in  computing  the  charge. 

Voltage  between  wires  =  2000  volts. 

Voltage  from  one  wire  to  neutral  =  u^a  =  looo  volts. 

Volts  (to  neutral)  X  capacitance  (to  neutral) »  charge. 

1000  X  0.000002472  =  0.00247  amp-sec. 

This  method  produces  the  same  result  as  though  we  considered 
the  capacitance  of  the  two  real  line  wires  as  being  \  of  2.472  = 
1.236  mf.  To  find  the  charge  on  the  line  we  would  multiply  this 
capacitance  between  the  two  wires  by  the  voltage  between  the 
wires. 

2000  X  0.000001236  =  0.00247  amp-sec.,  as  before, 

Prob.  10-6.  What  is  the  capacitance  of  one  wire  to  neutral,  for 
the  transmission  line  from  Big  Bend  to  Oakland  described  on  page 
362?  The  distance  between  wires  is  10  feet  and  the  conductors 
are  not  transposed.    See  page  342. 

Prob.  11-6.  The  transmission  line  from  Great  Falls  to  Green- 
ville, S.  C,  is  96  miles  long  and  consists  of  two  sets  of  three  No.  00 
stranded  copper  cables.  Each  set  is  strung  in  horizontal  plane 
8  feet  apart  and  is  transposed.  Considering  each  set  separately, 
what  is  the  capacitance  from  each  line  conductor  to  neutral? 

Prob.  12-6.  What  direct-current  pressure  would  be  required 
between  any  two  adjacent  wires  in  the  same  set  of  the  line  in 
Prob.  11  to  put  a  charge  on  them  of  0.002  amp-sec.? 

Prob.  IJHJ.  In  Table  IV,  Appendix  B,  is  given  a  table  of  values 
of  the  capacitance  to  neutral  for  standard  solid  conductors  and 
standard  spacings.    Check  values  for  one  mile  of 

(a)  No.  2  wire  with  24-inch  spacing. 

(6)  No.  00  wire  with  8-foot  spacing. 

Prob.  li-6.    In  Table  VI,  Appendix  B,  is  a  table  of  capacitance 
to  neutral  for  standard  strands.    Check  value  of  one  of 
(a)  500,000  cir.  mils  spaced  30  inches. 
(6)  750,000  cir.  mils  spaced  15  feet. 
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Prob.  lCh-6.  According  to  Table  VI,  Appendix  B,  what  should 
be  the  capacitance  of  one  conductor  to  neutral  of  the  transmission 
line  from  Big  Bend  to  Oakland?  Compare  with  result  calculated 
by  formula,  in  Prob.  10. 

80.  Effect  of  Impressiiig  an  Alternating  E.M.F.  upon  a 
Condenser.  Charging  Current  We  have  seen  that  when 
an  alternating  e.m.f.  of  90,000  volts  was  impressed  across 
the  terminals  of  the  Big  Bend-Oakland  line,  a  current  of 
48  amperes  flowed  into  the  line,  even  when  the  line  was  open 
or  unloaded.  We  have  seen  that  this  current  is  due  to  the 
line  acting  like  a  condenser;  —  the  alternating  e.m.f .  alter- 
nately filling  the  line  with  electricity  and  emptying  it.  Let 
us  further  investigate  this  charging  current,  as  it  is  called. 

Capacitance  in  a  circuit  acts  like  air  chambers  in  a  pipe 
Ihie,  tending  to  keep,  the  pressure  constant.  Thus  con- 
densers in  an  alternating  current  circuit  may  be  thought  of 
as  reservoirs  in  which  electricity  is  being  stored  as  the 
pressure  rises  and  charges  them.  These  condensers  or  reser- 
voirs then  use  the  reacting  pressure  of  the  stored  charge  to 
maintain  the  current  when  the  impressed  e.m.f.  dies  out.    A 


e.mvf. 


Currant 


Fig.  216.  Note  that  the  wave  of  charging  current  is  always  90®  ahead 
of  the  wave  of  impressed  e.m.f.  in  a  circuit  containing  capacitance 
only. 

current  will  thus  be  flowing  into  the  line  as  long  as  the  volt- 
age continues  to  rise.  When  the  voltage  stops  rising,  the 
current  stops  flowing.  The  current  will  be  the  greatest 
when  the  rise  in  voltage  is  most  rapid.    Now  an  alternating 
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e.in.f.  is  rising  most  rapidly  just  as  it  is  passing  up  through 
the  zero  value.  The  charging  current  into  the  line  will 
therefore  be  flowing  at  its  maximum  rate  at  the  instant  when 
the  voltage  is  rising  and  going  through  its  zero  value.  Thus 
the  current  leads  the  e.m.f .  by  90°  while  the  voltage  is  grow- 
ing. Note  that  in  Fig.  216  as  the  curve  of  e.m.f.  passes  up 
through  its  zero  value,  the  ciu've  of  current  is  at  its  maxi- 
mum value.  Just  as  a  reservoir  would  start  to  discharge 
water  as  soon  as  the  pressure  fell  below  the  level  of  the 
water  in  it,  so  a  current  begins  to  flow  out  of  a  condenser  as 
soon  as  the  alternating  e.m.f.  begins  to  fall,  because  the  im- 
pressed e.m.f .  then  becomes  lower  than  the  opposing  internal 
pressure  across  the  condenser.  The  faster  the  pressure  falls, 
the  greater  is  the  current  flowing  out  of  the  condenser. 

Since  the  pressure  falls  fast- 
est as  it  passes  down  through 
its   zero  value,  the  current 
must  be  flowing  out  fastest 
at  this  instant.      Thus  the 
current  reaches  its  greatest 
negative  value  just  as  the 
e.m.f.  is  at  zero  and  is  about 
to  start  its  negative  values. 
Fia.  217.  Vector  diagram  of  charg-    The  current  is  therefore  still 
ing  current  and  impressed  e.m.f.    990  ahead  of  the  impressed 
iWk^^  ^^1^^^       ^^^  ^^  pjg    216, 

how  the  current  curve  reaches 
its  maximum  value  — /«  just  as  the  voltage  has  dropped  to 
zero.  The  voltage  is  thus  at  its  180°  value  when  the  current 
has  reached  its  270°  value.  Similarly  it  can  be  shown  that 
at  every  instant: 

In  a  circuit  contaimng  capacitance  only,  an  alternating  cur- 
rent leads  the  impressed  alternating  e.m.f.  by  90''. 

It  can  be  shown  that  this  capacity  current  has  a  sine 
wave-form  if  the  impressed  e.m.f.  has  a  sine  wave-form. 
We  may  thus  represent  relations  of  both  the  current  and 
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the  e.m.f.  of  such  a  circuit  by  vector  diagrams.  Fig.  217 
shows  the  capacity  current  vector  /«  leading  the  voltage 
vector  En  by  90°.  The  instantaneous  value  of  the  capaci- 
tance current  can  be  found  from  the  diagram  by  writing  the 

equation 

i  =  /«  sin  (0  +  90**) 
in  which 

i  =  instantaneous  value  of  capacitance  cur- 
rent, in  amperes. 

Int  =  maximum  value  of  capacitance  current, 
in  amperes. 

<f>  ==  electrical  degrees  through  which  e.m.f.  has 
passed. 

81.  Charging  Current.  Capacity  Reactance.  Since  a  long 
transmission  line  acts  as  a  condenser,  an  alternating  capaci- 
tance current,  or  charging  current,  flows  in  it  when  an  alter- 
nating e.m.f.  is  applied  to  it.  The  value  of  this  charging 
current  can  be  computed  as  follows: 

The  opposition  which  the  alternating  e.m.f.  has  to  over- 
come in  setting  up  a  current  in  a  circuit  containing  capaci- 
tance only  is  called  the  Capacity  Reactance  of  the  circuit,  and 
is  measured  in  Ohms  just  as  the  Resistance  and  Inductive 
Reactance  are  measured  in  Ohms.  And  just  as  the  current  in 
a  circuit  containing  resistance  only  can  be  found  by  dividing 
the  e.m.f.  by  thie  resistance,  and  the  current  in  a  circuit 
containing  inductance  only  can  be  found  by  dividing  the 
e.m.f.  by  the  inductive  reactance,  so  the  current  in  a  circuit 
containing  capacitance  only  can  be  found  by  dividing  the 
e.m.f .  by  the  capacity  reactance. 

The  equation  for  this  relation  is 
J .     Ee 

in  which 

/  =  effective  charging  current,  in  amperes. 

Ee  =  effective  e.m.f.,  in  volts,  required  to  overcome 
the  capacity  reactance. 

Xe  —  capacity  reactance,  in  ohms. 
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Of  course  this  may  be  written  in  the  forms 

and 

XEc 

Example  7.  An  unloaded  transmission  line  is  a  practical  case 
of  a  circuit  containing  capacitance  only,  since  the  resistance  is 
negligible  when  compared  with  the  capacity  reactance.  The  capac- 
ity reactance  of  one  wm  to  neutral  of  a  single-phase  50,0CX)-yolt 
line  is  3500  ohms.    How  large  charging  current  flows  in  this  line? 

Capacity  reactance  for  one  wire  to  neutral  =  3,500  ohms. 
Voltage  to  neutral  »  25,000  volts. 

Ec 


/  =  — 

Xe 


25,000 
3,500 


=  7.14  amperes. 


Thus  7.14  amperes  would  flow  at  the  sending  end  of  the  line, 
even  though  the  far  end  were  open.  This  current  of  7.14  am- 
peres would  lead  the  e.m.f.  by  90^.  Fig.  218  shows  the  vector 
diagram  for  this  current  and  voltage  relation. 


<A 


9»2S0II 


FiQ.  218.  The  vector  /  representing  a  charging  current  of  7.14  amp. 
leads  by  90^  the  vector  E  representing  the  impressed  voltage  25,000 
volts. 

Prob.  l(Ht.  Draw  the  vector  diagram  for  above  example  with 
voltage  15^  after  it  has  passed  up  through  its  zero  value.  Find 
instantaneous  values  of  ciurent  and  voltage. 

Prob.  17-6.  Effective  alternating  voltage  of  220  volts  (frequency 
60)  is  impressed  upon  a  circuit  containing  a  condenser  only.  If 
the  current  is  2  amperes,  what  is  the  capacity  reactance  of  the 
condenser? 
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Prob.  18-6.  When  the  instantaneous  voltage  of  Prob.  17  is 
120  volts,  positive  and  increasing,  what  instantaneous  value  will  the 
current  have? 

Prob.  1^6.  What  voltage  is  necessary  to  force  a  maximum 
current  of  20  amperes  through  a  circuit  containing  50  ohms  of 
capacity  reactance? 

Prob.  20-6.  (a)  Draw  vector  diagram  and  determine  instan- 
taneous value  of  voltage  when  instantaneous  current  in  Prob.  19 
is  5  amperes,  positive  and  decreasing.  (6)  How  many  electrical 
degrees  wiU  the  voltage  have  passed  through  by  that  time? 

82.  Capacity  Reactance  of  Long  Transmission  Lines. 

In  working  with  the  capacitance  of  long  transmission  lines, 
it  is  convenient  in  our  computations  to  assume  that  the 
capacitance  of  the  line  is  all  contained  in  two  condensers  of 
equal  capacitance,  one  at  each  end  of  the  line,  instead  of  be- 
ing distributed  among  an  infinite  number  of  small  condensers 
strung  all  along  the  conductor.  Similarly,  we  find  it  con- 
venient for  the  sake  of  simplifying  our  computation  to  con- 
sider the  capacity  reactance  to  neutral  of  the  line  to  consist 
of  two  equal  capacity  reactances  placed  one  at  each  end  of  the 
line.    Thus,  in  Fig.  219,  the  capacity  reactance  Xc  of  one  wire 
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Fig.  219.  The  charging  current  as  indicated  by  the  ammeter  A  would 
equal  the  sum  of  the  currents  through  the  equal  capacity  reactances 
PandQ. 

to  neutral  may  be  represented  by  the  two  equal  reactances  P 
and  Q.  The  reactance  of  each  can  be  represented  by  (2  Xc), 
since  they  are  equal  and  are  in  parallel  with  each  other. 
Assume  Xc  equals  3500  ohms,  as  in  Example  7,  and  that  the 
voltage  to  neutral  at  the  sending  end  equals  25,000  volts  and 
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at  the  open  receiving  end  30,000  volts  to  neutral, 
ing  current  may  then  be  found  as  follows: 

T  (  f  p\  ^  voltage  across  P 
reactance  of  P 


The  charg- 


26,000 


=  3.57  amp. 


/(of  (2)  = 


7000 
voltage  across  Q 

reactance  of  Q 
30,000 

7000 


=  4.28  amp. 


Since  these  two  currents  are  in  parallel  and  practically  in 
phase  with  each  other,  being  90°  ahead  of  the  voltage,  we  have 
merely  to  add  them  arithmetically  to  get  the  charging  current 
as  read  by  the  ammeter  A :  3.57  +  4.28  =  7.85  amp.  total 
charging  current.  The  value  7.14  amperes  is  obtained  in  Ex- 
ample 7,  where  we  consider  the  capacitance  to  be  concentrated 
in  one  condenser  at  the  middle  of  the  line.  The  above  two- 
end-condenser  method  is  the  simpler  and  rather  more  precise 
and  should  ordinarily  be  used  in  practical  computations. 

Note  by  examining  Fig.  220,  which  represents  a  direct-current 
circuit,  that  this  two-condenser  method  is  exactly  similar  to  the 
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Fig.  220.     The  line  current  indicated  by  the  ammeter  A  would  equal 
the  sum  of  the  currents  through  the  equal  resistances  P  and  Q, 

method  we  use  in  considering  direct  currents,  to  find  the  line  cur- 
rent when  the  line  is  loaded  with  two  equal  resistances  at  P  and  Q. 

voltage  across  P 


I  (through  P)  = 


resistance  of  P 
120 


10 


=  12  amp. 
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voltage  across  Q 


/  (through  Q)  = 


resistance  of  Q 

110      .^ 

=  11  amp. 


10 

The  current  through  the  ammeter  A,  then,  equals  the  sum  of 
these  two  currents  since  they  are  flowing  in  parallel. 

11  +  12  =  23  amp. 

Notice  that  we  may  set  this  computation  down  as  follows: 

,         ,  .120      110 

Current  through  ammeter  A  =  ——  +  — 

_  120+110 

10 
=  23  amp. 

Similarly  we  may  set  down  the  computation  of  the  charging  cur- 
rent in  Fig.  219: 

,      25,000  ,  30,000 
Charging  current  =  ^^  +  ^^ 

^25,000  +  30,000 

7000 
=  7.85  amp. 

Thus,  if  we  distribute  our  capacitances  in  this  manner,  we 
have  merely  to  divide  the  sum  of  the  voltages  across  the  two 
assumed  condensers  by  the  capacity  reactance  of  one  of  the 
condensers  or  by  twice  the  capacity  reactance  of  one  line 
wire  to  neutral,  and  we  thereby  obtain  the  value  of  total 
charging  current  for  one  line  wire. 

It  must  be  noticed,  however,  that  the  capacity  reactance 
of  one  wire  to  neutral  is  not  the  sum  of  the  reactances  of 
the  two  condensers,  P  and  Q,  but  rather  it  is  just  one-half 
the  capacity  reactance  of  either.  This  is  clear  from  the 
direct  current  analogy  of  Fig.  220.  The  resistance  of  the 
load  P  and  Q  is  not  the  sum  of  the  resistances  of  the  two,  but 
rather  half  the  resistance  of  either.  Just  as  the  resistance 
of  the  combination  of  P  and  Q  =  ^  of  10  or  5  ohms,  so  the 
capacity  reactance  of  the  parallel  combination  of  P  and  Q, 
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Fig.  219,  equals  \  of  7000  =  3500  ohms.  Or,  conversely, 
the  capacity  reactance  of  each  assumed  condenser  equals 
twice  the  capacity  reactance  of  the  line  to  neutral.  The 
rule,  then,  for  finding  the  charging  current  of  any  trans- 
mission line  is: 

Divide  the  SUM  of  the  voltages  to  neutral  at  each  end  by 
TWICE  the  capacity  reactance  of  one  line  wire  to  neutral. 

Similarly  if  we  know  the  charging  current  and  the  volt- 
age to  neutral  at  each  end,  we  divide  the  sum  of  these 
two  voltages  by  the  charging  current.  This  gives  us  the 
capacity  reactance  of  one  of  the  assumed  condensers.  We 
have  now  merely  to  remember  that  the  line  consists  of  two 
such  condensers  in  parallel  and  its  capacity  reactance  is 
therefore  one-half  the  capacity  reactance  of  one  assumed 
condenser. 

Of  course,  the  actual  conditions  in  a  circuit  are  that  the 
line  constitutes  an  infinite  number  of  minute  condensers. 
Thus  the  charging  current  entering  a  line  from  the  generator 
terminals  gradually  decreases  until  at  the  far  end  it  becomes 
zero.  All  methods,  therefore,  which  assume  the  capaci- 
tance to  be  concentrated  at  one  or  more  points  are  merely 
more  or  less  close  approximations.  The  two-end-condenser 
method  usually  results  in  an  error  of  less  than  1  per  cent 
and  is  precise  enough  for  ordinary  practical  computations, 
—  especially  as  the  assumption  that  the  charging  current  was 
a  sine  wave-form  may  produce  a  much  greater  error,  often 
as  great  as  40  per  cent.     See  §  84. 

Prob.  21-6.  Compute  from  data  on  page  362  the  capacity  re- 
actance of  one  wire  to  neutral  of  the  Big  Bend  to  Oakland  line. 
In  computing  voltage  from  each  line  wire  to  neutral,  remember  that 
this  is  a  tlirec-phase  line,  with  89,600  volts  between  line  wires  at 
one  end,  and  111,000  volts  at  the  other  end. 

Prob.  22-6.  From  "  Charging  Current  "  table  in  Appendix  B, 
compute  the  capacity  reactance  to  neutral  of  140  miles  of  No.  000 
solid  conductor  spaced  3  feet  from  the  other  similar  line  wire,  if 
the  system  is  single-phase  60-cycle. 
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Prob.  28^.  What  is  the  capacity  reactance  of  one  wire  to 
neutral  for  a  three-phase  line,  strung  with  350,000  cir.  mils  stranded 
cables,  spaced  15  feet  apart?  Length  of  line,  80  miles;  frequency, 
60  cycles.    See  Appendix  B. 

Prob.  24-6.  What  charging  current  will  flow  in  each  wire  of 
Prob.  23,  if  the  open  circuit  voltage  at  the  sending  end  is  95,000  and 
at  the  receiving  end  is  114,000?    Frequency,  60  cycles. 

Prob.  26-6.  What  would  be  the  charging  current  of  Prob.  24  if 
the  frequency  were  25  cycles? 

Prob.  26-6.  A  350-mile,  three-phase,  60,000-volt  transmission 
system,  operating  at  60  cycles,  uses  2800  reactive  kv-a.  in  charging 
the  line. 

(a)  What  is  the  charging  current? 

(6)  What  is  the  capacity  reactance  of  the  line,  one  wire  to  neutral? 

(c)  What  is  the  charging  current  per  mile  per  1,000,000  volts 
to  neutral? 

83.  Computation  of  Capacity  Reactance.  When  the 
capacitance  of  a  line-conductor  or  of  a  condenser,  and  the 
frequency  of  the  impressed  voltage  are  known,  the  capacity 
reactance  for  that  frequency  may  be  computed  by  the  fol- 
lowing method: 

In  a  circuit  containing  capacitance,  the  alternating  cur- 


FiG.  221.  One  cycle  of  the  current  sine  curve  in  a  circuit  containing 
capacitance  only.  Note  that  the  current  makes  the  change  between 
zero  and  the  maximum  value  four  times  each  cyde. 

rent  charges  or  discharges  the  condemier  four  times  each 
cycle,  as  seen  from  Fig.  221  which  represents  the  current 
curve  in  such  a  circuit  for  one  cycle: 
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(1)  Condenser  is  being  charged  by  increasing  positive 
current  being  forced  into  it  from  the  line. 
-     (2)  Condenser  is  discharging  by  delivering  a  decreasing 
positive  current  to  the  line. 

(3)  Condenser  is  being  recharged  by  increasing  negative 
current  being  forced  into  it  from  the  line. 

(4)  Condenser  is  discharging  by  delivering  a  decreasing 
negative  current  to  the  line. 

If  the  current  makes  f  cycles  p)er  second,  and  the  current 
charges  or  discharges  4  times  each  cycle,  it  must  charge 
or  discharge  4f  times  each  second.     The  time  consumed, 

then,  for  each  charge  or  discharge  must  be  -t-  second. 

The  quantity  of  electricity  Q  sent  into  or  out  of  the  con- 
ductor or  condenser  each  time  must  be  equal  to  the  average 
rate  of  flow  (Av.  /)  multiplied  by  the  time  t  during  which 
it  is  flowing. 

Thus 

Q  (ampere-seconds)  =  Av.  I  (amperes)  X  t  (seconds)  =  Av.  7  X  ^ 

but  /  =  -T-y 

Therefore 

(3  =  Av./X^ 

^  Av.  I 
4/   * 

But  we  have  learned  that  the  quantity  of  electricity  sent 
into  or  out  of  a  condenser  at  each  charge  or  discharge  also 
equals  the  product  of  the  voltage  E  times  the  capacitance 
C  (in  farads). 

Q^EC. 

Then  the  maximum  value  of  Q  is  given  by  the  equation 
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Av./ 

mCana 

Av./ 


Therefore,  since  Q«  is  equal  to  both  E^nC  and    .  ^  , 


or  £/»  = 


Av.  / 


4/C 

But  Av.  /  =  0.636  7m,  because  it  is  assumed  that  I  has  a 
sine  wave-form  when  E  is  harmonic.  Therefore,  substitut- 
ing 0.636  /«,  in  the  place  of  Av.  /,  we  have 


E.= 


Em  =  n     .M-T  X  /«, 


0.636  /, 
4/C 

/, 
6.28/C 

/, 
2t/C" 
This  is  usually  written  in  the  form 

1 
2icfC 

or,  since  there  is  the  same  fixed  ratio  between  effective  and 
maximum  values  of  volts  and  amperes  when  they  both  vary 
harmonically, 

where 

E  =  impressed  alternating  e.m.f.,  in  effective  volts. 
/  =  charging  current,  in  effective  amperes. 

But  the  impressed  e.m.f.  must  be  equal  to  the  capacity 
reactance  times  the  charging  current,  as  we  found  in  §  81. 
Thus 

Therefore  X.  — 


2»/C 
The  capacity  reactance  is  generally  represented  by  the 

expression  (s—^)  just  as  the  inductive  reactance  is  gener- 
ally represented  by  the  expression  (2ir/L). 
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Since  we  are  usually  more  interested  in  the  value  of  the 
charging  current,  we  more  often  use  the  equation  in  the 
form 


2ir/C 
that  is,  7  =  2irfCE, 

Example  8.  What  is  the  charging  current  of  a  line  having  a 
capacitance  to  neutral  of  3  mf.,  if  the  terminal  voltage  to  neutral 
is  44,000  volts?    Frequency,  60  cycles. 

I  =  2irSCE 

=  2  X  3.1416  X  60  X  0.000003  X  44,000 
=  49.7  amp. 

Prob.  27-6.  What  is  the  capacity  reactance  of  one  wir^  to 
neutral  of  the  line  in  the  above  example? 

Prob.  28-6.  What  will  the  capacity  reactance  of  the  line  of 
Prob.  27  become  if  the  frequency  is  reduced  to  25  cycles? 

Prob.  29-6.  What  would  be  the  charging  ciurent  of  line  in 
Prob.  28  at  the  voltage  of  Example  8? 

Prob.  80-6.  From  the  table  in  Appendix  B,  find  the  capacitance 
to  neutral  of  a  20(>-mile  line  composed  of  No.  00  stranded  copper 
cable  hung  4  feet  apart.  Compute  the  capacity  reactance  of  this 
line  from  one  wire  to  neutral  on  the  basis  of  a  60-cycle  e.m.f. 

Prob.  31-6.  What  would  be  the  charging  current  of  line  in 
Prob.  30,  at  a  voltage  to  neutral  of  52,000  volts? 

Prob.  82-6.  Electric  power  is  transmitted  from  Keokuk,  Iowa, 
to  St.  Louis,  Mo.,  143.6  miles,  at  110,000  volts,  three-phase,  25 
cycles.  The  line  consists  of  stranded  cable,  300,000  cir.  mils  area, 
strung  in  vertical  plane  and  spaced  10  feet  apart  without  transpo- 
sition, as  shown  in  Fig.  221a.    Compute: 

(a)  Capacitance  of  line,  one  wire  to  neutral. 

(6)  Capacity  reactance  of  line,  one  wire  to  neutral. 

(c)  Charging  current  to  each  line  wire. 

81.  Effect  of  Irregular  Forms  of  E.M.F.  Wave  upon 
the  Charging  Current.  Owing  to  the  difficulties  in  prop- 
erly proportioning  the  pole  tips  of  a  generator  and  in 
distributing  the  armature  windings,  the  wave-form  of  the 
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e.m,r,  produced  is  rarely  a  true  sine  curve.  It  usually  con- 
tains more  or  less  well-defined  ripples  as  explained  and 
illustrated  in  Chapter  VIII  of  the  First  Course.  The  greats 
est  cause  of  these  ripples  is  the  fact  that  the  wave-form 


Fiu.  22U.    A  section  of  the  110,000-volt  line  from  Keokuk,  Iowa,  to 

St.  Louis,  Mo.    General  EUclric  Rcvieia. 

produced  does  not  consist  of  a  simple  wave  but  is  usu- 
ally made  up  of  several  waves.  There  is  not  only  the  e.m.f. 
wave  of  a  given  frequency  and  given  effective  value  which 
the  machine  was  designed  to  pro<luce,  but  there  are  also 
other  waves  of  greater  frequencies  and  usually  of  much 
smaller  effective  values.  Bach  of  these  waves  approximates 
a  true  sine  wave  in  form  and  the  resultant  wave-form  of 
e.m.f.  b  merely  a  combination  of  them  all. 
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The  wave-form  which  the  machine  was  designed  to  pro- 
duce is  called  the  fundamental  or  primary  harmonic;  the 
others  are  called  the  minor  harmonics.  The  minor  harmonics 
produced  in  the  line  by  the  modern  generator  usually  consist 


'FaodamcDtal 


Third 


« 

Fig.  222.    A  wave-form  produced  by  a  fundamental  sine  wave  and  a 
third  harmonic  in  phase  with  the  fundamental. 

of  very  small  waves  which  have  a  frequency  of  three,  five, 
or  seven  times  the  frequency  of  the  fundamental  wave. 
Even  higher  frequency  waves  are  sometimes  produced,  and 


Third 


Fig.  223.    A  wave-form  produced  by  a  fundamental  and  a  third  har- 
monic which  have  a  different  pha^jc  relation  than  that  of  Fig.  222. 

like  the  lower  frequencies,  their  relation  to  the  fundamental 
frequency  is  always  an  odd  number. 

Fig.  222  shows  the  fundamental  and  a  third  harmonic 
of  much  smaller  effective  value.    Each  has  its  own  sine 


LONO  TRANSMISSION  LINES,     CAPACITANCE     393 

wave-form.  Note  how  they  combine  to  produce  a  wave 
which  has  well-defined  ripples.  The  third  harmonic  is  made 
much  larger  in  proportion  to  the  fundamental  than  would 
exist  in  a  properly  designed  machine.    But  a  third  harmonic 


Fifth 


Fig.  224.    The  wave-form  produced  by  the  combination  of  a  fifth  har- 
monic with  the  fundamental. 

of  a  smaller  effective  value  would  distort  the  fundamental 
in  the  same  way,  only  to  a  less  degree.  Fig.  223  shows  the 
same  fundamental  and  third  harmonic  at  a  different  phase 


Faadamental 


Resultant 


Third 


Fig.  225.     The  wave-form  produced  by  the  combination  of  both  a 
third  and  a  fifth  harmonic  with  the  fimdamental. 

with  each  other,  and  the  resulting  wave-form  which  they 
produce.  In  Fig.  224,  a  fifth  harmonic  combines  with  the 
fundamental  to  produce  the  resultant  shown,  and  in  Fig. 
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225,  both  a  third  and  a  fifth  of  the  same  effective  values 
combine  with  the  fundamental  to  produce  still  another  wave- 
form. Fig.  308a,  First  Course,  contains  an  oscillogram  of 
an  e.m.f .  wave,  marked  E,  which  is  the  resultant  of  a  funda- 
mental and  a  fifth  harmonic.  It  also  shows  the  oscillogram 
of  the  charging  current  which  an  e.m.f .  with  such  a  wave- 
form produces  in  transmission  lines  of  large  capacitance. 
Note  how  the  small  ripples  in  the  e.m.f .  curve  are  magnified 
in  the  current  curve  so  that  a  very  irr^ular  wave-form  is 
produced.  The  reason  for  this  increase  in  irregularity  in 
the  current  curve  in  a  circuit  possessing  large. capacitance 
can  be  seen  from  the  following  example. 

Example  8a.  The  e.m.f.  E,  Fig.  225,  is  the  resultant  of  a  fun- 
damental sine  wave  of  100  volts  (effective),  a  third  harmonic  of 
10  volts  (effective),  and  a  fifth  harmonic  of  10  volts  (effective). 

What  are  the  component  parts  of  the  resultant  curve  of  current 
when  this  e.m.f.  is  impressed  upon  a  circuit  containing: 

(a)  Resistance  only,  of  5  ohms? 

(b)  Inductive  reactance  only,  5  ohms  (at  60  cycles)? 

(c)  Capacity  reactance  only,  5  ohms  (at  60  cycles)? 

(a)  Circuit  containing  resistance  only. 

Since  the  resistance  of  the  circuit  would  not  change  to  any  apn 
preciable  extent  with  the  frequency  of  the  impressed  voltage,  the 
line  would  offer  practically  the  same  resistance  to  the  currents  set 
up  by  each  component  of  the  e.rni. 

T^    J         .  ,  .         ^       100     «^ 

Fundamental  current      =  »  =  -=-  =  20  amperes. 

iC        o 

Third-harmonic  current  =  "s"  =  -=-    =2.0  amperes. 

A         5 

E       10 
Fifth-harmonic  current  =  -^  =  v    =2.0  amperes. 

Thus  the  minor  current  holds  the  same  relation  to  the  funda- 
mental current  that  the  minor  e.m.f. 's  hold  to  the  fundamental 
e.m.f.  The  ripples  in  the  current  curve  would,  therefore,  be  no 
more  nor  less  pronounced  than  those  in  the  e.m.f .  ciure. 

(b)  Circuit  containing  inductive  reactance  only. 

The  inductive  reactance  to  the  fundamental  current  is  5  ohma. 
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Since  the  inductive  reactance  of  a  circuit  is  proportional  to  the 
frequency  (being  equal  to  2t/L),  the  inductive  reactance  to  the 
third-harmonic  current  will  be  3  X  5,  or  15  ohms,  because  the  fre- 
quency is  three  times  as  great;  and  the  inductive  reactance  to 
ijie  fifth-harmonic  current  will  be  5  X  5,  or  25  ohms. 

100 
Fundamental  current      =  —  =  20  amperes. 

Third-harmonic  current  =  rr   =  0.67  ampere. 

15 

10 
Fifth-harmonic  current  =  ?r=    =  0.40  ampere. 

J5 

The  minor  components  of  the  current  are  much  smaller  parts  of 
the  fundamental  current  than  the  minor  components  of  the  e.m.f. 
are  of  the  fundamental  e.m.f.  Thus  in  an  inductive  circuit,  the 
current  ciu^e  is  smoother  than  the  irregular  e.m.f.  curve  which 
produces  it. 

(c)  Circuit  containing  capacity  reactance  only. 

Since  the  capacity  reactance  of  a  circuit  is  inversely  proportional 

to  the  frequency  of  the  impressed  e.mi.  [being  equal  to  5—^),  the 

capacity  reactance  offered  to  the  third-harmonic  current  equals  f 
or  1.67  ohms;  and  the  reactance  to  the  fifth-harmonic  current 
equals  |  or  1  ohm. 

100 
Fundamental  current      =  -r-  =  20  amperes. 

o 

Third-hannonic  current  =  J|  =  6  amperes. 

Fifth-harmonic  current  =  --     =10  amperes. 

The  minor-harmonic  currents  have  thus  become  much  greater 
in  proportion  to  the  fundamental  current  than  the  minor  har- 
monic e.m.f.'s  are  to  the  fundamental  e.m.f.  The  irregularities  of 
the  current  wave  in  a  circuit  containing  capacity  r^ctance  only 
would  thus  be  much  greater  than  the  irregularities  in  the  e.m.f. 
ciu^e  producing  the  current.  The  following  problems  bring  out 
the  effect  of  resistance,  inductive  and  capacity  reactance  on  the 
effective  value  of  the  current  produced  by  an  e.m.f.  of  irregular 
wave-form. 
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Prob.  33^.  An  e.m.f.  with  an  irregular  shaped  wave-form, 
produced  by  a  fundamental  and  a  fifth  harmonic,  is  impressed 
upon  a  circuit  containing  resistance  only,  of  4  ohms.  The  maxi- 
mum value  of  the  fundamental  harmonic  of  e.m.f.  is  100  volts; 
the  maximum  value  of  the  fifth  harmonic  is  20  volts. 

(a)  Plot  to  large  scale  one  cycle  of  the  component  and  resultant 
e.m.f.'s  with  the  fifth  hannonic  holding  the  same  phase  relation 
to  the  fimdamental  as  in  Fig.  224. 

(6)  Plot  the  component  and  resultant  curves  of  current. 

(c)  Plot  the  squared  values  of  one-half  loop  of  the  resultant 
current  curve  and  find  the  effective  current  (root-mean-square 
value).  If  convenient,  use  a  planimeter  for  finding  area  under  the 
squared  curve. 

Prob.  84-6.  Assume  that  the  e.m.f.  of  Prob.  33  is  impressed 
upon  a  circuit  containing  inductive  reactance  only,  of  4  ohms  at 
the  frequency  of  the  fundamental.  Complete  (6)  and  (c)  of 
Prob.  33,  and  compare  this  value  for  effective  current  with  that  of 
Prob.  33. 

Prob.  85-6.  Assume  that  the  e.m.f.  of  Prob.  33  is  impressed 
on  a  circuit  containing  capacity  reactance  only,  of  4  ohms  at  the 
frequency  of  the  fundamental.  Complete  (6)  and  (c)  of  Prob. 
33,  and  compare  this  value  of  effective  current  with  that  of 
Prob.  33. 

86.  Why  the  Voltage  is  Sometimes  Higher  at  the  Re- 
ceivixig  End  than  at  the  Sending  End.  In  considering  this 
question,  let  us  take  as  an  example  the  transmission  line  of 
the  Great  Falls  Power  Company,  which  transmits  15,000 
kw.  to  a  distance  of  130  miles  from  Great  Falls  to  Butte, 
Montana,  at  a  pressure  of  100,000  volts. 

Two  three-phase  lines  are  run  on  separate  towers.  The 
conductors  of  each  line  are  No.  0  stranded  hard  copper 
cable  with  hemp  centers,  outside  diameter  0.398  inch,  and 
are  strung  in  a  horizontal  plane  and  spaced  10  feet  4  inches, 
with  no  transpositions.  The  charging  current  at  a  generator 
voltage  of  100,000  volts  and  60  cycles  was  measured  when 
the  receiving  end  was  open  and  was  found  to  be  39  amperes 
per  wire.  This  checks  closely  the  computed  value,  as  will 
be  seen  in  Prob.  36-6. 
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By  reference  to  Table  III  in  Appendix  B  and  using  "equiv- 
alent" spacing  of  13.0  feet,  we  find  that  the  inductive  react- 
ance per  mile  of  each  wire  of  this  line  must  be  0.8613  ohm, 
approximately. 

The  inductive  reactance  of  one  whole  linewire  equals 

Xl  =  130  X  0.8613 
=  112  ohms. 

The  resistance  of  each  wire  must  be 

ft  =  130  X  0.530 
=  68.9  ohms. 

Let  us  examine  the  conditions  in  the  line  when  it  is  open 
at  the  receiving  end  at  Butte,  and  with  enough  voltage  at 
the  Great  Falls  end  to  supply  the  charging  current  of  39 
amperes.  We  will  assume  that  the  voltage  at  Butte  is 
100,000  volts  between  conductors.  We  must  then  com- 
pute what  voltage  is  required  at  the  sending  end  to  produce 
a  charging  current  of  39  amperes  in  a  line  of  69  ohms  re- 
sistance and  112  ohms  inductive  reactance,  while  maintain- 
ing 100,000  volts  at  the  receiving  end. 

We  will  consider  but  one  wire,  and  this  with  respect  to 
neutral.  The  diagram  for  this  arrangement  is  as  in  Fig. 
226,  which  represents  one-half  of  the  total  capacity  of  the 


Great  I 
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Fia.  226.  Diagrammatic  representation  of  the  resistance  and  the  in- 
ductive and  capacity  reactance  of  a  single  conductor  of  the  Great 
Falls-Butte  line. 

line  as  a  condenser  at  the  receiving  end,  and  the  resistance 
and  inductive  reactance  of  the  conductors  lumped  and  joined 
in  series  along  the  wire  instead  of  distributed  uniformly  as 
they  are  in  the  actual  Une. 
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The  voltage  between  conductors  at  the  receiving  end  at 
Butte  is  to  be  100,000  volts,  therefore  the  voltage  to  ground 
at  Butte  is  equal  to 

Eb  =  ^^^^^  =  57,800  volts. 

Draw  vector  OEb,  Fig.  227,  to  represent  this  voltage  at 
the  open  receiving  end. 
The  line  01  a  drawn  at  right  angles  to  OB^,  will  then  rep- 

t 
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Fig.  227.  The  sector  diagram  of  the  voltage  relations  in  an  unloaded 
long  transmission  line.  The  voltage  Eqf  at  the  sending  end  is  less 
than  the  voltage  Eb  at  the  receiving  end. 

resent  the  average  charging  current  of  19.5  amperes  which 
traverses  the  full  length  of  the  line  and  which  leads  the  volt- 
age producing  it  by  90°.  But  the  generator  has  to  maintain 
not  only  the  voltage  OEb^  but  also  the  voltage  to  overcome 
the  resistance  and  the  inductive  reactance  of  the  line. 
The  voltage  to  overcome  the  resistance  is  equal  to 

En  =  68.9  X  19.5 
=  1344  volts. 

Since  this  voltage  must  be  in  phase  with  the  current,  we 
draw  the  vector  Er  from  the  end  of  Eb  and  at  right  angles  to 
Eb  (parallel  to  the  current  vector  7c). 
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The  voltage  to  overcome  the  inductive  reactance  must  equal 

E.  =  112  X  19.5 
=  2184  volts. 

Since  this  voltage  must  lead  the  current  90**,  and  there- 
fore must  lead  Er  by  90°,  we  draw  E^  90°  ahead  of  Er. 

The  vector  Egp,  joining  0  to  the  end  of  Ex,  will  then  rep- 
resent the  voltage  at  the  sending  end,  because  it  is  the 
resultant  of  the  series  combination  of  Eb  (the  voltage  at 
the  receiving  end),  Er  (the  voltage  to  overcome  resistance  of 
line)  and  Ex  (the  voltage  to  overcome  the  inductive  reactance 
of  the  line). 

The  numerical  value  of  the  voltage  at  the  generator  end 

^  Eqj,  =  \/(57,800  -  2184)*  +1344* 

=  55,634  volts. 

The  voltage  between  conductors  at  the  generator  end 
must  equal      ^^^^  ^  g^  gg^  ^  ^^  ^gg  ^^j^ 

This  value  is  distinctly  lower  than  the  100,000  volts  which 
IS  the  pressure  between  conductors  at  the  receiving  end. 

Note  that  this  decrease  in  voltage  is  due  to  the  presence 
of  both  capacity  and  inductance  in  the  circuit.  One  tends 
to  neutralize  the  other;  thus  the  voltage  {Ex)  used  to  over- 
come the  inductive  reactance  is  in  the  opposite  direction  to 
the  voltage  (Eb)  used  to  overcome  the  capacity  reactance  of 
the  line.  The  resistance  voltage  Er  does  not  affect,  to  any 
appreciable  extent,  the  value  of  the  voltage  Eqp  at  the 
generator  end  of  the  line. 

Prob.  36-6.  Compute  from  data  of  size,  spacing,  etc.,  in  text 
above,  the  capacitaiice  of  one  wire  to  neutral  of  the  Great  Falls- 
Butte  line.  From  this  value  of  capacitance  and  the  voltages  in 
the  above  text  compute  the  charging  current  per  wire  and  check 
against  value  taken  from  tables  in  Appendix  B. 

Prob.  87-6.  Compute  the  open-line  voltage  at  the  generator 
end  of  the  line  from  Great  Falls  to  Greenville,  S.  C,  if  the  voltage 
at  Greenville  is  100,000  volts.  Frequency  =  25  cycles.  For  re- 
maining data  see  Prob.  11-6.  Consider  that  the  two  sets  of  con- 
ductors are  so  far  apart  that  they  do  not  affect  each  other. 
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Prob.  38-6.  What  is  the  voltage  between  line  conductors  at 
the  generating  end  of  the  line,  in  Prob.  30,  when  the  voltage  to 
neutral  at  the  receiving  end  is  52,000  volts? 

Prob.  3^-6.  How  many  kilovolt-amperes  are  used  in  charging 
the  three  wires  of  the  Great  FallshButte  line,  if  the  voltage  at  the 
open  receiving  end  is  100,000  between  conductors? 

86.  Regulation  of  Transmission  Line  Containing  Ca« 
pacitance.  The  presence  of  capacitance  in  a  line  is  often 
advantageous  to  the  system,  especially  when  the  load  has  a 
lagging  power-factor.  To  show  this,  we  merely  have  to  note 
the  efifect  of  capacitance  upon  the  regulation  of  a  given  line 
for  a  given  load  and  power-factor. 

The  full  load  of  the  Great  Falls-Butte  transmission  is 
15,000  kw.  at  85  per  cent  power-factor  distributed  equally 
between  the  two  lines,  or  7500  kw.  on  each. 

To  find  the  current  per  conductor: 

P=V3/£^cos^ 
P 


/  = 


V3i?cos^ 

7,500,000 


1.73  X  100,000  X  0.85 
=  61  amp.  per  conductor. 

At  a  power-factor  of  0.85  the  current  lags  practically  32** 
behind  the  voltage.  Draw  the  vector  -Bioad,  Fig.  228,  to 
represent  the  voltage  across  the  receiving  end,  32®  ahead 
of  the  vector  /load,  which  represents  the  current  of  51  am- 
peres taken  by  the  load.  The  charging  current  of  19.5 
amperes  is  then  represented  by  the  vector  /c,  which  is  90** 
ahead  of  the  voltage  vector  -Bioad,  and  consequently  90**  +  32® 
or  122®  ahead  of  the  7ioad.  The  current  which  the  line  car- 
ries must  be  the  combination  of  the  load  current  and  the 
capacity  current.  This  is  represented  by  the  vector  Ixam 
which  is  the  resultant  of  the  vectors  /load  and  Iq, 

The  value  of  /line  is  found  by  means  of  the  equation  for 
the  diagonal  of  a  parallelogram  as  given  in  Appendix  A, 
First  Course. 
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/line  =  V/load'  +  Ic'  +  2  IJy^  COS  122° 

/liiw  =  V5P  +  19.52  +  2  X  19.5  X  51  X  cos  122° 
=  43.9  amp. 

Thus  a  line  current  of  only  43.9  amperes  is  able  to  supply 
a  current  of  51  amperes  to  the  load,  because  of  the  effect 


Fig.  228.  Current  and  voltage  relations  at  the  load  end  of  a  long 
transmission  line  carrying  an  inductive  load.  The  line  current 
Iiine  is  less  than  the  load  current  Iioad  because  of  the  capacity 
current  /c. 

which  the  leading  charging  current  has  when  it  combines 
with  a  lagging  load  current  to  produce  the  total  line  current. 

The  angle  <t>  by  which  this  line  current  7une  leads  the 
load  current  /load  can  be  found  as  follows: 

Drop  a  perpendicular  from  end  of  vector  Ic- 

IJP  =  19.5  sm  58° 
=  16.5. 

A  perpendicular  dropped  from  the  end  of  vector  /um  will 

have  the  same  length,  16.5. 

Thus 

.    ,      16.5 

^^  =  43:9 

=  0.376 

0.376  =  sin  22°. 

<f>  =  22°  approx. 
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The  an^e  6  which  is  the  phase  difference  between  the  volt- 
age of  the  load  E\otA  ^nd  the  Une  current  /fine  can  then  be 

found: 

^  =  32*^  -  22^ 

=  10**. 

To  find  the  voltage  regulation  of  the  line  with  this  load 

and  power-factor,  construct  Fig.  229,  repeating  Fig.  228  as  a 


FiQ.  229.    Vector  diagram  for  finding  the  voltage  E  at  the  sending 
end  of  a  long  tranBmission  line  which  is  carrying  an  inductive  load. 

basis  in  order  to  get  the  proper  phase  relations.  Draw 
vector  EioBd  at  an  angle  of  32°  leading  the  vector  /load,  and  10** 
ahead  of  line  current  /un©. 

The  voltage  necessary  to  send  the  line  current  of  43.9 
amperes  against  a  resistance  of  70  ohms  per  wire  equals 

£?«  =  70  X  43.9 
=  3025  volts. 

This  voltage  is  in  phase  with  the  line  current  and  is  repre- 
sented by  the  vector  Er  drawn  lagging  10°  behind  the  load 
voltage  vector  £^ioad* 

The  voltage  necessary  to  send  the  line  current  of  43.9 
amperes  against  the  reactance  of  112  ohms  per  line  wire  equals 

i;,  =  112  X  43.9 
=  4917  volts. 
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This  voltage  must  be  90°  ahead  of  the  current  and^  thus 
the  vector  Ex  representing  it  is  drawn  90**  ahead  of  vector  En. 
The  vector  E,  joining  0  and  the  end  of  the  vector  Ex,  must 
represent  the  voltage  which  is  necessary  to  overcome  these 
three  components,  and  thus  represents  the  voltage  at  the 
Great  Falls  end  of  the  line. 

To  find  the  value  of  E,  the  voltage  at  the  sending  end,  ex- 
tend the  line  Eu^a  until  it  meets  Eg  a,t  A.  The  angle  at  A 
equals  90°  +  10°  =  100°. 

The  amount  cut  from  E^  =  3025  tan  10.0°  =  533. 
The  Une  AE^  =  4917  -  533 

=  4384. 

The  extension  of      ^ummI  = tt^ttS) 

cos  10.0 

=  3072. 

The  line  OA  =  57,800  +  3072 

=  60,870. 

The  triangle  OAEg  can  be  solved  as  follows: 

E  =  VOA^  +  AE/  -  2  OA  X  AE^  cos  100° 

=  VeOfiKfi  +  4384«  -  2  X  60,870  X  4384  X  cos  100° 
=  61,780  volts. 

The  voltage  to  neutral  at  the  generator  end  at  full  load 
then  equals  61,780  volts. 

We  have  computed  that  55,630  volts  at  the  generator  end 
at  no-load  produces  a  receiving-end  voltage  of  57,800  volts. 
A  voltage  of  61,780  at  the  generator  end  would  therefore 

produce  approximately  Frfion  ^  57,800  or  64,200  volts  at 

the  receiving  end  when  the  line  was  open. 
The  voltage  r^ulation  at  85  per  cent  power-factor  will 

therefore  be  — - — „  ^^^  * —  =  11.0  per  cent.    We  thus  have 

a  line  the  receiving  end  of  which  has  a  voltage  between 
conductors  of  100,000  at  full  load,  but  of  111,000  volts  at 
no-load.     (Data,  pages  2002-3-4  of  Proc.  A.I.E.E.,  1911.) 
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In  the  above  examples^  the  results  are  only  approxima- 
tionSy  due  to  the  fact  that  the  impressed  voltages  do  not 
have  a  piu^  sine  wave-form.  As  explained  in  a  previous 
article  and  in  Chap.  VIII,  of  "First  Course,"  ripples,  or  har- 
monics, occur  (to  a  slight  extent,  to  be  sure)  in  the  wave- 
form of  all  conmiercial  generators.  These  ripples  are  greatly 
magnified  by  the  line  capacity  and  tend  to  make  the  charging 
current,  and  the  voltage  values  depending  upon  it,  somewhat 
larger  than  the  usual  computed  values.  The  above  method, 
however,  gives  values  which  differ  so  little  from  tested 
values,  that  it  can  be  used  with  confidence  in  all  commercial 
computations. 

Prob.  40-6.  Compute  the  voltage  regulation  of  the  Great  Falls- 
Butte  line  at  unity  power-factor.    Load,  7500  kw.  at  100,000  volts. 

Prob.  41-6.  (a)  Compute  the  voltage  regulation  of  the  Great 
Falls-Butte  line  at  90  per  cent  leading  power-factor.  Load,  7500 
kw.  at  100,000  volts. 

(6)  What  effect  does  the  capacity  of  the  line  have  upon  the 
regulation  when  the  power-factor  is  (1)  Lagging?  (2)  Unity? 
(3)  Leading? 

Prob.  42-6.  The  three-phase  transmission  line  from  Shoshone 
to  Denver,  Colorado,  is  153.5  miles  long.  The  conductors  are 
arranged  in  a  horizontal  plane,  124  inches  apart  with  no  transposi- 
tions, and  consist  of  No.  0  six-strand  hemp-center  copper  cables. 
When  100,000  volts  at  60  cycles  are  impressed  on  the  Shoshone 
end,  what  current  will  flow  per  wire  if  the  Denver  end  is  open? 

Prob.  49-6.  What  will  be  the  voltage  at  the  Denver  end  of 
the  line  in  Prob.  42? 

Prob.  44-6.  What  voltage  at  the  generator  end  is  necessary 
to  deliver  5000  kw.  at  100,000  volts  at  0.80  power-factor  at  the 
Denver  end  of  line  in  Prob.  42? 

Prob.  46-6.  What  is  the  voltage  r^ulation  of  the  line  imder 
the  conditions  of  Prob.  44? 

Prob.  46-6.  What  would  be  the  voltage  regulation  of  the  line 
in  Prob.  44  if  the  load  of  5000  kw.  had  unity  power-factor? 

87.  Capacitance  of  Undergrotind  Cables.  The  capaci- 
tance of  underground  cables  is  very  high  in  comparison  with 
that  of  overhead  cables  because  the  cables  are  laid  with 
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very  little  space  between  them.  The  insulation  material^ 
rubber  or  impregnated  paper,  also  makes  the  capacitance 
from  two  to  four  times  higher  on  account  of  a  certain  dielectric 
power  which  it  possesses  to  a  much  greater  degree  than  air. 
All  of  these  conditions  combine  to  produce  a  condenser  of 
large  capacitance.  Even  two-  and  three-tenths  of  a  micro- 
farad per  mile  are  not  uncommon  values.  This,  together  with 
the  fact  that  the  breakdown  strength  of  the  insulation  limits 
the  voltage,  renders  it  impracticable  to  transmit  power  by 
alternating  current  any  great  distance  underground  or  by  sub- 
marine cables.  In  most  large  cities  cables  are  laid  in  under- 
ground ducts  up  to  distances  of  10  miles  and  at  voltages 
between  11,000  and  23,000  volts.  Of  course  this  disadvan- 
tage does  not  exist  in  the  transmission  of  direct-current  power. 

Data  for  the  following  problems  were  furnished  by  the  Standard 
Undeiground  Cable  Co. 

Prob.  47-6.  In  a  certain  three-conductor  three-phase  cable,  each 
conductor  is  No.  00  B.  &  S.  and  is  covered  with  paper  insulation 
^7  inch  thick  over  each  conductor,  and  over  the  three  insulated  con- 
ductors is  placed  a  paper  belt  ^7  inch  thick.  Compute  the  capaci- 
tance of  one  conductor  to  neutral  for  one  mile  of  this  cable.  The 
dielectric  power  of  the  paper  causes  the  capacitance  to  be  3.7  times 
as  high  as  it  would  be  if  the  space  between  the  cables  were  air. 

Prob.  48-6.  What  would  be  the  charging  current  per  conduc- 
tor of  a  line  consisting  of  10  miles  of  the  cable  of  Problem  47-6,  if 
the  voltage  was  23,000  between  conductors?     Frequency,  60  cycles. 

Prob.  49-6.  Compute  the  reactance  to  neutral  of  one  conductor 
of  the  cable  in  Prob.  48-6.     See  page  233,  First  Course. 

Prob.  50-6.  The  cable  in  Prob.  48-6  has,  under  certain  (aver- 
age) conditions,  a  safe  carrying  capacity  of  7500  kv-a.  What  is 
the  voltage  regulation  of  the  line  when  carrying  its  maximum  safe 
load  at  90  per  cent  power-factor  and  22,000  volts? 

88.  Current  Surges  and  Oscillations  in  Long  Lines.    A 

long  line  is  subjected  to  current  surges  from  two  causes, 
—  (a)  lightning  discharges  in  the  vicinity  of  the  line;  (6) 
the  necessary  switching  operations.  The  more  serious  of 
these  are  likely  to  be  the  lightning  disturbances.    A  cloud, 
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generally  charged  positively  as  in  Fig.  230,  comes  near 
a  portion  of  the  line,  and  attracts  a  large  negative  charge 
to  this  part  of  the  conductor.  When  the  doud  is  dis- 
charged by  a  lightning-flash  either  to  earth  or  to  another 
cloud,  this  large  negative  charge  on  the  wire  is  suddenly 


GoDdactor 

Fig.  230.    The  positive  charge  on  the  cloud  draws  a  negative -charge 
to  that  part  of  the  conductor  nearest  the  cloud. 

released  and  rushes  along  the  wire,  just  as  a  flood  of  water 
rushes  along  a  narrow  valley  when  the  retaining  wall  of  a 
reservoir  at  its  head  suddenly  gives  way. 

If  the  wave-front  of  this  surge  or  electric  flood  hits  the 
windings  of  a  transformer  or  generator,  these  windings  act 
as  a  wall  acts  to  the  sudden  rush  of  water.  The  inductance 
of  the  windings  opposes  any  sudden  passage  of  electric 
charge  or  growth  of  the  current  through  them,  and  the 
electric  charge  "piles  up"  against  the  transformer.  This 
induces  such  an  excessive  pressure  between  the  windings 
that  a  charge  may  be  forced  through  the  insulation,  and  an 
arc  started.  While  the  normal  voltage  between  the  turns 
is  never  enough  to  start  an  arc,  once  the  insulation  has  been 
broken  down  and  an  arc  has  been  started  by  a  momentary 
higher  voltage,  the  line  voltage  is  usually  sufGcient  to  main- 
tain the  arc  long  enough  to  severely  damage  the  machine. 

In  addition  to  the  damage  done  to  the  generator  or  trans- 
former, this  arc  also  sets  up  very  disturbing  oscillations  in 
the  line,  which  may  damage  other  machines  connected  to  it. 

Similar  surges  and  oscillations  may  be  set  up  in  switching 
the  current  on  and  off  the  line.  The  larger  the  current 
switched  on  or  off,  the  greater  the  disturbance. 
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Afl  a  general  rule,  in  switching  on  the  current  it  is  best  to 
connect  the  step-down  transformers  to  the  receiving  end 
before  connecting  the  step-up  transformers  to  the  generator. 


Fiu.  231.  Hour-glass  choke  coilfl  for  nO,000-volt  lines.  These  coils 
choke  back  the  stcep-front  and  high-frequency  waves  due  to  lightning 
discharges  in  the  vicinity  of  the  line.     The  General  Electric  Co. 

89.  Lightning  Protection.  In  order  to  keep  the  ma- 
chines from  being  damaged  by  line  surges,  choke  coils  arc 
connected  between  the  lines  and  the  various  machines.  Fig. 
231  is  an  illustration  of  a  common  form  of  a  choke  coil. 
This  allows  the  regular  current  waves  to  pass  with  very 
little  impedance  but  chokes  back  the  surges  and  waves  of 
high  frequency  because  the  impedance  of  the  coil  is  practi- 
cally all  due  to  its  reactance,  which  is  directly  proportional 
to  the  frequency  of  the  current  waves.  The  suites  dash  up 
against  these  choke  coils  just  as  the  waves  dash  against  a 
breakwater,  and,  of  course,  the  pressure  to  ground  is  raised 
to  a  high  value  at  this  point.  In  order  that  this  high  pres- 
sure may  not  send  the  surges  rebounding  back  along  the  line, 
an  arrangement  for  conducting  the  charge  to  ground  is 
tapped  on  the  line  at  this  point.  This  consists  of  a  horn  gap> 
shown  in  Fig.  232.     One  side  of  the  horn  is  connected  to 
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the  ground  and  the  other  side  to  one  of  the  conductors. 
The  ordinary  line  voltage  is  not  enough  to  cause  an  arc 


Fig.  232.  Horn  gap  for  110,000-volt  aluminum  lightning  arrealer. 
One  horn  is  connected  to  the  line  and  the  other  to  the  ground,  genei^ 
ally  through  an  aluminum  cell.     The  Gcntral  Etcclric  Co. 

across  the  gap,  but  a  dangerously  high  voltage  breaks  down 
the  air  insulation  at  the  smallest  space  and  forms  an  arc.  The 
heated  air  around  the  arc,  and  the  magnetic  effect  of  the 
arc  cause  the  arc  to  travel  up  the  gap.     The  horns  are  so 
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constructed  that  the  distance  between  them  gradually  in- 
creases toward  the  top.     Thus  as  the  arc  travels  up,  it 
soon  reaches  a  place  where  the  distance  is  too  great  for  the 
voltage  to  maintain  the  arc,  and  it  is  thus  extinguished. 
The  excess  charge  on  the  conduc- 
tor is  thus  harmlcsisly  conducted 
to  the  ground  instead  of  being 
sent  back  over  the  line. 

Fig,  233  shows  the  construc- 
tion of  an  aluminum  cell  lightning 
arrester  which  is  often  connected 
in  series  with  the  grounded  end 
of  the  horn  gap.  It  consists  of 
a  number  of  aluminum  plates 
immersed  in  an  electrolyte.  A 
coating  of  aluminum  hydroxide  is 
formed  over  the  plates,  which  re- 
quires from  320  to  340  volts  per 
pair  to  break  down  and  set  up  a 
current.  By  placing  the  proper 
number  of  these  plates  in  aeries, 

and  setting  the  horn  gap   very     p,^  333     Cro«s  section  of  an 
close  to  the  pomt  of  arcmg  at  the       „|uminuin  lightning  arrester. 
usual  line  voltage,  the  line  can  be        The  General  Ekctrk,  Co. 
relieved  continually  of  any  excess 

chaise  which  may  be  concentrated  at  that  point  by  the 
choke  coil.  The  aluminum  arrester  also  has  the  advantage 
of  not  allowing  any  current  to  flow  in  the  reverse  direction 
through  it.  It  therefore  checks  all  oscillations  across  the  horn 
gap.  It  has  the  disadvantage  of  deteriorating  if  a  charge  is 
not  sent  through  it  every  day  or  two.  This  necessitates  a 
daily  closing  of  the  horn  gap  enough  to  allow  a  charge  to  pass 
through.  It  will  not  do  to  leave  cells  connected  dkectly  to 
the  line  without  a  small  gap  in  series,  as  they  allow  too  much 
current  to  leak  througli  them. 
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90.  Corona  Loss.  When  the  voltage  between  two  con- 
ductors has  been  raised  somewhat  above  a  certain  value 
called  the  "critical  disruptive  voltage,"  the  conductors  begin 
to  glow  and  a  sort  of  halo  surrounds  the  wire.  The  name 
of  corona  has  been  given  to  this  glowing  of  the  conductor- 
There  is  a  certain  amount  of  power  dissipated  into  the  air 
as  soon  as  the  critical  voltage  is  reached,  even  before  any 
glow  is  apparent.  The  name  oiF  corona  loss  is  applied  to  all 
the  power  lost  in  this  way. 

The  "disruptive  critical  voltage"  may  be  found  by  means 
of  the  following  formula:  * 

^0  =  105,000  r  logio  ^ ' 

in  which  Eq  =  critical  voltage  to  neutral,  effective  value. 

r  =  radius  of  conductor,  in  inches. 
s  =  spacing  between  centers  of  conductors, 
in  inches. 

Note  that  this  critical  voltage  depends  upon  the  radius 
of  the  conductors  and  upon  the  distance  between  them. 
Other  things  being  equal,  corona  loss  will  begin  at  lower 
voltage  when  the  diameter  of  the  wires  or  the  distance  be- 
tween them  is  reduced. 

The  above  formula  applies  to  the  stranded  conductors  only 
and  to  them  under  ordinary  fair-weather  conditions  only. 

For  a  round  smooth  wire  the  critical  voltage  is  somewhat 
higher,  while  fog,  sleet  and  snow  lower  it  to  a  marked  ex- 
tent. The  current  which  this  voltage  forces  into  the  sur- 
rounding  air  is  in  phase  with  the  voltage. 

The  corona  loss  under  the  above  conditions  can  be  found 
from  the  following  approximate  formula: 


Ji^E- 


5Mfy-{E-Eoy 
P.  = ' 


10« 


*  This  and  the  following  formula  for  corona  loss  are  adapted  from 
formula)  given  by  Mr.  F.  W.  Peek,  Jr.,  in  Proc.  A.I.E.E.,  1912. 
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in  which  Pm  =4oss  per  mile  per  conductor,  in  watts. 

/  =  frequency,  in  cycles  per  second. 
E  =  voltage  of  line  to  neutral. 
Eo  =  "critical  disruptive"  voltage  to  neutral. 

Note  that  the  corona  loss  is  proportional: 

(a)  Directly  to  frequency  (for  commercial  ranges). 

(6)  Directly  to  the  square  of  the  excess  of  voltage  to  neu- 
tral above  critical  value. 

(c)  Directly  to  the  square  root  of  the  radius  of  the  con- 
ductor, and  inversely  to  the  square  root  of  the  spacing  of 
the  conductors. 

Example  9.  What  is  the  fair-weather  corona  loss  on  a  150- 
mile  three-phase  line,  operating  at  100,000  volts,  60  cycles?  The 
cables  are  No.  0  stranded  copper  and  are  spaced  9  feet  2  inches 
apart  in  the  form  of  an  equilateral  triangle.  (Outside  diameter 
of  No.  0  bare  cable  is  0.373  ins.) 

The  critical  voltage  is      Eq=^  105,000  r  log- 

110" 
=  105,000  X  0.187  log 


0.187" 
=  54,400  volts. 

The  corona  loss  per  cable  per  mile  is 


■y/iiE- 


P-  -  6.54/V  -  (E  -  Et)* 

8 

w 


/o  187 
6.54  X  60  y  ^YY~  (57,800  -  64,400)» 

"  10^^ 

:=  160  watts. 

For  a  150-mile  three-wire  line  the  loss  equals 

P  =  3  X  150  X  160 
=  72,000  watts 
=  72  kw.* 

Prob.  61-6.    Compute  the  corona  loss  in  the  line  of  Example  9 
at  a  frequency  of  25  cycles. 

*  This  assumes  no  voltage  drop  along  the  line.    Usually  the  drop  ia 
so  great  that  only  part  of  a  line  at  any  one  time  suffers  a  corona  loss. 
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Prob.  62-6.     (a)  What  would  be  Ihe  loss  in  the  line  of  Example 
9  if  the  pressure  between  conductors  were  raised  to  110,000  volts? 
(6)  Compare  ratio  of  loss  with  ratio  of  voltages. 

Prob.  63-6.  Show  that  for  pressures  of  44,000  volts  and  under, 
the  corona  losses  are  negligible  on  a  line  of  standard  spacing  and 
commercial  frequencies. 

Prob.  64-6.  What  would  be  the  corona  loss  in  Example  9  if 
for  thjB  copper  line  conductors  were  substituted  aluminum  con- 
ductors of  equivalent  conductivity? 

91.  Efficiency  of  Transmission  Lines.  By  efficiency  of 
transmission  lines  is  meant  the  efficiency  of  the  conductors 
only.  The  transformers  or  other  apparatus  are  not  to  be 
included  as  part  of  the  line.  This  efficiency  must  be  meas- 
ured under  standard  conditions,  with  a  non-inductive  load 
at  the  receiving  end,  with  voltage  of  rated  value  and  rated 
frequency  and  of  sine  wave-form.  Since  a  line  rarely  oper- 
ates under  standard  conditions,  it  is  often  desirable  to  find 
the  efficiency  under  given  conditions.  But  if  no  conditions 
are  specified  as  to  power-factor,  sine  wave-form,  etc.,  stand- 
ard conditions  are  understood  to  be  meant.  In  comput- 
ing the  efficiency  of  the  line,  therefore,  we  have  merely 
to  divide  the  kilowatts  delivered  by  the  line  wires  to  the 
apparatus  at  the  receiving  end  by  the  kilowatts  received 
by  the  line  wires  at  the  generator  end  under  standard 
conditions. 

The  values  are  most  easily  arrived  at  by  the  following 
means: 


Power 
received  by 
line  wires 

Power 
lost  in  line 
wires 


must  equal 


/*/eioss 
in  line 
wires 


Power 
delivered  by 
line  wires 


Power  lost  in 
+    line-wires. 


+ 


Corona  loss 
in  line  wires 


+ 


Leakage  loss 
in  line  wires. 


In  a  well-constructed  power  transmission  line  the  "leak- 
age loss'^  is  negligible,  on  account  of  the  relatively  small 


^ 
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number  of  points  of  support  where  leakage  may  occur, 
therefore: 

Efficiency  of  line  equals 

Power  delivered  (by  line  wires) 
(Power  delivered)  +  (PR  loss)  +  (Corona  loss) 

Example  10.  The  following  data  for  a  typical  three-phase 
transmission  line  are  adapted  from  the  Electric  Journal,  1913, 
page  839. 

Length  of  line 200  miles. 

Frequency 60  cycles. 

Load  delivered  to  step-down  transformers 
at  load  end  of  line 11,250  kw. 

Power-factor  lagging,  at  high-tension  ter- 
minals of  step-down  transformers 85  per  cent. 

Voltage  between  conductors  at  receiving 
end  of  Hne 108,000  volts. 

Conductors,  copper  cables 250,000  cir.  mils. 

Mean  spacing  of  conductors 12.6  feet. 

Resistance  of  transformers  and  protective 
coils  at  each  end  referred  to  high-tension 
side 4.1  ohms. 

Reactance  of  transformers  and  protective 
coils  at  each  end  referred  to  high-tension 
side 64.5  ohms. 

Find  the  efficiency  of  the  line  under  these  conditions.  Note 
that  the  conditions  are  not  quite  standard,  in  that  the  poyrer- 
factor  ia  less  than  unity. 

Volts  to  neutral  =    7',,     =  62,400  volts. 

l.f  t5 

The  resistance  of  each  conductor  of  the  line,  from  table,  equals 

200  X  0.2165  =  43.3  ohms. 

The  reactance  of  each  line  conductor  equals 

200  X  0.804  =  161  ohms. 

From  Table  7,  Appendix  B,  we  jind  that  the  charging  current 
of  each  conductor  equals 
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Power  taken  by  each  step-down  transformer  equals 

11,250      ^^^^ , 
-\—  =  3750  kw. 

Current  taken  by  each  transformer  equals 

3,750,000 


/  = 


=  70.6  amp. 


0.85  X  62,400 
Fig.  234  shows  the  high-tension  side  of  the  transformers  at  each 


Oeoerator 
End 


Eod 


R-ilS.S  x-lflolinit 


64.ftohiiis 
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Fig.  234.  Diagram  of  a  transmission  line  showing  the  values  and 
relative  arrangement  of  the  resistance  and  reactance  of  line  and 
transformers. 

end  of  the  line.    The  resistance  and  reactance  of  the  transformers 
referred  to  the  high-tension  side  are  represented,  and  also  the 


FiQ.  235.    The  line  current  Inn*  is  the  resultant  of  the  load  current 

I  load  and  the  charging  current  /«. 

resistance  and  inductive  reactance  of  each  line  wire  are  repre- 
sented.   Let  us  consider  line  wire  AB  only. 
The  current  in  AB  is  a  combination  of  the  charging  current, 

67.5 

-^or  33.8  amperes,  and  the  transformer  current  of  70.6  amperes, 

and  may  be  foimd  by  constructing  the  vector  diagram  of  Fig.  235. 


LONG  TRANSMISSION  LINES.     CAPACITANCE     416 


/una  =  V70.6*  +  33.8«  +  2  X  70.6  X  33.8  cos  122* 
=  60.0  amp. 

The  PR  loss  in  one  line  wire  equals 

60.0»  X  43.3  =  156  kw. 

The  PR  loss  in  the  three  conductors  equals 

3  X  156  =  468  kw. 

The  disruptive  critical  voltage  equals 

^0=  105,000  r  log- 

r 


105,000  X  0.288  log 


0.288 
=  82,300  volts. 

108  000 
Since  the  voltage  to  neutral  is  only  — 7^-  or  62,400  volts,  it  is 

less  than  the  critical  disruptive  voltage,  and  there  would  be  no 
corona  loss  in  fair  weather. 

The  corona  loss  =  0. 

Total  loss  in  line  wires  therefore  equals  the  PR  loss 

=  468  kw. 

Total  input  into  line  is  equal  to: 

Load  delivered  to  step-down  transformers  =  11,250  kw. 
/«i^  loss  in  hne  =      468  kw. 

Total  input  into  line  =  11,718  kw. 

11  250 
Efficiency  of  transmfasion  line  =  jj^  =  96.0  per  cent. 

Note  that  thjs  is  the  line  efficiency  under  the  special  condition  of 
a  load  with  a  lagging  power-factor  of  85  per  cent. 

Prob.  65-6.  Find  the  efficiency  of  the  Une  in  Example  10,  if 
the  voltage  at  the  receiving  end  were  raised  to  150,000  volts. 
Amount  of  power  delivered,  power-factor,  and  all  other  conditions 
the  same  as  in  the  example. 

92.  Over-all  Efficiency  of  Transmission.  It  is  often 
necessary  to  compute  the  efficiency  of  transmission  from  the 
generator  terminals  to  the  load  terminals,  and  to  determine 
the  power-factor  of  the  generator.    In  this  case  it  is  neces- 
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sary  to  count  the  losses  in  the  transformers,  feeder  regulators, 
current  limiting  reactances  and  choke  coils  as  well  as  the  line 
losses.  The  simplest  way  to  arrive  at  the  total  amount  of 
power  deUvered  by  the  generator  is  to  combine  all  the  power 
quantities  taken  by  the  several  parts  of  the  system. 

First,  Resolve  the  power  taken  in  each  part  of  the  sys- 
tem into  two  components  at  90°  to  each  other,  namely:  the 
Effective  Power,  and  the  Reactive  Power. 

Second.  Add  all  the  effective  power  quantities  together 
to  obtain  the  total  effective  power,  and  all  the  reactive  power 
quantities  to  obtain  the  total  reactive  power. 

Third.  Total  apparent  power  delivered  by  the  generator 
equals  the  square  root  of  the  sum  of  the  squares  of  the  total 
effective  and  the  total  reactive  power. 

Fourth,    The  power-factor  of  the  generator  equals  the 


Effective  Power  ■■  S750  kw. 


Fig.  236.    The  apparent  power  4410  kv-a.  is  the  resultAit  of  the  induc- 
tive reactive  power  2326  kv-a.  and  the  effective  power  3750  kw. 

ratio  of  the  effective  power  to  the  apparent  power,  delivered 
by  the  generator. 

Example  11.  Find  the  over-all  efficiency  of  transmission  in 
Example  10. 

First.    The  power  delivered  to  each  step-down  transformer 

equals  3750  kw.  at  85  per  cent  power-factor.    By  constructing  Fig. 

3750 
236,  we  see  that  this  produces  an  apparent  power  of  -r-rr-  =  4410 

U.o5 
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kv-a.,  of  which  >/4410*  -  3760«  (or  4410  flin  32^)  equal  to  2326 
kv-a.  is  inductive  reactive  power. 

The  effective  power  cousumed  by  each  line  wire  equals  60.0*  X 
43.3  =  156  kw. 

Construct  Fig.  237,  adding  the  195  kw.  in  phase  with  the  effective 
power  of  3750  kw.  delivered  to  one  of  the  step-down  transformers 
by  the  line  wire  connected  to  it.    The  effective  power  consumed 


M    kw 


i 


9 


''X 


i 


fcrv 

Fig.  237.  Total  apparent  power  OT  delivered  to  the  step-up  trans- 
formers is  the  resultant  of  the  total  reactive  and  the  total  effective 
power  delivered. 

by  each  step-up  transformer  with  accompanying  choke  coOs  and 
current-limiting  reactance  coOs  is  composed  of  the  PR  loss  and  the 
core  losses.  The  core  losses  in  a  well-designed  transformer  of  this 
size  average  about  80  per  cent  of  the  PR  loss.  Total  effective 
power  loss  of  one  step-up  transformer  equals 

1.80  X  (60.0«  X  4,1)  =  26.6  kw. 
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Add  this  in  Fig.  237  to  the  lines  representing  the  previously  deter- 
mined effective  power. 

The  inductive  reactive  power  taken  by  one  line  conductor  and 
one  step-up  transformer  equals 

(64.5  +  161)  60.0»  =  810  kv-a. 

Draw,  in  Fig.  237,  the  line  RX  at  right  angles  (lagging)  to  the  line 
ORj  to  scale  representing  this  810  kv-a.  inductive  reactive  power. 
Add  to  this  line  the  line  XV  representing  the  inductive  reactive 
power  delivered  to  each  step-down  transformer,  namely  2326  kv-a. 
By  means  of  a  diagram  similar  to  Fig.  229,  the  equivalent  voltage 
to  neutral  at  the  sending  end  is  found  to  equal  approximately 
66,600  volts. 
The  capacity  reactive  power  in  each  phase  equals  approximately 

67.6  X  66,600  =  4496  kv-a. 

Draw  the  vector  VT  in  the  opposite  direction  to  the  inductive- 
reactive-power  vectors.  This  completes  the  effective  and  reactive 
power  which  must  be  suppUed  to  each  step-up  transformer  by  the 
generator.  The  resultant  vector  OT  will  thus  represent  the  power 
supplied  by  the  generator. 


OT  =  Vi27^  +  0/e« 


OT  =  V(3750  -h  156  +  26.6)'  -|-  (4496  -  810  -  2326)' 

=  4160  kv-a. 

^         ,    ,       ,           ,               ^      OR      3750  + 156 -h  26.6 
Power-factor  of  generator  =  cos0  =  -r^  = T^m 

=  94.6  per  cent  leading. 

Total  power  delivered  to  the  three  step-up  transformers 

4160  X  3  =  12,480  kv-a.,  representing 

3  X  (3750  +  156  +  26.6)  =  11,800  kw.  at  94.6%  power-factor. 

We  have  only  to  find  the  power  delivered  by  the  stephdown  trans- 
former to  the  load  in  order  to  determine  the  over-aU  efficiency  of 
transmission. 
Effective  power  consumed  by  each  step-down  transformer: 

I^R  loss  =  70.6«  X  4.1  «  20.42  kw. 
PR  +  core  loss  «=  1.8  X  20.4  =  36.8  kw. 

Inductive  reactive  power  taken  by  each  step^own  transformer: 

70.6*  X  64.5  =  321  kv-a. 
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Referring  to  Fig.  236,  which  represents  the  total  power  delivered 
to  the  step-down  transformer,  we  see  that  the  effective  power  de- 
livered to  each  phase  of  the  load  equals 

3750  -  37  =  3713  kw. 

The  inductive  reactive  power  delivered  to  each  phase  of  the  load 
equals 

2326  -  321  «  2005  kv-a. 

From  Fig.  238,  constructed  from  these  values,  we  find  total 


Fia.  238.  The  total  effective  power  delivered  by  the  step-down  trans- 
formers  to  the  load  is  represented  by  the  vector  OR,,  Reactive  power 
delivered  equals  RX.    Effective  power  equals  OX. 

apparent  power  delivered  to  load  by  each- step-down  transformer 
equals  

V3713*  +  2005'  =  4218  kv-a. 

3713 
Power-factor  of  load  =  cos  ^  =  -—^  =  88.0  per  cent. 

Total  effective  power  delivered  to  load  equals 

3713  X  3  =  11,139  kw. 

11  139 
Over-all  efficiency  of  transmission  =    ^       =  94.4  per  cent. 

Ii,oUU 

Prob.  6^-6.  Find  the  over-all  efficiency  of  transmission  of  Ex- 
ample 11  under  standard  conditions  when  delivering  the  same 
power  to  the  load  transformers. 

Prob.  67-6.  What  would  be  the  over-all  efficiency  of  trans- 
mission in  Example  11  if  the  voltage  were  raised  to  150,000  volts, 
all  other  conditions  remaining  as  in  Example  11?  Assume  that 
the  transformer  and  reactance  coils  are  rewound  so  that  they  have 
the  same  losses  as  before,  when  transforming  the  same  kilovolt- 
amperes. 


SUMMARY  OF  CHAPTER  VI 

LONG  TRANSMISSION  LIN£S,  in  addition  to  resistance 
and  inductive  reactance,  have  a  capacity  reactance. 

CAPACITANCE  is  a  sort  of  electric  elasticity,  and  a  line 
possessing  it  may  be  likened  to  an  elastic  pipe-line. 

THE  AMOUNT  OF  CAPACITANCE,  OR  ELASTICITT,  that 

a  line  possesses,  is  measured  in  the  number  of  ampere-seconds 

of  electiicity  which  one  volt  can  force  on  the  line.    If  one  volt 

^  could  force  one  ampere-second  on  the  line,  the  capacitance  of 

the  line  would  be  one  FARAD. 

The  equation  for  the  electric  charge  upon  a  condenser  is 
therefore 

0  =  EC, 
where      Q  —  quantity  of  electricity,  in  AMPERS-SECONDS. 
E  —  steady  pressure  across  line,  in  VOLTS. 
C  =  capacitance  of  line,  in  FARADS. 

A  MICROFARAD  is  the  common  unit  of  capacitance,  and 
equals  one-millionth  of  a  farad. 

A  CONDENSER  consists  of  two  conductors  separated  by 
an  insulating  material  called  the  DIELECTRIC.  The  larger  the 
plate  area  and  the  thinner  the  dielectric,  the  larger  the  capac- 
itance of  the  condenser.  The  unlike  charges  of  electricity 
upon  the  plates  attract  and  bind  each  other. 

A  TRANSMISSION  LINE  forms  a  condenser,  one  wire  con- 
stituting one  conductor,  the  ground  or  another  wire  the  other 
conductor,  the  air  between  being  the  dielectric. 

THE  CAPACITANCE  of  one  wire  to  neutral  is 

0.0888 

Cm  =  -f 

in  which    C«,»  »  the  capacitance  per  mile  of  wire,  in  MICRO- 

FARADS. 

s  «  distance  between  centers  of  wires. 
r  =  radius  of  wire. 

S  and  r  MUST  BE  EXPRESSED  IN  TERMS  OF  THE  SAME  UNITS. 

THE  CAPACITANCE  between  two  wires  is  one-half  of  that 
of  one  wire  to  ground,  because  the  two-wire  condenser  is  a 

420 
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series  combliiatioii  of  two  condensers  each  formed  by  one  wire 
and  the  ground.  This  assumes  a  symmetrical  arrangement  of 
wireSi  as  is  usuaL 

THE  CAPACITANCS  OF  CONDBNSSRS  IN  PARALLEL 
equals  the  sum  of  their  separate  capacitances. 

THE  CAPACITANCE  OF  CONDENSERS  IN  SERIES  equals 
the  rec^vocal  of  the  sum  of  the  redprocals  of  their  separate 
iiipftfiltfliirotii 

AN  ALTERNATING  E.MJP.  ACROSS  A  CONDENSER 
causes  an  alternating  current,  called  the  charging  current,  to 
flow  in  the  condenser.  If  the  ejn.f.  has  a  sine  wave-form, 
the  charging  current  will  have  a  sine  wave-form. 

THE  CHARGING  CURRENT  leads  «he  impressed  voltage 
across  the  condenser  by  90  electrical  degrees. 

THE  CAPACITY  REACTANCE  of  a  circuit  is  the  ratio  of  the 
impressed  volts  to  the  charging  current  at  a  given  frequency. 

-Xe  «  —  • 

If  the  frequency  of  the  current  and  the  capacitance  of  the  line 
are  known,  the  capacity  reactance  can  be  found  from  the 
equation 

IT  ^ 

"^'      2ir/c' 

THE  CHARGING  CURRENT  OF  LINE  may  be  found  by 
dividing  the  sum  of  the  voltages  at  sending  and  receiving 
end,  by  twice  the  capacity  reactance  of  the  line.  This  assumes 
that  the  capacitance  of  the  line  is  concentrated  in  two  conden- 
sers of  equal  capacitance,  one  situated  at  each  end  of  the  line. 
One-half  the  charging  current  is  assumed  to  be  sent  the  full 
length  of  the  line. 

Tables  of  capacitances  and  charging  currents  are  available  for 
lines  of  standard  sizes  of  conductors  and  standard  spacings. 

THE  PRESENCE  OF  MINOR  HARMONICS  in  the  wave- 
form of  the  e.m.f.  impressed  upon  a  circuit  of  large  capaci- 
tanoe  causes  the  charging  current  to  be  much  more  irregular 
in  form  than  the  ejn.f.  curve.  The  higher  the  frequency  of 
the  harmonic  the  greater  the  distortion  of  the  current  wave. 

THE  VOLTAGE  AT  THE  RECEIVING  END  of  long  un- 
loaded lines  is  usually  higher  than  the  voltage  at  the  sending 
end.    This  is  due  to  the  fact  that  the  effect  of  the  voltage  to 
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overcome  the  resistance  is  negligibly  smalls  so  that  the  voltage* 
at  the  sending  end  has  to  overcome  only  the  combination  of  the 
inductive  reactance  and  the  capacity  reactance.  Siace  these 
two  reactances  are  opposite  in  effect,  the  voltage  at  the  send- 
ing end  equals  the  difference  between  the  voltage  required  to 
overcome  the  capacity  reactance  and  the  voltage  to  overcome 
the  inductive  reactance.  This  difference  is  smaller  than  the 
voltage  to  overcome  the  capacity  reactance  alone,  which  is  the 
voltage  at  the  receiving  end.  ^ 

THE  CAPACITY  CURRENT  MAY  IMPROVE  THE 
POWER-FACTOR  of  the  line  if  the  load  has  a  lagging  power- 
factor. 

UNDERGROUND  AND  SUBMARINE  CABLES  HAVE 
SUCH  LARGE  CAPACITANCE  and  the  breakdown  voltage  of 
the  insulation  is  so  low  that  it  is  impractical  to  transmit  alter- 
nating-current power  economically  to  any  great  distance  by 
means  of  them,  ten  miles  being  about  the  greatest  distance, 
and  23,000  volts  the  highest  pressure. 

LIGHTNING  DISCHARGES  NEAR  A  LINE  CAUSE 
SURGES  of  current  which  may  raise  the  e.m.f.  high  enough 
to  damage  the  highly  inductive  machinery,  if  the  surges  or 
oscillations  are  allowed  to  enter  them. 

CHOKE  COILS  inserted  in  the  line  protect  the  machinery 
by  allowing  the  surge  to  raise  the  voltage  at  the  points  where 
the  choke  coils  are  situated.  This  excess  voltage  is  then 
made  use  of  to  cause  the  charge  to  ''  spill  over  "  a  gap  to  a 
ground  connection,  and  flow  off  to  the  ground. 

A  HORN  GAP  is  introduced  in  order  to  break  the  power 
arc  which  may  persist  after  the  momentary  high  voltage  has 
broken  down  the  air  resistance  and  has  established  an  arc 
from  the  line  wires  to  ground. 

ALUMINUM  CELLS  AND  A  SMALL  AIR  GAP  allow  no 
current  to  flow  through  them  at  normal  voltage,  but  a  cdight 
rise  in  voltage  is  enough  to  break  down  the  internal  resistance 
of  the  cells  and  allow  an  excess  charge  to  flow  to  ground.  The 
cells  allow  practically  no  current  to  flow  in  the  opposite  direction 
and  thus  stop  all  oscillations  set  up  by  the  arc. 

CORONA  LOSS  begins  when  the  DISRUPTIVE  CRITICAL 
VOLTAGE  is  reached  and  iacreases  very  rapidly  as  Ihe  voltage 
is  raised  beyond  this  point  It  is  so  called  from  the  halo-like 
Cjlow  which  appears  around  the  conductors  with  the  pressure  a 
little  above  the  disruptive  critical  voltage. 

The  following  formula  is  approximately  correct  for  fair- 
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weather  losses  on  commercial  transmission  lines  using  stranded 
cables.  Fog,  sleet  and  snow  cause  greater  losses.  Smooth 
round  solid  wires  cause  less  loss. 

5.64/y  -  (E  -  JSo)* 


^m 


10* 

where 

JPm  =  corona  loss  per  conductor  per  mile,  in  WATTS. 
/  =  frequency,  in  CYCLES  PER  SECOND. 
r  ==  radius  of  cable,  in  INCHES. 
s  =  spacing  of  cables,  in  INCHES. 
E  =  impressed  voltage  to  neutral. 
^0  =  disruptive  critical  voltage  to  neutral. 

THE  DISRUPTIVE  CRITICAL  VOLTAGE  for  clean 
stranded  cables  can  be  found  approximately  by  the  following 
formula: 

Eo  =  106,000  r  logio  -• 


PROBLEMS  ON  CHAPTER  VI 
Prob.  66-S.  Power  is  transmitted  from  Meppen,  III.,  to  Alton, 
111.,  a  distance  of  28.7  miles,  at  66,000  volts,  three-phase,  25  cycles. 
The  line  consiste  of  No.  2,  stranded  copper,  strung  in  horizontal 
plane,  7^  feet  apart,  with  no  transpositions,  as  shown  in  Fig.  239. 
Compute  the  chaining  current  of  tiiis  line. 


Flo.  239.     Thp  throe-phase  three-wire  line  from  Meppen,  lit.,  to  Alton, 
III.     The  General  Electric  Review. 

Prob.  89-8.  What  is  the  voltage  in  the  generator  end  of  line  in 
Prob.  58,  when  the  line  is  open  at  the  receiving  end  and  the  voltage 
there  is  66,000  volk? 

Prob.  60-6.    The  Sierra  and  San  Francisco  Power  Co.  transmit 

34,000  kw.  from  Stanislaus  t«  San  Francisco,  a  distance  of  138 

miles,  by  means  of  two  three-phase  circuits  at  a  pressure  of 
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104,000  volts.  Frequency,  60  cycles.  Conductors  are  No.  00, 
copper,  sixHstrand,  hemp-center,  arranged  in  vertical  plane,  spaced 
96  inches  apart.  Compute,  by  formulas,  and  check  from  tables 
in  Appendix  B: 

(a)  Capacitance  of  line  per  conductor  to  neutral. 

(6)  Inductive  reactance  of  line  per  conductor  to  neutral. 

Prob.  61-6.  What  is  the  charging  current  of  the  Stanislaus- 
San  Francisco  line? 

Prob.  62-6.  When  the  line  is  open  at  the  San  Francisco  end, 
and  the  pressure  there  is  104,000  volts,  what  is  the  pressure  at  the 
Stanislaus  end? 

Prob.  63-6.  Compute  the  regulation  of  the  Stanislaus-San 
Francisco  line  with  load  of  85  per  cent  power-factor  lagging. 

Prob.  64-6.  What  is  the  voltage  at  the  Stanislaus  end  at  half- 
load,  0.95  power-factor  lagging?  Assume  voltage  at  San  Fran- 
cisco to  be  maintained  constant  at  104,000  volts. 

Prob.  66-6.  If  the  voltage  at  the  Stanislaus  end  of  the  line 
should  become  118,000  volts  when  San  Francisco  is  taking  a 
load  of  10,000  kw.  at  0.80  lagging  power-factor,  what  will  be  the 
volt^e  at  San  Francisco? 

Prob.  66-6.    Compute  the  corona  loss  of  the  line  in  Prob.  62. 

Prob.  67-6.  What  is  the  efficiency  of  transmission  of  the  Stan- 
islaus-San Francisco  line  at 

(a)  Full  load,  unity  power-factor? 

(6)  Full  load,  85  per  cent  laggiag  power-factor? 

Prob.  68-6.  An  electric  power  company  is  planning  to  trans- 
mit 22,500  kw.  at  110,000  volts,  three-phase,  60-cycles,  over  a 
distance  of  200  miles.  Assiune  energy  to  cost  8  mills  per  kw-hr., 
and  estimate  interest,  depreciation,  taxes,  etc.,  at  10  per  cent.  If 
there  are  two  lines  per  tower,  operated  in  parallel,  and  the  line 
carries  full  load  16  hours  per  day  and  half  load  8  hours  per  day 
every  day  of  the  year, 

(a)  What  size  almninum  cable  would  you  advise  be  used  at  35 
cents  per  pound  in  place? 

(6)  What  size  copper  cable  at  20  cents  per  pound  in  place? 

Prob.  6^-6.  (a)  What  spacing  of  conductors  would  you  advise 
be  used  on  the  line  in  Prob.  68? 

(6)  What  will  be  the  charging  current  if  copper  cables  are  used? 
Ne^ect  line  drop. 

Prob.  70-6.  What  will  be  the  fair-weather  corona  loss,  ne^ect- 
ing  line  drop,  on  the  line  if  installed  as  in  Prob.  69? 
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.   Prob.  71-6.    Compute  the  regulation  of  the  line  in  Prob.  69,  at 
0.80  lagging  power-factor. 

Prob.  72-6.  What  is  the  efficiency  of  the  transmission  line  and 
the  power-factor  at  the  generator  under  the  conditions  in  Prob.  60 
and  70? 

Prob,  78-6.  The  "  Electrical  World,"  April  25,  1914,  gives  the 
following  data  on  the  Cheat  Haven-Butler,  Pa.,  transmission  line: 
the  line  is  106  miles  long  and  operates  at  125,000  volts,  three-phase^ 
60-cycles,  2  lines  per  tower.  Conductors  No.  0,  copper,  six-strand, 
spaced  in  vertical  plane,  60  inches  apart.  Compute  the  fair-weather 
corona  loss  using  these  data. 

Prob.  74-6.  What  is  the  charging  current  on  the  Cheat  Haven- 
Butler  line? 

Prob.  76-6.  What  is  the  line  regulation  of  line  in  Prob.  26 
when  transmitting  full  load  of  32,000  kw.  at  80  per  cent  lagging 
power-factor? 

Prob.  76-6.  Compute  the  efficiency  of  transmission  of  the  line 
in  Prob.  75,  neglecting  the  transformers. 

Prob.  77-6.  What  is  the  power-factor  at  the  generators  of  the 
Stanislaus-San  Francisco  line  when  full  load  at  85  per  cent  power- 
factor  and  104,000  volts  is  being  taken  from  the  receiving  end? 

Prob.  78-6.  What  regulation  will  the  line  have  and  what  power- 
factor  will  the  generators  have  in  the  project  of  Prob.  68  as  you 
have  planned  it,  using  aluminum  cables,  when  the  full  load  has  a 
power-factor  of  80  per  cent? 
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CHAPTER  VII 
ASYNCHRONOUS  MOTORS 

It  is  shown  in  Art.  28  and  in  Chapter  VIII  that  an  alter- 
nating-current generator  may  operate  as  a  '^sjmchronous 
motor,"  taking  electrical  power  into  its  armature  winding, 
and  delivering  mechanical  power  at  its  shaft.  If  the  fre- 
quency of  the  power  supply  is  maintained  constant,  the 
speed  of  such  a  motor  will  be  the  same  at  all  loads  that  may 
be  put  upon  it  up  to  the  point  where  it  ''pulls  out"  and  stops. 
I  This  speed  is  the  "synchronous  speed"  and  its  value  in 
revolutions  per  second  is  equal  to  the  number  of  cycles  per 
second  divided  by  the  number  of  pairs  of  poles  in  the  a-c. 
machine  imder  consideration;'/  it  is  the  speed  at  which  the 
machine  would  have  to  be  driven  as  a  generator  to  produce 
an  e.m.f .  of  the  same  frequency  as  that  of  the  supply  line. 

We  shall  also  see  that  no  considerable  torque  can  be 
exerted  by  an  a-c.  generator  operated  in  this  manner  as  a 
motor,  until  it  has  been  "synchronized,"  or  brought  up  to 
synchronous  speed.  If  suitable  polyphase  alternating  cur- 
rent is  suppUed  to  its  armature  winding,  we  shall  see  that  a 
comparatively  weak  torque  will  be  produced  in  the  poly- 
phase synchronous  motor,  if  the  field  is  stationary  or  is 
rotating  at  any  speed  less  than  S3rnchronous  speed.  This 
torque  tends  to  start  it  or  to  bring  it  up  to  synchronous 
speed  and  is  due  to  eddy  currents  induced  in  the  pole-pieces 
or  pole-faces  by  the  magnetic  flux  produced  by  the  poly- 
phase currents  in  the  poljrphase  armature  windings. 

If  we  supply  single-phase  alternating  current  to  the  arma- 
ture of  a  single-phase  a-c.  generator  no  starting  torque  is 
produced.    This  difference  of  action  is  due  primarily  to  the 

427 
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fact  that  in  the  polyphase  machine  the  flux  produced  by 
the  supply  currents  is  rotating  around  the  shaft  of  the  ma- 
chine, whereas  in  the  single-phase  machine  the  direction  or 
position  of  the  flux  is  fixed  with  relation  to  the  windings, 
although  the  amount  of  flux  varies  in  approximately  har- 
monic relation  to  time. 

The  essential  dijBference  between  the  "induction  motor" 
and  the  "synchronous  motor"  can  best  be  understood  by 
studying  carefully  the  difference  between  the  manner  in 
which  the  synchronous  motor  produces  the  torque  to  carry 
its  normal  load  at  synchronous  speed,  and  the  manner  in 
which  the  same  motor  produces  the  torque  to  start  it  from 
standstill.  The  load  torque  is  due  to  magifetic  attraction 
of  the  poles,  produced  by  the  alternating  currents  in  the 
"armature"  windings  for  the  poles  produced  by  the  direct 
current  in  the  "field"  winding,  this  direct  current  being 
supplied  from  some  external  source.  This  load  torque  can 
only  be  exerted  when  the  "field,"  or  rotor,  is  turning  at 
exactly  synchronous  speed;  otherwise,  the  torque  is  alter- 
nately in  one  direction  and  the  other,  its  average  value  being 
zero,  regardless  of  the  strength  of  the  field  poles  or  the  amount 
of  armature  current.  On  the  other  hand,  the  starting  torque 
is  due  to  magnetic  attraction  (or  repulsion)  between  the  same 
stator  poles  produced  by  the  alternating  currents  taken 
from  the  supply  line,  and  the  local  currents  or  eddy  currents 
induced  in  the  rotor  by  the  variations  of  the  stator  flux. 
'  We  have  here  during  starting,  therefore,  a  sort  of  transformer 
action  whereby  the  activity  of  the  rotor  is  produced  induc- 
tively by  the  stator  magnetism  rather  than  by  an  external 
source  of  direct  current.  While  being  started  from  the  a-c. 
supply  mains,  and  until  it  reaches  exact  synchronous  speed, 
the  synchronous  motor  really  operates  as  an  "induction 
motor."  At  synchronous  speed,  the  variations  of  flux  in 
the  rotor,  and  therefore  the  e.m.f.'s  and  currents  induced  in 
the  rotor,  are  reduced  to  zero,  and  the  induction-motor  torque 
disappears,  being  replaced  by  the  synchronous-motor  torque. 
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The  induction-motor  torque  exerted  by  a  synchronous 
motor  while  starting  is  usually  improved  by  any  means 
which  increases  the  amount  of  induced  currents  in  the  rotor 
or  the  amount  of  the  inducing  flux  produced  by  the  stator 
windings.     Thus,  the  synchronous  motor  will  have  a  higher 
starting  torque  if  its  pole-faces  are  of  solid  iron  than  if  they 
are  of  laminated  iron  (although  the  effieiency  of  the  machine 
is  thereby  reduced)  on  account  of  the  increased  amount  of 
eddy  currents  in  the  pole-faces.     Thus,  also,  the  starting 
torque  is  much  increased  by  the  "squirrel-cage"  made  of 
copper  bars,  which  is  often  inserted  in  slots  prepared  for  the 
purpose  in  the  pole-faces,  as  illustrated  in  Fig.  240,  because 
the  conductivity  of  the  copper  paths  thus  provided  for  the 
eddy  currents  is  much 
greater  than  the  con- 
ductivity of  the  iron 
paths  in  the  pole-faces 
which  these  currents 
would    otherwise    be 
compelled    to   follow. 
It  will   be   explained 
that  the  original  pur- 
pose   of  this    copper 
squirrel-cage    on    the 
rotor  of  synchronous 
generators    and    syn- 
chronous motors  is  to    ^'°-  2«     F'-^'d  with  squirrel-cage  winding 

J  iu      .     J  for  75  kv-a.  and  larger  belted  altematora. 

reduce   the   tendency      „Mn,l,o,^  BklHc  ond  MJ,.  Co. 
of  such  machines  to 

"hunt"  or  oscillate;   but  it  serves  also  very  usefully  to  in- 
crease the  induction-motor  torque  for  starting. 

93.  Construction  of  the  Polyphase  Inductioa  Motor. 
The  fundamental  structural  members  of  the  induction  motor 
are  the  stator  and  the  rotor.  The  stator  is  the  stationary 
frame,  made  of  steel  laminations  so  punched  and  bolted 
together  as  to  form  a  hollow  cylinder,  the  inside  of  which  is 
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accurately  formed  anti  is  grooved  axially  with  slots  into  which 
an  insulated  winding  is  laid.  This  winding  does  not  differ 
in  any  essential  respect  from  those  employed  for  alternating- 
current  generators,  which  are  explained  in  detail  in  Chapter 
IX  of  the  "  First  Course, "  Quite  commonly  it  is  of  the  two- 
layer  type  with  diamond-shaped  formed  coils  as  in  Fig.  241, 
which  is  a  copy  of  Fig.  353,  First  Course.     In  the  case 


Fig.  241,     Frame  and  annattiri?  wiixlin^  (or  an  altcmatinB-current 

generator  or  motor.     Wentinghoime  Electric  and  Mfg.  Co. 

which  we  are  at  present  considering,  it  is  arranged  or  con- 
nected for  two  or  three  phases,  and  is  connected  to  a  poly- 
phase power  supply  having  a  similar  number  of  phases  and 
an  e.m.f.  of  such  value  that  an  equal  counter  e.ra.f.  can  be 
induced  in  the  stator  winding  with  a  flux  density  in  the 
stator  core  not  large  enough  to  cause  excessive  iron  losses 
and  heating.  Fij;-  241  is  really  the  stationary  armature  of 
a  revolving-field  a-o.  generator,  but  it  is  exactly  like  the  stator 
of  a  majority  of  induction  motors. 

The  rotor  is  the  rotating  member  of  the  motor.     It  also 
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is  made  up  of  laminations  bolted  together,  punched  in  such 
manner  as  to  form  grooves  in  which  the  rotor  winding  is 
placed.^  .  The  outside  cylindrical  surface  of  the  rotor  is 
abcurately  formed  to  a  diameter  that  is  only  enough  less 
than  that  of  the  stator  in  which  it  revolves  to  give  a  safe 
mechanical  clearance.  The  radial  depth  of  the  air  gap 
between  rotor  and  stator  is  commonly  between  0.02  and  0.08 
inch;  larger  values  cause  the  power-factor  of  the  motor  to 
be  low,  and  smaller  values  make  it  difficult  to  adjust  and 
maintain  the  rotor  in  proper  mechanical  and  magnetic 
relation  to  the  stator. 

Induction  motors  are  classified  as  "squirrel-cage"  or  as 
"wound-rotor"  motors,  according  to  the  method  of  placing 
in  the  rotor  slots  the  copper  circuits  in  which  the  stator 
magnetism  induces  the  currents  that  react  to  produce  the 
torque  of  the  motor.  In  Fig.  242  we  see  a  fully  wound 
stator  resting  on  its  base-plate,  and  surrounded  by  an  end- 
shield  (or  bearing)  and  three  different  rotors,  K,  L,  M ,  any 
one  of  which  may  be  used  with  this  stator.  iiT  is  a  squirrel- 
cage  winding  consisting  of  lightly-insulated  copper  bars 
which  have  been  pushed  through  the  rotor  slots  and  then 
welded,  riveted,  or  soldered  at  each  end  to  a  ring  of  copper 
or  bronze  which  connects  them  all  together  electrically. 
This  squirrel-cage  rotor  does  not  differ  essentially  from  the 
rotor  shown  in  Fig.  240,  except  that  the  latter  has  salient 
or  definite  poles  with  coils  carrying  direct  current,  which 
are  not  necessary  in  the  induction  motor.  The  slots  of  rotors 
L  and  M  in  Fig.  242  are  filled  with  a  well-insulated  winding 
very  similar  to  that  which  occupies  the  stator  slots.  The 
total  resistance  of  each  rotor  circuit  of  M  and  L  may  be  ad- 
justed by  inserting  suitable  rheostats  between  the  terminals 
of  the  rotor  windings;  the  effect  is  (as  will  be  shown)  to  en- 
able us  to  control  the  speed  of  the  motor,  to  improve  the 
power-factor,  and  to  adjust  the  starting  torque  to  any  value 
that  may  be  desired,  thereby  making  the  motor  much  more 
flexible  than  when  a  squirrel-cage  rotor  is  used.    The  ad- 
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justable  resistances  may  be  mounted  within  the  rotor  and 
controlled  by  means  of  a  shding  collar  on  the  shaft  aa  in  L, 
or  they  may  be  removed  entirely  from  the  motor  and  con- 
nected to  the  rotor  windings  through  collecting-rings  as  in 
M  (Fig.  242). 


r 


r 


Fig.  242.  Rotor  K  is  a  squirrel-cage  type  of  rotor  for  an  induction  motor; 
Lisa  wound  rotor  with  extra  resistances  mounted  within,  and  3/  is  a 
wound  rotor  to  be  connected  with  extra  rcsiatances  through  the  ool> 
lecting  rings.     Gerural  Electric  Co. 

94.  Physical  Theory  of  the  loductioa  Motor.  When 
poljTihase  currents  are  caused  to  flow  properly  in  the  poly- 
phase windings  of  the  stator,  magnetic  polar  regions  are 
produced  on  the  cylindrical  surface,  which  move  progressively 
around  the  axis  —  in  other  words,  the  flux  rotates  around 
the  shaft  of  the  rotor.  When  the  rotor  is  standing  still, 
this  moving  flux  induces  e.m.f.'s  and  currents  lengthwise 
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of  the  rotor  from  the  points  where  the  flux  is  most  dense 
toward  the  points  where  the  flux  is  less  dense  or  is  of  opposite 
sense.  The  rotating  flux  exerts  a  mechanical  force  upon  the 
conductors  which  carry  these  currents,  tending  to  turn  the 
rotor.  In  accordance  with  Lenz's  Law,  the  direction  of 
induced  e.m.f .  and  current  is  such  as  to  move  the  rotor  in  a 
direction  which  will  reduce  or  limit  the  induced  e.m.f.  and 
the  current;  in  other  words,  the  torque  produced  tends  to 
turn  the  rotor  in  the  same  direction  that  the  flux  is  moving. 

If  the  resisting  torque  is  not  too  great,  the  rotor  begins  to 
turn  and  is  gradually  accelerated.  As  its  actual  speed  in- 
creases, its  relative  speed  with  respect  to  the  revolving  flux 
decreases,  hence  the  induced  e.m.f.,  rotor  current  and  torque 
also  decrease.  When  the  rotor  speed  has  increased  to  such  a 
value  that  the  induced  e.m.f  .'s  and  rotor  currents  are  reduced 
to  a  value  just  suflicient  to  overcome  the  resisting  torque  due  to 
the  rotor  losses  and  to  whatever  load  may  be  upon  the  motor, 
there  is  no  longer  any  excess  torque  tending  to  accelerate  the 
motor,  and  its  speed  becomes  steady.  Therefore,  the  final 
speed  will  not  be  as  high  for  a  heavy  load  as  it  will  be  for  a 
light  load.  If  there  were  no  load  on  the  motor  and  no 
frictional  or  magnetic  losses  in  the  rotor,  the  speed  would 
become  equal  to  the  speed  of  the  revolving  flux  or  the 
"synchronous  speed"  —  that  is,  the  number  of  revolutions 
around  the  shaft  which  any  given  pole  on  the  stator  makes 
per  minute  or  per  second;  because  then  no  torque  and  no 
rotor  current  would  be  necessary,  hence  no  induced  rotor 
e.m.f.  and  no  speed  difference  between  the  stator  flux  and 
the  rotor  would  be  required. 

The  difference  between  the  actual  speed  of  the  rotor  and 
the  synchronous  speed  is  called  the  "slip,"  and  it  is  usually 
expressed  in  percentage  of  the  synchronous  speed.  Thus,  if 
a  motor  has  a  speed  of  1140  r.p.m.  at  full  load  with  a  slip  of 
5  per  cent,  the  stator  magnetism  of  this  motor  is  revolving 

at  a  speed  of  rr^ ,  or  1200  rev.  per  min.    At  zero  load,  the 
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rotor  of  this  motor  will  turn  at  very  nearly  1200  rev.  per  min., 
as  the  PR,  hysteresis  and  eddy-current  losses  in  the  rotor 
will  be  practically  zero  and  the  friction  losses  very  small. 

Suppose  that  the  e.mi .  applied  to  the  stator  of  the  motor 
mentioned  in  the  preceding  paragraph  has  a  frequency  of 
60  cycles  per  second.  The  stator  must  therefore  be  wound 
for  three  pairs  of  poles  (6  poles),  because  the  moving  stator 
poles  induce  the  counter  e.m.f.  in  each  stator  conductor 
as  well  as  the  active  e.m.f.  in  each  rotor  conductor,  and  the 
number  of  pairs  of  poles  passing  any  given  conductor  per 
second  is  the  same  as  the  frequency  of  e.m.f.  induced  in  that 
conductor  in  cycles  per  second.  Thus,  frequency  of  counter 
e.m.f .  in  stator  (equal  of  course  to  the  frequency  of  impressed 
e.m.f.)  is  equal  to  sjmchronous  speed  in  revolutions  per 

second  times  number  of  pairs  of  poles;  or,  60  =  -^^  X  3. 

The  synchronous  speed  of  the  induction  motor  is  calculated 

from  the  number  of  poles  on  the  stator  and  the  frequency 

of  impressed  e.m.f .,  in  the  same  manner  as  for  a  synchronous 

motor  or  generator. 

The  production  of  torque  by  means  of  induced  currents  in 

the  rotor  is  illustrated  by  Kg.  243.    We  consider  here  a 

4-pole  motor,  which  will  have  a  synchronous  speed  of 

60  (cycles  per  second)  „^ 

Tj-T — = ^-=^ r^7= rzri — a — \  =  30  rev.  per  sec. 

2  (cycles  per  revolution  of  stator  flux) 

=  1800  rev.  per  min. 
The  four  polar  regions  on  the  stator  move  progressively 
clockwise,  let  us  say,  at  an  angular  speed  of  30  rev.  per  sec. 
The  rotor  turns  also  clockwise,  but  at  some  lower  speed,  say 
1620  r.p.m.,  or  27  r.p.s.  (10  per  cent  slip).  That  is,  the  stator 
poles  move  with  respect  to  the  rotor  conductors  at  a  speed 
of  only  3  rev.  per  sec.  (slip  speed),  and  in  a  clockwise  direc- 
tion. To  analyze  the  action,  we  may  consider  either  that 
the  rotor  is  held  stationary  while  the  stator  poles  turn  clock- 
wise at  a  speed  of  3  r.p.s.,  or  that  the  stator  poles  remain 
stationary  while  the  rotor  turns  counter-clockwise  at  a  speed 
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of  3  r.p.s.    In  Fig.  243  it  is  asBumed  that  the  stator  poles 
turn  clockwise. 

At  any  instant,  the  rotor  conductor  situated  under  the 
middle  of  the  polar  regions  of  the  stator,  or  at  the  points 
where  the  stator  flux  is  most  dense,  will  have  the  largest 


FiQ.  243.  The  rotor  conductors  are  here  assumed  to  have  resistance 
but  no  inductance.  The  dot  Q  represents  the  induced  current  as 
flowing  toward  the  observer,  the  ®  as  flowing  away  from  him. 

value  of  e.m.f.  induced,  and  the  rotor  conductors  midway 
between  stator  poles  will  have  no  e.m.f.  induced  in  them. 
As  usual,  an  e.m.f.  in  direction  toward  the  reader  is  repre- 
sented by  a  dot  O,  and  an  e.m.f.  away  from  the  reader  is 
represented  by  a  cross  ©.  Now,  Fig.  243  is  drawn  on  the 
supposition  that  the  electrical  circuits  of  the  rotor  are  non- 
inductive,  —  that  they  ofifer  resistance  but  have  zero  in- 
ductive reactance.  Then,  at  any  instant,  the  conductors 
which  have  the  greatest  induced  e.m.f.  have  also  the  greatest 
current  flowing  through  them,  and  this  current  flows  in  the 
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direction  of  the  induced  e.m.f.  The  relative  magnitudes  of 
these  currents  in  the  various  rotor  conductors  is  indicated 
roughly  by  the  relative  size  of  the  direction-symbols  in  the 
small  circles  which  represent  cross-sections  of  rotor  con- 
ductors in  Fig.  243.  It  is  easily  seen  that  the  effect  of  these 
rotor  currents  is  to  produce  a  set  of  poles  A^/,  &',  Nt\  Sr" 
on  the  surface  of  the  rotor  midway  between  the  stater  poles 
AT/,  S/,  iV/',  &".  As  the  rotor  pole  JV/  is  pushed  by  the 
stator  pole  NJ  and  pulled  by  the  stator  pole  &',  it  is  evident 
how  the  torque  of  the  motor  is  produced.  As  the  stator 
poles  move,  the  e.m.f.'s  and  currents  which  are  induced  in 
the  rotor  also  progress,  and  the  rotor  poles  therefore  move  in 
exact  synchronism  with  the  stator  poles  and  maintain  the 
same  position  with  relation  to  them,  regardless  of  how  the 
rotor  circuits  may  be  wound  or  connected  together. 

Fig.  244  is  drawn  to  show  what  effect  would  be  produced 
if  the  rotor  conductors  were  to  have  zero  resistance  but  con- 
siderable inductive  reactance.  In  this  case,  the  maximum 
current  would  not  be  attained  in  any  rotor  conductor  until 
\  period  after  the  e.m.f .  in  that  conductor  had  passed  through 
its  maximum  value  in  the  same  direction,  or  until  the  pole 
which  would  induce  an  e.m.f.  in  that  direction  has  reached  a 
point  one-half  pole-pitch  beyond  the  rotor  conductor  in 
question.  This  results  in  a  distribution  of  currents  such  as  is 
shown  in  Fig.  244  for  a  particular  instant;  in  effect,  there  is 
a  sheet  of  current  where  the  conductors  lie  on  the  surface 
of  the  rotor,  and  this  sheet  travels  in  time-synchronism  with 
the  stator  poles  and  in  fixed  space-relation  to  them.  The 
current-density  is  not  uniform  at  all  points  in  the  current- 
sheet,  but  the  whole  effect  (when  Xr  is  large  compared  to  Rr)  is 
to  form  a  set  of  rotor  poles  {Nr'j  S/,  N/',  S/')  directly  beneath 
the  corresponding  stator  poles  iV^,',  S/,  N,",  S/'.  It  is  plain 
that  with  such  relative  position  of  rotor  and  stator  poles 
no  torque  can  be  produced,  all  the  magnetic  forces  being 
either  exerted  radially  or  balanced  tangentially. 

From  the  foregoing  discussion  we  learn  one  reason  why 
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the  torque  of  an  induction  motor  is  often  weaker  at  the  mo- 
ment of  starting  than  it  is  after  the  rotor  has  attained  some 
speed.  At  standstill,  the  frequency  of  the  rotor  currents 
has  a  maximum  value,  in  fact  equal  to  the  frequency  of 


Fig.  244.  The  rotor  conductors  are  here  assumed  to  have  reactance 
but  no  resistance.  Note  that  the  poles  on  the  rotor  are  directly 
opposite  similar  poles  on  the  stator. 

stator  currents;  and  when  the  usual  amount  of  inductance 
is  associated  with  each  rotor  conductor  or  circuit,  this  rep- 
resents a  relatively  large  value  of  reactance  in  the  rotor. 
Although  the  induced  e.m.f.'s  in  the  rotor  are  relatively  large 
on  account  of  the  large  value  of  slip,  the  torque  may  be  rela- 
tively weak  at  starting  because  of  the  unfavorable  position 
of  rotor  poles,  i.e.,  of  rotor  current-sheet  with  respect  to  the 
stator  poles.  When  the  rotor  turns  near  synchronous  speed 
(as  it  ordinarily  does  at  full  load  or  less),  the  frequency  of 
rotor  e.m.f.  is  small  and  the  inductive  reactance  of  the  rotor 
is  small  for  the  same  inductance,  hence  each  ampere  of  rotor 
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current  will  contribute  much  more  torque  than  at  standstill, 
because  of  the  more  favorable  position  of  rotor  poles  relative 
to  stator  poles  as  illustrated  by  Fig.  243  and  244. 

Prob.  1-7.  What  is  the  synchronous  speed,  or  angular  velocity 
of  the  rotating  flux  in  rev.  per  min.,  for  an  induction  motor  stator 
wound  for  8  poles  and  connected  to  (a)  a  60-cycle  circuit,  (6)  a 
25-cycle  circuit? 

Prob.  2-7.  If  the  zero-load  speed  of  an  induction  motor  is  718 
r.p.m.,  when  connected  to  60-cycle  mains,  what  must  be  the  num- 
ber of  poles  for  which  its  stator  is  wound? 

Prob.  8-7.  The  actual  rotor  speed  at  full  load  for  the  motor 
in  Prob.  2  is  698  r.p.m.  What  is  the  per  cent  slip  at  (a)  zero  load, 
(6)  full  load? 

Prob.  4-7.  A  certain  induction  motor  driven  from  60-cycle 
mains  has  a  full-load  speed  of  860  r.p.m.  and  a  zero-load  speed  of 
896  r.p.m.  Calculate:  (a)  For  how  many  poles  the  stator  must 
be  wound,  (6)  the  synchronous  speed,  (c)  the  per  cent  slip  at  full 
load,  (d)  the  per  cent  speed  regulation  of  motor,  (e)  the  per  cent 
sHp  at  zero  load. 

Prob.  6-7.  When  the  motor  of  Prob.  1  is  at  standstill,  what  is 
the  frequency  of  e.m.f.  induced  in  each  conductor  on  the  rotor? 

Prob.  6-7.  When  the  motor  of  Prob.  4  is  running  at  zero  load, 
what  is  the  frequency  of  e.m.f  induced  in  each  conductor  on  the 
rotor? 

Prob.  7-7.  If  the  rotor  of  the  motor  in  Prob.  4  is  wound  with 
the  same  number  of  coils  as  the  stator,  these  coils  having  also  the 
same  number  of  turns  and  the  same  relative  positions  (in  other 
words,  if  the  rotor  winding  is  a  duplicate  of  the  stator  winding) 
and  if  the  voltage  per  phase  of  the  stator  winding  is  134  while  the 
frequency  is  60  cycles  per  second,  calculate  the  voltage  per  phase 
induced  in  the  rotor  windings,  (a)  with  rotor  at  standstill,  (6)  with 
motor  running  at  zero  load. 

Note.  In  this  problem  assume  that  all  flux  produced  by  the 
stator  windings  links  also  with  the  rotor  windings  —  i.e.,  there  is 
no  magnetic  leakage.  This  is  a  theoretically  perfect  condition 
which  cannot  be  realized  practically  particularly  on  account  of  the 
air  ghp  between  rotor  and  stator.  See  Art.  41  and  64  on  the 
transTormer. 

Prob.  8-7.  What  would  be  the  answers  to  the  questions  of 
Prob.  7  on  the  assumption  that  10  per  cent  of  the  total  flux  which 
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links  with  the  stator  winding  leaks  through  the  air  gap  from  one 
stator  pole  to  another  without  linking  the  rotor  winding? 

Prob.  9-7.  If  the  electrical  circuit  is  opened  in  each  phase  of 
the  rotor  winding  in  Prob.  4  when  the  motor  is  carrying  full-load 
torque,  what  will  the  speed  become?  (6)  Approximately  what  will 
be  the  starting  torque  of  the  motor  under  this  condition? 

Prob.  10-7.  When  the  electrical  circuit  is  complete  \a  each  phase 
of  the  rotor  in  Prob.  4,  at  what  angle  (mechanical-  or  space-degrees) 
from  the  stator  poles  would  the  corresponding  rotor  poles  tend  to 
be  formed,  under  the  following  conditions: 

(a)  Ohms  reactance  (xs)  of  each  rotor  circuit  equal  to  the  ohms 
resistance  (r2)  of  the  same  circuit; 

Xt      4 

(c)  —  s  -?    Illustrate  by  dii^rams  similar  to  Fig.  243  and  244. 
ft      4 

Prob.  11-7.  What  would  be  the  answers  to  the  questions  of 
Prob.  7  if  the  number  of  turns  per  rotor  coU  is  only  25  per  cent  of 
the  number  of  turns  per  stator  coil,  the  two  windings  being  in  all 
other  respects  exactly  alike? 

Prob.  12-7.  What  would  be  the  answers  to  the  questions  of 
Prob.  8  on  the  additional  assumption  stated  in  Prob.  11? 

Prob.  lS-7.  If  the  circuit  of  each  phase  of  the  rotor  winding  in 
the  motor  of  Prob.  4  be  opened  and  the  rotor  is  coupled  to  an  ex- 
ternal source  of  mechanical  power  which  drives  it  at  synchronous 
speed  but  in  a  direction  opposite  to  that  of  the  rotating  field,  what 
will  be  the  frequency  of  the  e.m*f .'s  induced  between  terminals  of 
each  phase  of  the  rotor  winding? 

Prob.  14-7.  What  will  be  the  voltage  between  terminals  of 
each  rotor  phase  in  Prob.  13,  under  the  specifications  stated  in 
Prob.  7  for  windings  and  flux? 

Prob.  15-7.  If  the  circuit  of  each  phase  of  the  rotor  winding 
in  the  motor  of  Prob.  4  be  opened  and  the  rotor  is  coupled  to  an 
external  source  of  mechanical  power  which  drives  it  at  a  speed  of 
1200  r.p.m.  in  the  same  direction  that  the  stator  flux  is  moving, 
what  will  be  the  frequency  of  the  e.m.f  .'s  induced  between  terminals 
of  each  phase  of  the  rotor  winding? 

Prob.  16-7.  What  will  be  the  voltage  between  terminals  of  each 
rotor  phase  in  Prob.  15,  under  the  specifications  stated  in  Prob.  7 
for  windings  and  flux? 
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Prob.  17-7.  If  the  circuit  of  each  phase  of  the  rotor  winding 
in  the  motor  of  Prob.  4  be  opened  and  the  rotor  is  coupled  to  some 
external  mechanical  power,  at  what  speeds  may  it  be  driven  in 
order  that  the  frequency  of  the  e.m.f.'s  induced  between  the  ter- 
minals of  each  phase  of  the  rotor  winding  shall  be  25  cycles  when  the 
frequency  of  polyphase  e.m.f  .'s  impressed  upon  the  stator  windings 
is  60  cycles? 

Prob.  18-7.  What  will  be  the  voltage  between  terminals  of  each 
rotor  pha£ie  in  Prob.  17,  under  the  specifications  stated  in  Prob.  7 
for  winding?  and  flux?  (Note  that  the  induction  motor  in  Problems 
13  to  18  acts  as  a  frequency-changer.) 

Piob.  19-7.  (a)  If  the  rotor  of  the  motor  in  Prob.  4  is  wound 
exactly  like  the  stator,  and  turns  in  the  direction  of  the  torque 
produced  by  stator  flux,  and  at  one-half  of  synchronous  speed, 
what  wiU  be  the  frequency  of  e.m.f  .'s  induced  in  the  rotor? 

(6)  If  the  terminals  of  the  rotor  windings  in  this  motor  be  con- 
nected to  the  stator  terminals  of  an  exactly  similar  motor,  at  what 
speed  will  the  rotor  of  the  second  motor  tend  to  rotate? 

(c)  If  the  motor  of  part  (6)  be  aUgned  with  the  motor  of  part  (a) 
in  such  manner  that  they  tend  to  rotate  in  the  same  direction,  and 
the  two  be  coupled  together  mechanically  in  this  position,  at  what 
speed  should  the  shafts  rotate  when  polyphase  e.m.f .'s  of  60  cycles 
frequency  are  impressed  on  the  stator  of  No.  1  while  the  rotor 
terminals  of  No.  2  are  short-circuited  together? 

96.  The  Rotating  Magnetic  Field.  The  production  of 
torque  in  the  induction  motor  depends  primarily  upon  a 
movement  of  the  flux  or  polar  regions  on  the  stator,  around 
the  axis  of  the  rotor.  This  fact  is  so  important,  and  so 
diflScult  sometimes  to  follow,  that  we  should  pause  to  study 
it  carefully  and  in  detail.  Fig.  245  represents  the  stator 
of  a  two-phase  two-pole  induction  motor.  When  a  current 
flows  positively  through  phase  A  (that  is,  let  us  assume, 
from  A  toward  A'  through  the  rear  end-connection),  while 
no  current  flows  in  phase  B,  a  compass  needle  R  pivoted  at 
the  axis  of  the  stator  would  point  its  north  end  upward,  as 
shown  by  the  full  arrow  a.  When  current  flows  positively 
(from  B  toward  B'  through  the  rear  end-connection)  in  phase 
B  while  no  current  flows  in  phase  A,  the  north  pole  oi 
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the  compass  R  would  point  to  the  right,  as  shown  by  the 
dotted  arrow  b. 

Now  connect  coils  A  and  fi  to  a  two-phase  source  of  power, 
so  that  a  current  flows  in  each  of  them,  these  two  eurrenta 


Fia.245.  ThesUtorofatwg-phasebductionmotor.  A poaitiTe current 
in  ph&se  A  causee  the  magnetic  needle  n  to  point  up.  A  positive  cur- 
rent in  phftse  B  causes  a  magnetic  needle  n  to  point  to  the  ri^t. 


Fia.  246.  The  curve*  ehow  the  values  and^direetionfl  of  the  component 
Btator  fields  o(  motor  in  Fig.  246  at  the  various  instants  during  one 
and  one-half  cycles.  Note  that  the  field  due  to  phase  A  leads  the  field 
due  to  phaae  B  by  90*. 

being  equal  in  value  (on  account  of  the  symmetry  of  the 
circuits)  and  having  90  electrical  d^rees  phase  difference. 
Let  us  find  the  relative  strength  of  the  resultant  magnetic 
field  due  to  the  stator  windings  at  successive  instants  of 
time  t  period  apart,  and  its  direction  as  indicated  by  the 
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compass  needle  R.  The  chosen  instants  are  represented  by 
ti,  ti,  tz,  etc.,  in  Fig.  246,  and  the  method  of  finding  the 
corresponding  direction  and  magnitude  of  the  resultant  field 
R  is  indicated  correspondingly  at  ti,  h,  h,  etc.,  in  Fig.  247. 
At  tiy  the  current  in  phase  A  has  its  maximniri  positive  value 
and  the  current  in  phase  B  is  zero,  consequently  the  resultant 
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Fig.  247.  Vector  diagrams  showing  the  amount  and  direction  of  the 
stator  field  of  the  motor  in  Fig.  245,  at  the  instants  marked  ^i,  ^  .  .  . 
in  Fig.  246.  '  ^ 

field  R  is  exactly  the  same  as  the  field  due  to  phase  A  alone. 
Thus  if  <fhi  represent  the  maximum  strength  of  field,  or 
amount  of  fiux,  due  to  maximum  current  in  either  phase 
alone,  R  is  equal  to  ^  and  is  directed  vertically  upward  at 
the  instant  ti.  At  (s,  i  period  later,  the  field  due  to  phase  A 
has  reduced  to  the  value  a  =  ^  cos  45^  =  0.707  <^r,  although 
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it  is  still  in  the  positive  or  upward  direction;  at  the  same 
instant  (as  may  be  seen  from  Fig.  246),  the  field  due  to  phase 
B  has  increased  from  zero  to  the  value  fc  =  0^  sin  45°  = 
0.707  ^m,  and  its  direction  is  positive  or  toward  the  right. 
The  r^ultant  of  these  components  taken  together  is 
/J  =  V2  X  0.707  <fti.  =  <^,  as  shown  at  fe  in  Fig.  247. 

In  similar  fashion  we  follow  the  resultant  field  during  one 
complete  cycle  from  h  to  fo,  and  we  find  that  any  given  mag- 
netic polar  region  on  the  stator  will  travel  over  the  distance 
occupied  by  two  polar  regions  of  the  stator  winding.  That 
is,  in  the  case  under  consideration  in  Fig.  245,  246  and  247, 
although  there  are  always  two  magnetic  polar  regions  on  the 
surface  of  the  stator  (diametrically  opposite,  it  being  a  two- 
pole  winding),  both  of  these  poles  will  sweep  around  the 
axis  while  keeping  a  fixed  relation  to  each  other,  making 
one  complete  revolution  in  the  stator  for  each  cycle  of  e.m.f. 
impressed  on  the  stator  windings,  which  means  60  rev.  per 
sec.  if  the  frequency  is  60  cycles.  By  a  similar  analysis,  it 
could  be  shown  that  if  the  stator  were  wound  for  4  poles 
instead  of  2,  the  time  of  two  cycles  of  impressed  e.m.f.  would 
be  required  for  each  of  the  four  poles  to  move  completely 

around  the  stator,  or  the  sjoichronous  speed  of  the  stator 

fin 
magnetism  would  be  -rt-  =  30  rev.  per  sec.  corresponding  to 

a  frequency  of  60  cycles  per  sec.    Each  magnetic  pole  on  a 

25 

stator  wound  for  6  poles  would  make  -q"  =  8^  revolutions  of 

the  stator  per  second  or  500  r.p.m.,  when  the  motor  is  con- 
nected to  a  25-cycle  circuit. 

When  the  stator  is  wound  for  three  phases  (and  2  poles) 
the  analysis  of  magnetic  relations  is  as  shown  in  Fig.  248, 
249  and  250.  When  current  flows  in  phase  A  only,  in  posi- 
tive direction  (A  toward  A'  in  the  rear  end-connection),  the 
flux  is  in  direction  indicated  by  Oa  in  Fig.  248;  similarly, 
positive  direction  of  current  in  phases  B  and  C  produce  flux 
in  the  direction  Ob  and  Oc  respectively.    At  the  instant  ix^ 
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we  see  from  Kg.  249  that  phases  4,  B  and  C  produce  fluxes 
respectively  as  follows  (the  currents  or  component  fluxes  Ay 
B,  C  of  Kg.  249  being  120°  apart)  : 

a  =  0m  (in  positive  direc- 
tion, as  indicated 
by  Oa  in  Kg. 
248). 

6  =  ^  sin  30°  =  0.5  0» 
(in  negative  direc- 
tion, or  opposite 
to  06  in  Kg.  248). 

c  =  ^  sin  30°  =  0.5  *« 
(in  negative  direc- 
tion, or  opposite 
to  Oc  in  Kg.  248). 

In  Kg.  250  (^i),  these 
three  component  fluxes 
a,  bj  c  are  combined  in 
A  proper  relative  values 
and  directions,  produc- 
ing the  resultant  total 
flux  A  —  1.5  <t>m,  where 
^  is  the  flux  that  would 
be  produced  by  the  maxi- 
mum instantaneous  value 
of  current  in  any  one 
phase  alone. 
At  the  instant  ^,  ^ 

Fig.  249.  Sine  curves  showing  the  direo-  period  or  30  electrical 
lion  and  value  of  the  fluxes  produced  at  degrees  later,  the  a  com- 
every  instant  by  the  three-phase  anna-  pongnt  has  decreased  to 


Fig.  248.  Diagram  of  the  stator  wind- 
ings of  a  three-phase  two-pole  motor. 
The  arrows  show  the  direction  of  the 
flux  due  to  positive  currents  in  the 
phase  windings. 


ture  windings  of  Fig.  248. 


the  value  ^m  cos  30^  or 


0.87^,  but  is  still  in  its  positive  direction  (along  Oa  in 
Kg.  248);  the  b  component  has  reduced  to  aero;  the  c 
component  has  increased  in  value  to  ^  sin  60^  or  0.87  ^ 


ASYNCHRONOUS  MOTORS 


445 


and  is  still  negative,  or  in  direction  opposite  to'Oc  in  Fig.  248. 
The  resultant  total  magnetic  field  at  this  instant  is  shown 
as  A  in  Fig.  250  (^2),  and  is  seen  to  have  moved  30°  from 
its  previous  position  in  Fig.  250  ((1)  j\  period  earlier,  although 
it  has  exactly  the  same  numerical  strength,  namely,  1.5  4>m' 


Fia.  250.  Vector  diagrams  showing  how  the  fluxes  produced  by  the 
three-phase  winding  of  the  motor  in  Fig.  248  combine  so  as  to  pro- 
duce always  the  same  resultant  field  of  1.5  <^,  This  flux,  however,  is 
rotating. 

Between  the  instants  ti  and  U  the  elapsed  time  is  |  period, 
and  we  see  from  Fig.  250  that  meanwhile  the  position  of  the 
resultant  flux  R  has  progressed  steadily  at  uniform  angular 
velocity  through  90  mechanical  degrees,  maintaining  mean- 
while a  constant  strength  represented  by  1.5  0m*  Continu- 
ing the  analysis  further  along  the  same  lines,  we  might  show 
that  for  each  cycle  of  impressed  e.m.f.  or  stator  current, 
every  magnetic  pole  of  the  stator  flux  moves  progressively 
over  the  space  occupied  by  two  adjacent  polar  regions  of 
the  stator  winding.  Thus,  just  as  in  the  case  of  the  two- 
phase  motor,  the  S3nichronous  speed  of  the  rotating  flux 
is  V  or  30  rev.  per  sec.  in  a  60-cycle  motor  having  4  poles 
(2  pairs),  and  ^  or  8i  r.p.s.  in  a  25-cycle  motor  having  6 
poles  (3  pairs). 

Prob.  20-7.    The  three-phase  stator  of  Fig.  248  is  connected  in 
star  to  a  three-phase  supply  line.    The  line  wire  connected  to 
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phase  B  breaks.    Explain,  by  aid  of  a  sketch,  what  happens  to  both 
the  position  and  the  value  of  the  resultant  flux  R. 

Prob.  21-7.  The  stator  coils  A  and  B  of  the  two-phase  motor 
of  Fig.  245  are  connected  to  two  phases  (e.m.f.'s  of  equal  value  but 
120  electrical  degrees  phase  difference)  of  a  three-phase  supply  line. 
Draw  vectors  OR  as  in  Fig.  250  to  represent  the  direction  and 
value  of  the  resultant  flux  at  successive  instants  of  time  iV  period 
apart,  beginning  when  the  current  in  phase  A  has  its  mftyjtmiTn  posi- 
tive value. 

Prob.  22-7.  The  stator  coils  A  and  B  of  the  three-phase  motor 
of  Fig.  248  are  connected  to  a  two-phase  line  (e.m.f  .'s  of  equal  value 
but  90  electrical  degrees  phase  difference).  Draw  vectors  OR  as 
in  Fig.  247  to  represent  the  direction  and  value  of  the  resultant 
flux  at  successive  instants  of  time  i  period  apart,  beginning  when 
the  current  in  phase  A  has  its  maximum  positive  value. 

Prob.  2S-7.  For  convenience  in  mathematical  analysis,  a  mag- 
netic field  which  has  fixed  direction  but  strength  varying  harmon- 
ically with  respect  to  time  (that  is,  a  single-phase  field)  is  sometimes 
considered  to  be  composed  of  two  fields  which  are  of  equal  and 
constant  strength,  and  are  rotating  at  uniform  and  equal  angular 
velocity  but  in  opposite  directions.  Demonstrate  whether  this 
assumption  is  justified  or  not. 

Prob.  24-7.  The  stator  of  a  given  induction  motor  is  wound 
for  and  energized  by  two-phase  e.m.f.'s,  while  the  rotor  is  wound 
three-phase  and  is  connected  in  star.  If  the  windings  are  similar 
and  the  number  of  slots  per  phase  per  pole  and  of  turns  per  coil 
are  the  same  for  rotor  and  stator,  what  will  be  the  ratio  of  induced 
stator  voltage  to  induced  rotor  voltage: 

(a)  Between  terminals  of  each  phase; 

(6)  Between  terminals  of  star  in  rotor?  Assume  that  all  flux 
links  completely  with  both  stator  and  rotor. 

Prob.  26-7.  What  effect  would  be  produced  upon  the  stator 
magnetism  by 

(a)  Reversing  the  connections  of  phase  A  only,  in  Fig.  245; 
(6)  Interchanging  the  connections  of  two  line  wires  to  the  stator 
in  Y\g,  248  (assuming  it  to  be  star-connected)? 

96.  Starting  Characteristics  of  the  Polyphase  Induction 
Motor.  The  facts  and  relations  which  interest  us  partic- 
ularly about  the  starting  of  an  induction  motor  are: 
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(a)  The  maximum  amount  of  torque  which  can  be  de- 
veloped to  start  the  motor,  and  the^  methods  for  controlling 
this  torque. 

(b)  The  current  required  to  start  the  motor  against  any 
given  resisting  torque. 

(c)  The  power-factor  of  the  starting  current. 

There  is  the  greatest  difference  between  a  squirrel-cage 
motor  and  a  wound-rotor  motor  in  respect  to  these  important 
factors,  consequently  we  shall  discuss  first  the  squirrel-cage 
motor,  and  later  indicate  where  the  wound-rotor  motor  differs. 

At  the  moment  of  starting,  a  squirrel-cage  motor  is  exactly 
like  a  transformer  which  has  a  short-circuited  secondary 
and  an  air-gap  in  the  magnetic  circuit  between  primary 
(stator)  and  secondary  (rotor).  The  secondary  is  stationary, 
and  the  rotating  flux  has  the  same  angular  velocity  with 
respect  to  both  rotor  and  stator.  The  secondary  current 
per  circuit  is  equal  to  the  secondary  induced  e.m.f.  per  cir- 
cuit divided  by  the  secondary  impedance  per  circuit.  This 
impedance  depends  upon  the  values  of  resistance  and  re- 
actance. The  resistance  is  a  fixed  quantity  in  this  type  of 
motor  and  is  made  low  in  order  that  the  efficiency  may  be 
high;  the  reactance  depends  directly  upon  the  rotor  in- 
ductance per  circuit  and  upon  the  frequency  of  the  rotor 
currents  or  e.m.f. 's  induced  in  the  rotor  conductors.  The 
rotor  inductance  is  due  to  flux  (caused  by  the  currents  in 
rotor  conductors)  which  links  with  rotor  but  not  with  stator 
conductors;  its  value  is  approximately  constant  in  a  given 
motor.  The  rotor  frequency  is  directly  proportional  to  the 
slip  and  has  a  large  value,  equal  to  stator  frequency,  when  r 

the  motor  is  at  standstill  or  is  being  started.  ^      '^  ti  J  L 

From  the  foregoing  it  is  evident  that  at  the  time  of 
starting  a  squirrel-cage  induction  motor,  the  secondary  re- 
actance (X2)  is  large  in  comparison  with  the  secondary 
resistance  (rt).  Therefore,  the  rotor  currents  will  lag  nearly 
90  electrical  d^rees  behind  the  e.m.f.  induced  in  the  rotor 
circuits.    The  conditions  are  then  as  represented  in  Fig.  244, 
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and  the  stator  flux  is  revolving  at  synchronous  speed  with 
respect  to  the  rotor.  The  rotor  poles  or  magneto-motive 
forces  are  almost  directly  opposed  to  the  stator  poles  or 
m.m.f.'s;  consequently,  a  relatively  large  part  of  the  flux 
which  links  with  the  stator  coils  and  generates  the  counter 
e.m.f.  in  them  leaks  through  the  air  gap  from  one  part  of 
the  stator  to  another  without  linking  the  rotor,  and  the 
induced  e.m.f.'s  in  the  rotor  circuits  are  less  than  directly 
proportional  to  the  slip.  This  is  equivalent  to  sa3dng  that 
the  leakage  reactance  of  the  stator,  or  primary  of  the  trans- 
former,  is  increased  by  the  presence  of  the  air  gap,  and  that 
the  reacting  e.m.f.  due  to  reactance  and  load  component 
of  stator  current  (taken  to  balance  the  ampere-turns  of  the 
secondary,  and  lagging  nearly  90°  behind  the  impressed 
e.m.f.)  is  almost  directly  opposite  in  phase  to  the  e.m.f. 
impressed  on  the  stator,  so  that  the  reduction  of  induced 
e.m.f.  thereby  is  relatively  large. 

We  may  summarize  our  analysis  as  follows,  with  particu- 
lar reference  to  the  squirrel-cage  motor: 

First.  The  starting  current  taken  from  the  line  by  the 
stator  is  large  because  additional  primary  ampere-turns  are 
required  to  balance  the  secondary  ampere-tiu-ns,  thus  main- 
taining the  flux  and  counter  e.m.f.  in  primary  as  discussed 
in  Chapter  III,  Art.  35.  The  secondary  (rotor)  current 
tends  to  be  large  because  the  slip  is  very  large,  which  in- 
duces a  relatively  large  e.m.f.  in  the  rotor  notwithstand- 
ing the  fact  that  the  magneto-motive  force  of  the  rotor  is 
in  nearly  direct  opposition  to  the  primary  m.m.f.  and  the 
amount  of  inducing  (mutual)  flux  is  thereby  reduced.  The 
rotor  current  is  limited,  however,  by  the  relatively  large 
value  of  secondary  frequency  due  to  the  100  per  cent  slip. 
The  internal  torque  developed  will  depend  directly  upon  the 
starting  current,  and  the  acceleration  of  the  motor  will 
increase  with  the  excess  of  this  torque  over  the  resisting 
torque  due  to  load.  To  start  on  full-load  torque  with  an 
average  squirrel-cage  motor  will  require  2.5  to  5  times 
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full-load  current  from  the  line.  Rather  complete  data  is 
given  in  Table  I. 

Second.  The  power-factor  of  the  starting  current  is  low. 
When  starting  against  full-load  torque,  a  squirrel-cage  motor 
will  have  a  power-factor  of  about  55  to  60  per  cent.  This 
is  because  the  ratio  of  inherent  reactance  to  resistance 
in  the  short-circuited  secondary  (rotor)  is  large.  This  in 
turn  is  due  principally  to  the  large  value  of  slip  and  of 
secondary  frequency,  and  to  the  relatively  large  values  of 
leakage  inductance  in  both  primary  and  secondary  caused 
by  the  air  gap  between  them. 

Third.  The  starting  torque  is  low  in  relation  to  the 
starting  current,  principally  because  of  the  unfavorable 
position  of  the  rotor  currents  and  poles  with  respect  to  the 
stator  poles  (see  Fig.  244).  The  maximum  torque  that  can 
be  developed  in  a  given  squirrel-cage  motor  to  start  it  from 
rest  is  limited  by  its  design  (values  of  r^  and  oci),  and  in  the 
average  motor  is  about  1.5  times  full-load  torque.  Table  I 
gives  more  complete  data. 

Prob.  2^7.  (a)  Calculate  the  actual  full-load  speed  in  r.p.m.  for 
the  20-h.p.  900-r.p.m.  motor  of  Table  I,  operating  from  a  60-cycle 
2300-volt  circuit. 

(&)  Calculate  the  current  taken  from  each  line  wire  at  full  load 
by  this  motor,  if  it  is  three-phase. 

(c)  Calculate  full-load  torque  in  poimd-feet  at  the  pulley  for  this 
motor. 

Prob.  27-7.  For  the  motor  of  Prob.  26,  calculate  the  following 
additional  items:  (a)  Actual  starting  current,  amperes  per  line 
wire  if  started  against  rated-load  torque  at  line  voltage.  (6)  Torque 
(pound-feet)  per  ampere  when  starting  imder  this  condition, 
(c)  Torque  (pound-feet)  per  ampere  at  full  load. 

Prob.  2S-7.  Answer  the  questions  of  Prob.  26,  with  relation  to 
the  20-h.p.  1200-r.p.m.  motor  of  Table  I. 

Prob.  29-7.  Answer  the  questions  of  Prob.  27,  with  relation  to 
the  motor  of  Prob.  28. 
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TABLE  II 

EfTICIENCIES  and  power-factors  of  60-CTGLE,  2-f  AND  3-PHA8B  SQUIRREL- 
CAGE  Induction  Motors  made  bt  the  Richmond  Electric  Co. 
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97.  Starting  Torque  of  Polyphase  Induction  Motors.    If 

we  alter  the  design  of  the  motor  so  as  to  change  the  ratio  of 
x%  (reactance  per  secondary  circuit  at  standstill)  to  rj  (re- 
sistance per  secondary  circuit),  while  keeping  the  total  sec- 
ondary impedance  {Vr^  +  xj)  constant,  we  find  that  the 
actual  maximum  starting  torque  will  be  attained  when  r^  =  Xt, 
It  may  be  shown,  either  mathematically  or  by  test,  that  the 
actual  value  of  this  muTimnm  torque  at  standstill  depends 
upon  factors  of  design  and  operation,  as  follows:* 

(a)  It  is  directly  proportional  to  the  square  of  the  num- 
ber of  turns  per  secondary  circuit. 

(6)  It  is  directly  proportional  to  the  square  of  the  voltage 
induced  per  turn  of  the  secondary  circuit  at  standstill. 

*  These  relations  may  be  explained  as  follows: 

(a)  Doubling  the  number  of  turns  per  secondary  circuit,  other 
things  being  equal,  would  double  the  e.m.f .  induced  in  each  secondary 
circuit.  This  would  cause  the  current  per  circuit  to  be  doubled  if  r, 
and  Xi  remain  unchanged.  With  twice  as  many  rotor  conductors, 
each  carrying  twice  as  many  amperes,  aU  acted  upon  by  the  same 
stator  fiux  as  formerly,  the  turning  efifort  will  evidently  be  doubled 
twice,  or  quadrupled. 

(6)  Doubling  the  voltage  induced  per  turn  of  secondary  circuit, 
other  things  being  equal,  would  double  the  e.m.f.  induced  in  each 
secondary  circuit.  A  doubled  e.m.f .  per  turn  indicates  that  the  amount 
of  inducing  flux  has  been  doubled.  This  doubled  flux  acts  upon  the 
doubled  current  in  each  secondary  conductor,  to  produce  a  quadrupled 
torque. 

(c)  A  doubling  of  the  angular  velocity  of  the  rotating  flux  would 
be  due  to  a  doubling  of  the  frequency  of  e.m.f  .'s  applied  to  the  stator, 
or  to  halving  the  number  of  poles.  If  we  are  keeping  the  same  induced 
volts  per  turn  of  secondary  circuit  while  doubling  the  speed  of  the 
rotating  flux,  we  must  at  the  same  time  halve  the  amount  of  the  flux. 
The  secondary  current  per  conductor  remains  constant  if  the  induced 
volts  per  turn  is  constant,  and  this  same  current  is  acted  upon  by  the 
halved  flux  to  produce  a  halved  turning  effort. 

((f)  To  produce  the  maximum  starting  torque  with  other  conditions 
as  given,  tt  has  been  made  equal  to  Xi.  If  now  we  double  the  value 
of  both  Tt  and  x«,  the  impedance  per  secondary  circuit  is  doubled  and 
the  current  per  circuit  is  halved  for  the  same  induced  e.m.f.  per  cir- 
cuit. This  halved  current  acts  upon  the  unchanged  flux  to  produce 
a  halved  torque. 


ASYNCt/RONOCS  MOTORS  453 

(c)  It  is  inversely  proportioimi  to  tlic  angular  velocity  of 
the  rotating  field. 

(d)  It  is  inversely  proportional  to  the  value  of  secondary 
resistance  per  circuit,  which  is  assuniikl  to  be  made  equal  to 
the  reactance  per  circuit. 

To  increase  the  startiiig  torque,  there- 
fore, we  have  to  make  one  or  more  of 
the  following  changes: 

(a)  Increase  the  number  of  conductors 
on  the  rotor.  This  can  be  done  when 
designing  a  new  motor,  but  is  not  prac- 
ticable for  a  motor  already  constructed. 
We  must  bear  in  mind  also,  that  the 
number  of  secondary  turns  affects  the 
value  of  secondary  inductance. 

(6)  Increase  the  voltage  applied  to  the 
stator.  This  will  increase  the  counter 
e.m.f,  in  stator,  the  flux,  and  therefore 
also  the  voltage  induced  poT  turn  of  the 
secondary.  Large  motors  would  draw 
too  much  current  from  the  line  if  starttxl 
even  at  full-load  voltage.     Thus  it  is 

necessary  to  cut  down  the  line  voltage  f„j,  2r,i,  Thiw-phose 
for  starting.  The  stator  voltage  may  be  starting  comiwnsiior 
controlledby  introducing  an  adjustable  for  induction  motors, 
resistance  between  each  stator  phase  <-quipi«Ml  with  no-volt- 
and  the  corresponding  line  wires,  keep-  ^,^i  f^^  ^^  |,^„,^^j 
ing  these  resistances  always  equal  to  aguin.-t  overload.  Tlie 
one  another  so  that  the  phases  will  re-  cylindrr  switoh  nt  thn 
main  balanceti.  This  method  involves  bottom  ix  for  making 
a  large  PR  loss  in  such  resistances  (as      ^'"^  :"''»"inK  and  the 

,  ,  -       ,       ,  V         ,        runnmg  connt-ction. 

they  carry  the  entire  load  current)  and 

a  correspondingly  low  eflUc.ency  for  the  motor. 

The  method  usually  employed  to  lower  the  voltage  applied 
to  the  stator  for  starting  and  raise  it  again  when  (he  rotor 
has  attained  its  full-load  s[)Ocd  is  by  means  of  uutotraiis- 
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formers.  Thus,  Fig.  251  representa  what  is  known  as  a 
"starting  compensator,"  auch  as  is  used  for  starting  three- 
phase  squirrel-cage  induction  motors  of  5  horse  power  and 
larger.  It  consists  essentially  of  three  autotransformers 
connected  together  in  star.  The  handle  on  the  right  oper- 
ates a  drum-switch  below,  enabling  us  to  connect  the 
motor  terminals  to  taps  on  the  autotransformers  for  starting 
the  motor  and  to  change  over  directly  to  the  hne  after  the 
motor  has  reached  its  full  speed.  The  motor  is  protected 
against  overload  by  fuses  on  the  board  just  above  the  com- 
pensator; if  desired,  these  fuses  may  be  replaced  by  circuit- 
breakers  or  by  overload  relays  which  give  warning  when 
they  stop  the  motor. 

Fig.  252  shows  the  complete  connections  for  this  same 
compensator.     When  the  switch-cylinder  is  turned  so  as  to 


Fio.  252.  Connections  of  the  three-phaee  etaiting  compoiaator  with 
no-voltage  release  shown  in  fig.  251.  The  fuses  protect  the  motor 
when  niDning,  but  not  when  starting.     General  Electric  Co. 

connect  to  the  front  finger-block,  the  outer  ends  of  the  auto- 
transformers are  connected  to  the  line  and  the  intermediate 
taps  are  connected  to  the  motor  terminals.  The  motor 
thereby  receiver  something  less  than  line  voltage,  depending 
upon  the  location  of  the  taps.  After  the  motor  has  reached 
full  speed  the  cylinder-switch  is  thrown  over  to  the  running 
side,  and  the  motor  is  thereby  connected  through  the  back 
finger-block  directly  to  the  line  (through  the  fuses)  receiving 
full  rated  voltage. 
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Notice  that  the  fuses  in  Fig.  252  are  not  in  circuit  during 
starting,   as  the   starting   current  is   usually   considerably 
larger  than  full-load  current,  and  fuses  which  would  protect 
the  motor  in  normal  operation  would  be  continually  blowing 
when  the  motor  is  starting.     The  cylinder-switch  is  often 
arranged  so  that  it  will  not  stay  in  the  starting  position  unless 
held  there  by  hand.    When  it  is  thrown  to  the  running  side, 
the  compensators  become  dis- 
connected from  the  line,  which 
avoids  the  continual  core  losses 
in  them  that  would  otherwise     3, 
occur. 

Fig.  253  is  a  simplified  dia- 
gram showing  such  arrange- 
ments as  may  be  used  in  starting 
motors  of  large  size  or  high  volt- 
age.    First  throw  in  the  switch 

iSi,    energizing    the    autotrans-  ^ 

formers.  Then  throw  switch  Sj 
downward,  connecting  the  mo- 
tor to  intermediate  taps  on  the 
compensator  C.  When  motor 
reaches  full  speed  throw  S%  up- 
ward, connecting  motor  directly  '"***  . 
to  line  through  trip  coils,  which 
latteroperatethecircuit-breaker  p,^  353  g^^^i^g  «,™pen8ator 
in  case  of  overload.  Fmally,  witheeparateBwitche8,foraUrt^ 
open  switch  Si,  disconnecting  ing  three-phaae  induction  mo- 
compensator  from  the  line.  **"  "^  l^*^  size  and  high  volt- 

Motors  smaller  than  5  horse    ^^' 
power  are  usually  started  either  by  means- of  a  star-delta 
switch  (see  First  Course,  Fig.  130  and  Prob.  139-3,  page 
152),  or  by  connecting  the  stator  directly  to  the  line  without 
any  starting  device. 

(c)  It  is  not  practicable  to  change  the  speed  of  Qie  rotating 
field  for  changing  the  starting  torque  of  the  motor,  because  the 
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line  frequency  is  not  under  the  control  of  the  operator,  and 
the  winding  and  switching  required  to  change  the  number  of 
poles  on  the  stator  are  too  complicated  and  expensive. 

(d)  The  starting  torque  would  be  raised  by  increasing  the 
rotor  resistance  r^  up  to  the  point  where  r^  becomes  equal  to 
Xi  (at  standstill).  If  r^  is  increased  further  than  this,  the 
starting  torque  decreases  again,  because  the  gain  due  to 
change  in  the  position  of  the  rotor  poles  is  not  as  great  as 
the  loss  due  to  increase  of  rotor  impedance  (which  cuts  down 
the  rotor  current).  If  copper  circuits  are  used  in  the  rotor, 
it  is  ordinarily  impracticable  to  hold  x^  (at  standstill)  down 
to  the  same  value  as  rj.  But  Vi  may  be  increased  so  as  to 
be  more  nearly  equal  to  Xi,  by  using  alloyed  metals  for  the 
rotor  bars  and  connections  (end-rings),  which  have  higher 
resistance  than  copper.  Although  this  does  increase  the 
starting  torque,  it  also  lowers  the  efficiency  of  the  motor 
and  causes  it  to  have  a  poor  speed  regulation,  as  we  shall  see 
later. 

If  we  use  a  wound-rotor  in  our  induction  motor,  it  is  easy 
to  bring  out  the  terminals  of  the  rotor  circuits  through  col- 
lecting-rings to  external  adjustable  resistances  as  already 
mentioned  in  relation  to  Fig.  242.  Adjusting  r2  thus  by 
external  means,  we  can  develop  in  the  wound-rotor  motor 
at  starting,  a  torque  as  large  as  the  motor  can  develop  when 
running  at  full  voltage,  which  it  is  not  practicable  to  do  in 
a  squirrel-cage  motor.  Moreover,  the  external  resistance 
may  be  short-circuited  or  cut  out  after  the  motor  is  up  to 
full  speed,  thus  avoiding  the  low  efficiency  and  poor  speed 
regulation  mentioned  above  as  pertaining  to  high  values  of  rs. 

Prob.  80-7.  The  starting  torque  of  a  certain  squirrel-cage  motor 
is  2.5  times  rated-load  torque,  when  fuU  voltage  is  applied  to  stator 
at  starting.  For  about  what  per  cent  of  rated  or  line  voltage  should 
the  taps  on  the  starting  compensator  be  adjusted,  in  order  to  start 
the  motor  against  rated-load  torque  with  as  little  current  as  possible? 

Prob.  81-7.  If  the  10-h.p.  120a-r.p.m.  motor  of  Table  I  gives 
a  starting  torque  equal  to  200  per  cent  of  rated-load  torque  when 
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full  rated  voltage  is  applied  to  the  stator,  what  per  cent  of  rated 
voltage  is  the  least  that  will  start  the  motor  against  rated-load 
torque? 

Prob.  32-7.  From  the  answer  to  Prob.  31  and  the  data  given 
in  Table  I  for  starting  current  at  rated  voltage,  calculate  what  per 
cent  of  rated-load  current  should  be  required  to  start  the  motor 
against  rated-load  torque. 

Prob.  83-7.  What  per  cent  of  rated-load  current  should  be 
taken  by  the  motor  of  Prob.  31  and  32  when  the  appUed  voltage  is 
just  sufficient  to  start  it  against  150  per  cent  of  rated-load  torque? 

Prob.  34-7.  Assuming  the  inductance  of  the  secondary  or  rotor 
circuits  to  be  constant,  calculate  the  ratio  of  the  reactance  per  rotor 
circuit  at  rated  load  (3.9  per  cent  slip)  to  the  reactance  at  standstill 
(starting)  for  the  50-h.p.  900-r.p.m.  motor  of  Table  I. 

Prob.  36-7.    The  starting  compensator  for  the  25-h.p.  1200-r .p.m . 
induction  motor  of  Table  1  has  taps  for  40  per  cent,  60  per  cent  and    f\^ 
80  per  cent  of  the  line  voltage,  which  is  equal  to  the  rated  voltage 
of   the   motor.    What   percentages,    respectively,    of   rated-load 
torque  will  be  obtained  when  starting  on  these  various  taps?  ; 
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98.  Current  and  Power-Factor  when  Starting  the  Jn-  i  .  ^ 

duction  Motor.  Pursuing  further  the  analogy  between  r 
the  induction  motor  and  the  transformer  (see  Art.  96),  it  is 
usual  to  consider  the  total  current  which  the  stator  takes 
from  the  line,  as  being  made  up  of  an  exciting  component 
and  a  load  component.  The  exciting  component  is  itself 
considered  to  consist  of  a  magnetizing  component  (in  phase 
with  the  stator  flux  which  links  with  each  phase)  and  a  core- 
loss  component  (which  supplies  the  core-loss  power  and  is  in 
phase  with  the  e.m.f.).  The  load  component  of  stator  cur- 
rent is  taken  to  balance  the  counter  magneto-motive  force 
in  the  magnetic  circuit,  which  is  generated  by  the  current 
in  the  secondary  turns. 

For  a  given  voltage  applied  to  the  primary  or  stator, 
the  exciting  current  is  approximately  constant  regardless  of 
what  value  the  secondary  or  rotor  current  may  have,  be- 
cause the  counter  e.m.f.  in  the  stator  is  reduced  only  very 
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slightly  by  the  IiVx  and  IiXi  reactions  therein,  consequently  the 
stator  flux  remains  practically  unchanged  (or  proportional  to' 
stator  voltage).  The  load  component  of  stator  current,  how- 
ever, must  be  proportional  to  the  secondary  current  (the  ratio 
between  these  two  currents  being  approximately  the  same 
as  the  inverse  ratio  of  turns,  as  in  an  ordinary  transformer). 
The  power-factor  of  the  stator  load  component  must  be 
equal  to  the  power-factor  of  the  rotor  current;  this  is  equal 
to  the  cosine  of  the  angle  of  phase  difference  between  cur- 
rent and   induced  e.m.f.   in  the  rotor,  or   (at  standstill) 


Xi 
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To  produce  a  reasonable  acceleration  of  tjie  rotor  even  at 

zero  load  requires  a  load  component  which  is  large  compared 

to  the  exciting  current  (being  equal  to  or  more  than  full-load 

current).     Consequently,    the   power-factor   of   the   entire 

stator  current  at  standstill  is  practically  equal  to  that  of 

rg 
the  rotor  current,  namely     /  ^        =•     If  r2  is  adjusted  to 

be  equal  to  X2  so  as  to  produce  the  maximum  starting  torque 
for  a  given  current  and  rotor  impedance,  then  the  value  of 

this  power-factor  at  standstill  becomes  equal  to     /  ^  ,     = 

1 
or  7/=  or  0.71.     Obviously  the  power-factor  at  starting  may 

be  made  to  have  almost  any  desirable  value  by  simply  ad- 
justing the  ratio  of  Vi  to  X2,  which  is  usually  accomplished 
by  adjusting  r^. 

The  amount  of  total  starting  current  taken  by  the  stator 
will  depend  almost  entirely  upon  the  amount  of  rotor  current, 
at  standstill.  This  will  depend  directly  upon  the  e.m.f. 
induced  per  rotor  circuit,  and  therefore  upon  the  e.m.f. 
impressed  on  the  stator;  it  will  also  be  inversely  proportional 

to  the  impedance  per  rotor  circuit,  which  is  Vr?  +  Xt*  at 
standstill.    Theoretically  it  would  be  best  to  make  r%  equal 
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to  a;s  so  as  to  develop  maximum  torque;  and  then  make 
both  rs  and  0C2  of  such  actual  value  that  the  rotor  current 
and  the  torque  developed  in  the  rotor  would  be  not  much 
more  than  sufficient  to  overcome  the  torque  against  which 
the  motor  must  start,  and  to  develop  a  proper  acceler- 
ation so  that  it  will  reach  full  speed  in  a  reasonable  length 
of  time  (say  one  minute).  Practically,  however,  in  any 
given  motor  X2  is  not  adjustable,  so  that  if  we' do  not  vary 
the  voltage  we  must  adjust  the  motor  to  develop  the  required 
starting  torque  by  means  of  r2  only.  Therefore  the  starting 
current  and  the  starting  power-factor  will  each  depend  upon 
and  vary  with  the  other,  and  we  shall  be  able  to  control  the 
starting  current  independent  of  the  starting  power-factor 
only  by  adjusting  the  voltage  applied  to  the  motor. 

By  proper  adjustment  of  the  external  resistances  of  a 
wound-rotor  induction  motor  the  power-factor  while  starting 
against  full-load  torque  may  be  made  as  high  as  at  normal 
full  load  (that  is,  probably  85  per  cent  to  90  per  cent),  while 
the  starting  current  may  be  very  little  in  excess  of  rated 
full-load  current.  Compare  these  with  corresponding  values 
for  the  squirrel-cage  motor  as  given  in  Art.  96. 

The  effect  of  increasing  the  resistance  of  the  secondary 
(rotor)  circuits,  upon  the  current  taken  by  the  motor  at 
standstill  and  upon  the  starting  torque,  are  shown  in  Fig.  254. 
Curve  B  shows  that  the  largest  starting  torque  that  can  be 
developed  in  this  particular  (typical)  motor  is  250  per  cent 
of  rated  full-load  torque  (or  of  the  torque  which  will  develop 
rated  horse-power  output  at  rated  speed),  and  that  this 
torque  is  attained  when  the  resistance  external  to  the  rotor 
is  equal  to  about  three  times  the  internal  resistance  of  the 
rotor.  The  starting  torque  is  less  than  this  for  either  greater 
or  less  values  of  resistance  in  the  rotor  circuit.  Curve  A 
shows  the  current  taken  from  the  supply  line  by  the  stator 
(expressed  in  per  cent  of  current  taken  when  running  at 
normal  full  load),  when  the  resistance  of  the  rotor  circuit  has 
various  values.    Full  line  voltage  is  impressed  upon  the 
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stator  in  Fig.  254.  Both  curves  A,  and  B  would  descend  to 
the  zero  line  at  the  point  where  rotor  resistance  becomes 
infinitely  large  (open  circuit  in  the  rotor),  because  then  no 
current  could  flow  in  the  rotor  and  therefore  no  forces  could 
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FiQ.  254.  Curve  A  shows  the  relation  of  starting  current  to  rotor 
resistance,  voltage  constant.  Curve  B  shows  the  relation  of  torque  to 
rotor  resistance,  voltage  constant.    Wa/gnet  Elect  Mfg.  Co. 

.be  produced  on  the  rotor.  Of  course  the  values  for  these 
curves  cannot  be  observed  for  resistances  lower  than  that 
of  the  rotor  winding  (short-circuit  across  rotor  terminals); 
but  the  dotted  portions  show  that  the  torque  would  be  zero 
and  the  current  maximum  if  the  entire  resistance  of  the 
rotor  circuit  (rz)  should  be  reduced  to  zero,  leaving  only 
Xi  to  limit  the  current.  We  have  seen  from  Fig.  244  why 
the  torque  is  zero  under  this  condition. 
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Pig,  255  shows  the  effects  of  impressing  reduced  volt^e 
upon  the  stator  at  standstill,  as  is  done  in  starting  a  squirrel- 
cage  motor  by  means  of  a  compensator  or  autotransformers. 
Curve  A  shows  current  (in  per  cent  of  current  taken  at 
nomml  full  load  of  motor)  delivered  from  compensator  to 
Btator,   curve  C   shows  current  (on  same  basis)  taken  by 
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Tottue  Hjpllallo  Stalor,  )loI  Rated  Voltua 

Flo.  255.  Curve  A  ehowH  the  relation  of  the  etarting  current  taken  by 
a  Wagner  induction  motor  to  the  voltage  applied.  Curve  C  showa 
the  idation  of  the  line  current  taken  by  the  compensator  to  the  Btator 
voltage.  Curve  B  ehowB  the  relation  of  the  starting  torque  to  the 
voltage.    Wagmr  EUetric  MSg.  Co. 

compensator  from  supply  Hne,  and  curve  B  shows  torque 
(in  per  cent  of  torque  at  normal  full  load),  when  the  voltage 
impressed  upon  the  stator  has  various  values  expressed  in  per- 
centage (A  rated  voltage.  The  current  supplied  to  the  motor 
is  directly  proportional  to  the  pressure  applied  to  the  stator 
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(or  induced  in  the  rotor),  because  the  resistance,  reactance  and 
impedance  of  the  rotor  circuit  are  all  constant  at  standstill. 
As  already  demonstrated,  the  torque  at  standstill  (in  fact, 
at  any  fixed  value  of  percentage  slip)  is  proportional  to  the 
square  of  voltage  applied  to  stator  or  the  voltage  induced 
in  rotor. 

Prob.  86-7.  If  the  power-factor  of  the  starting  current  for 
the  15-h.p.  1200-r.p.m.  motor  of  Table  I  is  60  per  cent,  what  will  it 
be  when  starting  under  the  following  altered  conditions:  (a)  Stator 
voltage  reduced  50  per  cent,  frequency  unaltered;  (6)  stator  voltage 
unaltered,  frequency  reduced  50  per  cent;  (c)  stator  voltage  and 
frequency  both  reduced  50  per  cent?    Ne^ect  the  exciting  current. 

Prob.  37-7.  Each  rotor  circuit  of  the  motor  in  Prob.  36  has  a 
resistance  of  1  ohm,  let  us  say.  Calculate  the  reactance  of  each 
circuit,  in  ohms,  (a)  at  starting,  normal  frequency;  (6)  at  rated 
load,  with  5  per  cent  slip.    Assume  inductance  constant. 

Prob.  88-7.  The  impedance  of  each  rotor  circuit  in  the  2-h.p. 
1800-r.p.m.  motor  of  Table  I  is,  let  us  say,  5  ohms  when  the  motor 
is  being  started  from  standstill.  What  will  be  the  corresponding 
value  at  rated  full  load  with  5  per  cent  sUp  and  83  per  cent  power- 
factor? 

Prob.  89-7.  Assuming  each  motor  in  Fig.  254  and  255  to  be 
adjusted  so  as  to  develop  rated-load  torque  at  starting,  the  total 
PR  losses  in  the  motor  will  be  what  per  cent  of  the  PR  losses  at 
rated  full  load,  (a)  for  the  wound-rotor  motor  of  Fig.  254;  (6)  for 
the  squirrel-cage  motor  of  Fig.  255. 

|~  Prob.  40-7.  Assmning  adjustments  to  have  been  made  on  each 
motor  of  Fig.  254  and  255  limiting  the  starting  current  on  the  supply 
line  to  150  per  cent  of  rated-load  current,  calculate  the  percentage 
of  rated-load  torque  developed  at  starting  by  (a)  the  wound-rotor 
motor  of  Fig.  254;  (6)  the  squirrel-cage  motor  of  Fig.  255. 

PioK  41-7.  Explain  the  reason  for  the  difference  between  curves 
A  and  C  in  Fig.  255,  and  show  that  they  correspond  exactly. 

Prob.  42-7.  From  the  data  in  Fig.  254  calculate  the  total  re- 
actance of  the  motor  at  standstill,  as  percentage.  Consider  that, 
as  in  a  transformer  or  a-c.  generator,  the  percentage  reactance 
(volts)  means  the  percentage  of  rated  voltage  consumed  in  over- 
coming reactance  when  rated-load  current  flows. 
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99.  Action  of  Induction  Motor  when  Carrying  Load. 

"Loading''  a  motor  means  offering  more  opposition  to  the 
turning  of  the  motor.  The  first  effect  of  this,  in  any  motor, 
is  to  cause  a  reduction  of  speed  because,  for  an  instant  at 
least,  the  power  output  is  greater  than  the  power  input,  and 
the  excess  must  come  out  of  the  store  of  kinetic  energy  in 
the  moving  parts  of  the  machine  by  reduction  of  their 
"momentum"  and  velocity.  In  all  types  of  motor  which  we 
have  already  studied  we  have  seen  that  this  initial  reduction 
of  speed  produces  changes  in  the  counter  e.m.f.  and  the 
current  taken  from  the  line,  which  increases  the  electrical 
power  intake  of  the  motor;  the  speed  reduction  will  pro- 
ceed until  the  input  becomes  equal  to  the  output  plus  the 
losses,  at  which  point  the  speed  becomes  steady  again. 

So  it  is  also  with  the  polyphase  induction  motor.  When 
we  increase  the  load,  the  speed  falls  and  the  slip  increases. 
The  e.m.f.  induced  in  each  rotor  circuit  increases  with  the 
slip;  the  frequency  and  impedance  of  the  rotor  circuits  is 
nearly  constant  at  ordinary  loads,  so  that  the  rotor  current 
is  increased  approximately  in  proportion  to  the  rotor  e.m.f. 
and  the  slip.  The  rotating  stator  flux  exerts  increased  force 
upon  the  increased  rotor  currents,  producing  a  correspond- 
ingly greater  driving  torque.  The  speed  will  fall  until  this 
driving  torque  becomes  equal  to  the  resisting  torque,  and  will 
then  remain  steady  as  long  as  the  load  is  steady.  A  higher 
resistance  of  the  rotor  circuits  necessitates  a  greater  rotor 
e.m.f.  and  slip  in  order  to  produce  the  amount  of  rotor  cur- 
rent required  to  carry  the  same  load  (torque).  Therefore 
the  speed  corresponding  to  a  given  load  will  be  lower  on 
account  of  the  increase  of  slip  due  to  the  greater  rotor  re- 
sistance. 

To  simplify  our  reasoning,  let  us  first  consider  a  nearly 
ideal  motor.  If  the  primary  (stator)  had  no  resistance 
(n  =  0)  and  no  leakage  reactance  (xi  =  0),  then  the  primary 
counter  e.m.f.  and  the  flux  would  be  constant  for  all  loads 
(the  e.m.f.  impressed  upon  the  stator  windings  being  con- 
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stant),  and  therefore  the  slip  would  be  directly  proportional 
to  the  e.m.f .  that  must  be  induced  in  the  rotor.  If  also  the 
secondary  has  zero  reactance  and  constant  resistance,  this 
rotor  e.m.f.  necessary  to  produce  the  rotor  current  is  directly 
proportional  to  the  current  and  therefore  to  the  torque  that, 
must  be  developed  (the  other  factor  of  torque,  namely, 
flux,  being  constant).  Under  these  ideal  conditions  the  slip 
increases  uniformly  with  torque  from  a  value  of  zero  at  the 
theoretical  zero  load  (no  opposition  whatever,  either  external 
or  internal,  to  the  movement  of  the  rotor),  to  a  value  of  100 
per  cent  when  the  motor  is  "stalled"  or  meets  such  opppsi- 
tion  that  it  comes  to  a  standstUl.    Thus,  as  shown  by  curve  A 


Torque 

Fio.  256.  Curve  A  shows  the  relation  of  the  speed  to  the  torque  of 
an  induction  motor  with  no  stator  resistance,  an  ideal  case.  Curve 
B  shows  the  relation  of  speed  to  the  torque  of  an  induction  motor 
the  stator  of  which  has  resistance;  this  resistance  causes  the  speed 
to  fall  at  an  increasing  rate.    WesHngJunue  Electric  and  Mfg.  Co, 

in  Fig.  256,  the  speed  drops  correspondingly  and  uniformly 
with  increase  of  (internal  or  driving)  torque,  from  synchro- 
nous speed  to  zero. 

The  actual  speed-torque  curve  departs  from  this  ideal 
straight-line  relation,  slightly  at  light  loads  but  very  greatly 
at  heavy  overloads  on  the  motor.  There  are  several  causes 
for  this  behavior.  Considering  them  in  order  as  we  meet 
them  in  following  the  input  through  the  motor,  we  come 
first  to  the  effect  of  resistance  of  the  primary  windings. 
This  primary  resistance  causes  the  counter  e.m.f.  to  be  less 
than  the  (constant)  impressed  e.m.f.  by  an  increasing  amount 
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(equal  to  the  In  drop,  /  increasing  with  load) .  CJonsequently 
the  flux  decreases  and  there  must  be  a  twofold  increase  of 
slip,  for  we  have  not  merely  to  induce,  by  means  of  the  de- 
creased flux,  the  same  current  as  formerly  for  a  given  torque, 
but  we  must  actually  produce  a  larger  current  to  act  on  the 
weaker  flux  with  the  same  force  as  formerly.  Thus,  con- 
sidering only  the  effect  of  stator  resistance,  the  speed-torque 
curve  would  become  like  B  in  Fig.  256,  departing  from  curve 
A  at  an  ever-increasing  rate  as  the  torque  grows,  and  thus 
becoming  curved  downward. 

Ths  effect  of  magnetic  leakage  in  the  motor  is  far  more 
important  than  that  of  primary  resistance,  however.  On 
account  of  the  air-gap  in  the  path  of  the  useful  (mutual) 
flux,  the  reluctance  of  this  path  is  of  the  same  order  of 
magnitude  as  the  reluctance  of  the  leakage  paths  of  the 
local  fluxes,  which  link  with  primary  but  not  with  secondary, 
or  vice  versa.  On  account  of  the  primary  leakage,  the  mu- 
tual flux  which  induces  the  total  e.m.f.  in  the  rotor  is  re- 
duced further  than  indicated  by  curve  B  of  Fig.  256.  On 
account  of  secondary  leakage  (the  effect  of  which  is  like 
inductance  introduced  into  the  secondary  circuit,  as  ex- 
plained in  Art.  41  and  42  of  this  book)  a  considerable  and 
increasing  part  of  whatever  e.m.f.  may  be  induced  in  the 
rotor  is  used  up  in  overcoming  the  secondary  leakage  react- 
ance so  that  the  rotor  current  corresponding  to  a  given  slip 
is  reduced.  Thus,  the  slip  required  to  produce  a  given  rotor 
current  must  be  larger  than  if  the  secondary  circuits  had 
resistance  only  as  in  the  ideal  case  of  Fig.  256. 

Other  considerations  are  also  involved  with  the  magnetic 
leakage,  all  tending  to  the  same  effect  of  reducing  the  torque 
that  corresponds  to  a  given  slip.  The  reactance  of  the 
secondary  depends  directly  upon  frequency  of  secondary 
current  or  induced  e.m.f.  as  well  as  upon  leakage  inductance 
of  rotor.  The  reactance  of  the  rotor  is  therefore  directly 
proportional  to  the  slip;  the  secondary  impedance  increases, 
and  the  rotor  current  corresponding  to  a  given  per  cent 
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slip  decreases,  on  this  account.  Moreover,  the  increase  of 
secondary  reactance  with  load  and  slip  lowers  the  second- 
ary power-factor  and  brings  the  rotor  currents  or  poles  into 
a  position  relative  to  the  stator  poles  which  is  less  favorable 
to  the  production  of  torque  (see  Fig.  243  and  244).  Finally, 
as  seen  from  Fig.  244,  the  increasing  lag  of  secondary  cur- 
rents (with  increasing  load,  slip  and  secondary  reactance) 
brings  the  rotor  poles  into  more  nearly  direct  opposition 
to  the  stator  poles,  which  tends  to  increase  the  magnetic 
leakage  still  further.  This  efifect  is  not  unlike  the  armature 
reaction  in  a  direct-current  machine. 

The  combined  effect  of  all  these  influences  is  to  change  the 
speed-torque  relation  from  that  shown  by  curve  B  in  Fig.  256 
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Fig.  257.  Speed-torque  curves  for  a  polyphase  induction  motor,  show- 
ing the  effect  of  magnetic  leakage.  Curves  a  and  6  same  as  in  Fig. 
256.  Curve  C  shows  the  combined  effect  of  resistance,  leakage  and 
secondary  reactance.    The  Weatingkouae  Electric  and  Mfg.  Co. 

and  257  to  that  shown  by  curve  C  in  Fig.  257.  The  most 
significant  feature  about  this  curve,  which  is  typical  of  a 
squirrel-cage  motor,  is  that  the  resisting  torque  or  load  can 
be  increased  up  to  a  certain  well-defined  maximum  value, 
but  if  it  be  made  greater  than  this  the  speed  and  torque 
both  decrease  simultaneously  and  rapidly  and  the  motor 
comes  to  a  standstill.  This  point  of  maximum  load  is  called 
the  puU-ottt  torque  or  the  breakdown-point  At  standstill 
with  the  same  (full  rated)  voltage  applied,  the  torque  is 
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usually  considerably  less  than  this  maximum.  Thus,  in 
Table  I  we  observe  that  the  starting  torque  is  usuaUy  about 
two->thirds  as  large  as  the  pull-out  torque,  both  being  meas- 
ured with  rated  voltage  apphed  to  the  stator. 

100.  Performance  Curves  of  Induction  Motor.  When 
we  load  a  motor,  the  "independent  variable"  which  we  con- 
trol and  upon  which  aU  other  factors  depend,  is  the  torque; 
that  is,  we  increase  the  resisting  torque.  It  is  most  logical, 
therefore,  to  consider  all  other  variable  factors  with  relation 
to  the  torque  that  the  motor  develops.  Some  writers  prefer 
to  use  horse-power  output  as  abscissas  for  their  performance 
curves,  but  such  curves  are  more  difficult  to  reason  about 
because  the  horse  power  depends  upon  speed  as  well  as  torque, 
and  speed  varies  with  torque.  In  any  case,  the  persons  who 
must  buy  the  motor,  use  its  service,  or  supply  it  with  elec- 
trical power,  are  interested  in  the  power-factor,  the  speed, 
the  efficiency  of  the  motor,  and  the  manner  in  which  these 
quantities  vary  with  the  load  whether  it  be  measured  by 
torque  or  power  output. 

TTius,  Fig.  258  shows  the  relation  of  speed  (curve  A), 
power-factor  (curve  C)  and  efficiency  (curve  B)  to  the  useful 
torque  deUvered  at  the  pulley,  for  a  three-phase,  25-horse- 
power,  60-cycle,  675-r.p.m.  induction  motor  manufactured 
by  the  Wagner  Elect.  Mfg.  Co.  The  motor  has  a  wound 
rotor,  but  curve  A  shows  the  speed  variations  when  the  rotor 
is  completely  short-circuited  or  operated  with  zero  external 
resistance.  Curves  1,  2,  3,  .  .  .  ,  8  represent  the  speed- 
torque  relations  for  this  motor  when  various  amounts  of 
resistance  are  inserted  in  series  with  the  rotor  windings, 
curve  1  corresponding  to  a  much  larger  amount  of  resistance 
than  curve  8.    More  will  be  said  of  these  curves  later. 

At  zero  load  or  zero  torque  the  only  current  flowing  to 
the  stator  from  the  Une  is  the  exciting  current,  there  being 
practically  no  rotor  current  and  therefore  no  load  component 
of  stator  current.  The  zero-load  power-factor  of  the  motor 
depends  therefore  upon  the  relation  of  power  (core-loss) 
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component  to  magnetizing  component  of  this  exciting  cur- 
rent. Now,  on  account  of  the  air  gap  in  the  magnetic  cir- 
cuit of  the  motor,  the  magnetizing  component  of  the  exciting 
current  is  relatively  very  much  larger  than  in  the  ordinary 
transformer  which  has  an  all-iron  magnetic  circuit.  Con- 
sequently, the  numing  current  of  the  motor  at  zero  load  has 
usually  a  low  power-factor;  this  is  to  be  clearly  distinguished, 
however,  from  the  power-factor  of  the  starting  current  which 
depends  principally  upon  the  design  of  the  rotor  as  already 
explained. 

When  the  motor  is  running  at  or  about  normal  full  load, 
the  current  input  consists  mainly  of  load-component,  and 
the  (constant)  exciting  component  has  become  relatively 
insignificant.  The  power-factor  of  the  motor  will  now  be 
nearly  equal  to  the  power-factor  of  the  rotor  current,  which 
depends  upon  the  ratio  of  rotor  reactance  to  rotor  resistance. 
The  rotor  reactance  is  relatively  small  because  the  value  of 
slip  and  rotor  frequency  are  low.  When  the  motor  becomes 
heavily  overloaded,  however,  the  corresponding  large  value 
of  slip  and  rotor  frequency  make  the  rotor  reactance  large 
in  comparison  with  rotor  resistance;  the  result  is  that  the 
power-factor  of  secondary  current  becomes  lower  and  there- 
fore the  power-factor  of  stator  current  also  becomes  smaller. 
This  is  as  shown  by  the  curve  C  in  Fig.  258. 

When  the  motor  overcomes  no  resistmg  torque,  the  power 
output  is  zero  regardless  of  speed;  and  as  there  is  an  input 
equal  to  the  total  losses,  the  efficiency  of  the  motor  is  zero. 
As  the  load  increases  the  current  increases,  and  the  PR 
losses  in  rotor  and  in  stator  both  increase  in  proportion  to  the 
square  of  the  current.  The  friction  and  core  losses  are 
approximately  constant  (variations  due  to  change  of  speed 
and  to  flux  density  in  iron  being  sUght  as  long  as  the  im- 
pressed voltage  and  frequency  are  maintained  constant, 
as  usual).  The  efficiency  will  rise  until  it  reaches  a  maxi- 
mum value  when  the  total  variable  losses  {PR  in  rotor  and 
stator)  become  equal  to  the  total  constant  losses  (due  to 
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friction,  hysteresis  and  eddy  currents;.  At  greater  loads 
than  this,  the  efficiency  becomes  lower  again  on  account  of 
the  very  rapid  increase  of  PR  losses  at  the  large  values  of  /. 

By  properly  proportioning  the  parts  of  the  motor,  the 
designer  usually  makes  the  maximum  efficiency  occur  at 
the  load  which  the  motor  must  carry  most  of  the  time.  If 
the  load  is  fairly  steady,  this  would  naturally  be  the  "full 
load"  for  which  the  motor  is  rated  and  selected.  But  if 
the  load  is  fluctuating,  and  particularly  if  the  requirement  of 
heavy  starting  torque  compels  the  selection  of  a  motor  so 
large  that  the  average  load  is  considerably  less  than  the  rated 
"full  load"  (which  it  can  carry  without  overheating),  then 
the  maximum  efficiency  may  be  caused  to  come  at  less  than 
full  load  (as  in  Fig.  258)  in  order  to  produce  a  higher  all- 
day  efficiency.* 

Table  II  presents  in  condensed  form  the  relations  of  effi- 
ciency and  power-factor  to  power  output  for  a  complete  line 
of  medium-sized  motors  of  the  squirrel-cage  type,  at  two 
diflferent  standard  speeds.  The  motors  are  all  designed  for  a 
frequency  of  60  cycles  per  second,  and  are  supposed  to  be 
operated  at  this  frequency  and  at  the  voltagp  for  which 
they  are  designed.  It  makes  practically  no  difference  in 
the  operating  characteristics  whether  the  winding?  are 
arranged  for  two-phase  or  for  three-phase,  and  practically 
no  difference  whether  the  voltage  is  220  or  2300. 

Notice  from  Table  II  the  following  general  relations: 

First.  The  efficiency  curves  are  very  nearly  flat  from  half- 
load  up  to  or  beyond  26  per  cent  overload. 

Second.  The  power-factor  curves  are  far  from  flat.  Even 
at  I  load  the  power-factors  are  decidedly  less  than  at  full  load 
and  the  power-factor  in  general  becomes  very  poor  below 
half-load. 

Third.  For  a  given  size  (horse  power)  of  motor,  the  effi- 
ciency curve  is  practically  the  same  for  the  high-speed  motor 
as  for  the  low-speed  motor.    However,  the  power-factor  is 

*  See  Art.  4  and  38  of  thk  volume. 
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decidedly  higher  in  the  high-speed  motor  than  in  the  low- 
speed  motor. 

Fourth.  For  a  given  speed,  the  larger  sizes  of  motor  have 
the  higher  efficiencies  and  also  the  higher  power-factors. 

Such  conclusions  from  Table  II  may  be  turned  to  practical 
advantage.  Thus,  it  appears  that  we  should  be  very  care- 
ful not  to  "over-motor"  the  loads  —  that  is,  not  to  select 
a  motor  larger  than  is  actually  required  to  carry  the  load. 
For,  if  the  motor  is  too  large  it  operates  at  only  a  fraction 
of  its  full  load,  and  the  power-factor  and  efficiency  are  much 
lower  than  might  be  if  the  motor  were  more  closely  adapted 
to  its  task.  This  is  perhaps  the  most  conmion  fault  in  ap- 
pUcations  of  induction  motors.  The  tendency  is  very  natural 
to  "play  safe"  when  we  do  not  know  exactly  the  amount  of 
power  necessary  to  drive  a  given  machine,  and  to  install  a 
motor  which  is  much  too  large.  A  large  amount  of  informa- 
tion is  now  available  in  all  electrical  handbooks  concerning 
the  amount  of  power  necessary  to  drive  various  machinery. 
If  this  is  not  sufficient,  the  manufacturer  should  be  appealed 
to,  or  the  power  required  should  be  measured  by  a  trial  motor 
before  making  a  permanent  selection  of  motor. 

In  many  cases  where  installations  have  been  remodeled 
so  as  to  group  a  number  of  machines  on  one  motor  no  larger 
than  was  previously  used  to  drive  each  of  the  machines 
separately,  or  where  large  motors  have  been  replaced  by 
smaller  ones  on  individual  drives,  the  result  has  been  to 
produce  higher  power-factor,  better  voltage  regulation  of 
the  distributing  lines,  reduction  of  generating  capacity  used 
or  more  generating  capacity  released  for  other  purposes,  and 
higher  efficiencies  for  all  parts  of  the  system  including 
motors,  lines  and  generators. 

Furthermore,  it  is  evident  from  Table  II  that  we  improve 
the  power-factor  by  selecting  a  higher  speed  motor  of  the 
same  size  to  carry  the  same  load,  while  we  alter  the  efficiency 
neither  appreciably  nor  necessarily.  Taken  in  conjunction 
with  the  fact  that  a  higher  speed  motor  is  smaller,  lighter 
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and  less  expensive  for  the  same  rated  horse  power,  this  signi- 
fies that  a  considerable  improvement  both  in  economy  and 
in  quality  of  service  may  be  had  by  choosing  the  higher  speed 
motors,  particularly  in  locations  where  the  machines  to  be 
driven  require  high  speed,  which  would  have  to  be  obtained 
by  gearing  or  belting  if  low^peed  motore  were  selected. 

Prob.  43-7.  The  motor  of  Fig.  258  being  rated  25-h.p.,  €75-r.p.m., 
60-cycles,  three-phase,  and  being  wound  with  8  poles  for  250  volts, 
calculate  the  following: 

(a)  Pound-feet  useful  torque  at  rated  load  and  speed. 

(6)  Synchronous  speed,  in  r.p.m. 

(c)  SHp,  in  per  cent,  at  rated  load  torque  (curve  8) . 

(d)  Slip,  in  per  cent,  at  rated  load  torque,  without  controller 
(curve  A). 

Prob.  44-7.    From  data  of  the  curves  A,  B,  C,  for  the  motor  of 
Fig.  258,  and  Prob.  43,  calculate: 
(a)  Watts  input  at  rated  load  torque. 
(6)  Volt-amperes  input  at  rated  load. 

(c)  Amperes  iaput  per  line  wire  at  rated  load. 

(d)  Equivalent  single-phase  current  at  rated  load. 

(e)  Horse-power  output  at  rated  torque  without  controller 
(curve  A), 

Prob.  45-7.  From  the  curves  of  efficiency,  power-factor  and 
speed  (curve  A)  for  the  motor  of  Fig.  258,  calculate  the  current 
per  line  wire  at  |,  ^,  f ,  1,  1},  l|  and  2  times  full-load  torque,  and 
draw  the  current-torque  curve  to  scale.  Discuss  the  form  of  this 
curve. 

Prob.  4^7.  Replot  the  curves  of  efficiency,  power-factor  and 
speed  (curve  A)  of  Fig.  258,  on  a  basis  of  horse-power  output  as 
abscissas.  (Compare  these  with  the  corresponding  ciu^es  of  Fig. 
258. 

Prob.  47-7.  If  the  maximum  torque  at  standstill  is  obtained 
when  secondary  resistance  equals  secondary  reactance,  and  if 
secondary  reactance  varies  in  direct  proportion  to  the  slip,  calculate 
from  the  data  of  curve  8,  Fig.  258,  what  should  be  the  power-factor 
of  the  rotor  currents  (or  of  the  load  component  of  primary  or  stator 
currents)  at  rated  load  with  speed  of  675  r.p.m.  Compare  this 
value  with  that  observed  from  the  power-factor  curve  of  Fig.  258. 

Prob.  4fr-7.  From  the  data  in  curves  of  Fig.  258,  calculate  the 
total  watts  lost  in  the  motor  at  },  i,  f ,  1,  1)  and  2  times  rated- 
load  torque.    Draw  a  curve  with  torque  as  abscissas  and  total  losses 
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as  oidinates.  Extend  this  curve  until  it  cuts  the  vertical  axis 
and  from  the  intercept  thereon  measure  the  power  input  at  zero 
torque.  Should  this  be  equal  to  stator  core  losses  and  friction 
losses  of  the  motor,  approximately? 

Prob.  49-7.  By  means  of  data  from  curves  A,  B,  of  Fig.  258 
corresponding  to  the  torque  at  which  the  efficiency  is  Tnn-Yiimnn^ 
calculate  the  value,  in  watts,  of 

(a)  The  constant  losses,  namely  core  losses  and  friction. 

(b)  The  variable  losses,  namely  copper  losses  in  stator  and  rotor. 
Note  whether  the  value  (a)  equaJs  the  answer  found  in  Prob.  48. 

Prob.  50-7.  From  the  current-torque  curve  of  Prob.  45  deter- 
mine the  current  at  325  pound-feet  torque  as  a  percentage  of  rated- 
load  current.  Assuming  the  variable  losses  to  be  proportional  to 
the  square  of  the  stator  current,  calculate  from  this  percentage  and 
from  the  results  of  Prob.  49  what  the  variable  losses  should  be  at 
325  pound-feet  of  torque. 

Prob.  61-7.  From  the  results  of  Prob.  49  and  50,  calculate  the 
efficiency  corresponding  to  325  pound-feet  of  torque,  and  compare 
with  the  value  given  on  the  efficiency-torque  curve  of  Fig.  258. 

Prob.  62-7.  Solve  Prob.  50  and  51  with  respect  to  a  torque  of 
200  pound-feet. 

Prob.  69-7.  How  many  kilowatts  and  kv-a.  of  generator  car 
pacity  would  be  saved  or  lost  by  grouping  together  upon  a  single 
5-h.p.  1140-r.p.m.  motor  (Table  II),  five  machines  each  of  which 
was  formerly  driven  by  a  1-h.p.  1140-r.p.m.  motor  delivering  full 
rated  load?  Assume  that  the  losses  in  the  shafting  introduced  by 
the  group  drive  amount  to  25  per  cent  of  the  useful  power 
output  of  the  shaft,  and  that  the  load  on  all  machines  is  perfectly 
steady. 

Prob.  64-7.  Assume  that  the  work  performed  by  the  five 
machines  of  Prob.  53  is  such  that  only  two  of  them  are  working 
(at  full  load,  requiring  1  h.p.  for  each  machine)  '"t  any  time.  What 
size  motor  would  be  needed  for  group  drive,  and  how  much  more 
or  less  of  kilowatt  and  kilovolt-ampere  generator  capacity  would 
be  required  for  group  drive  than  for  individual  drive,  assuming  horse- 
power loss  in  shafting  same  as  in  Prob.  53? 

101.  Effect  of  Rotor  Resistance  on  Performance  of 
Induction  Motor.  We  have  already  seen  (Art.  97  and  98) 
what  effects  are  produced  upon  the  current,  power-factor 
and  torque  of  the  polyphase  motor  at  starting,  by  increasing 
the  resistance  of  the  rotor  circuit,  or  by  increasing  the  ratio 
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of  resistance  to  reactance  of  the  rotor  in  designing  the  motor. 
Such  changes  or  adjustments  also  affect  the  operating  char- 
acteristics of  the  motor  —  particularly  the  speed-torque 
and  the  efficiency-torque  curves,  and  furnish  the  most 
convenient  means  for  controlling  the  speed  of  an  induction 
motor. 

Thus,  in  Fig.  258  we  see  that  the  insertion  of  a  certain 
amount  of  resistance  in  circuit  with  a  given  rotor  changes 
the  speed-torque  relation  from  curve  A  to  curve  8,  giving  the 
maximum  torque  at  standstill  or  at  starting  instead  of  at 
67  per  cent  of  s3mchronous  speed  (or,  giving  a  starting 
torque  of  400  pound-feet  instead  of  256  pound-feet,  with 
full  rated  voltage  applied  to  the  stator  in  both  cases).  The 
insertion  of  still  more  resistance  in  the  rotor  circuit  changes 
the  speed-torque  relation  as  shown  by  curves  8,  7,  .  .  .  ,  2, 
1  successively. 
From  these  curves  of  Fig.  258  we  read  that: 
First  If  the  rotor  resistance  is  increased  so  as  to  give 
maximum  torque  (of  400  pound-feet)  at  standstill  or  at 
starting  (curve  8),  then  the  speed  regulation  obtained,  when 
the  torque  is  reduced  from  normal  full-load  value  to  zero,  is 

^=z —  or  33i  per  cent. 

o7o 

Second,  If  the  rotor  resistance  is  still  further  increased, 
so  as  to  give  slightly  more  than  full-load  torque  (232  pound- 
feet)  at  starting  (curve  4),  then  the  speed  regulation  from  full- 

900  —  200 
load  torque  (194  pound-feet)  to  zero  is  — ^tt^ —    or  350 

per  cent. 

Third,  With  the  motor  working  against  full-load  torque, 
we  can  obtain  reduced  speeds  of  0  r.p.m.  (curves  3,  2  or  1), 
200  r.p.m.  (curve  4),  360  r.p.m.  (curve  5),  510  r.p.m.  (curve 
6),  600  r.p.m.  (curve  7),  or  675  r.p.m.  (curve  8),  with  the 
steps  of  resistance  provided  in  this  particular  controller.  At 
half-load  torque  we  could  obtain  two  additional  speeds  by 
use  of  steps  No.  2  and  No.  3  on  the  controller. 
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Fourth.  If  the  motor  has  to  start  against  a  torque  equal 
to  that  at  normal  full  load,  the  rotor  would  not  begin  to 
move  until  the  controller  had  been  turned  to  point  No.  4 
after  passing  points  1, 2, 3.  On  point  4  there  would  be  torque 
of  232  —  194  =  38  pound-feet  available  for  accelerating 
the  motor.  The  speed  will  increase  until  it  reaches  about 
200  r.p.m.,  at  which  point  the  torque  is  reduced  to  the  value 
against  which  the  motor  is  turning  and  the  motor  turns 
steadily  because  there  is  no  torque  available  for  acceleration. 
If  now  we  turn  the  controller  to  point  No.  5,  the  torque  at 
200  r.p.m.  immediately  increases  to  about  235  pound-fwt 
(on  curve  5);  we  now  have  235  —  194  =  41  pound-feet  of 
torque  available  for  acceleration,  and  the  speed  increases 
as  far  as  360  r.p.m.,  where  the  motor  will  continue  to  turn 
steadily  unless  we  proceed  to  point  6  on  the  controller. 

The  greater  the  opposing  torque  against  which  the  motor 
must  start,  the  further  must  we  turn  the  controller  before 
the  rotor  will  move.  The  more  rapidly  we  desire  the  motor 
to  pick  up  speed,  the  faster  must  we  move  the  controller  in 
the  direction  of  lower  resistance.  We  must  realize,  however, 
that  in  either  of  these  cases  the  current  taken  from  the  line 
during  acceleration  is  correspondingly  increased. 

The  effect  of  secondary  resistance  upon  speed  is  further 
illustrated  by  Fig.  259.  For  curve  6  the  total  resistance  per 
rotor  circuit  is  twice  as  large  as  for  curve  a.  Having  doubled 
r2,  let  us  adjust  the  torque  until  the  slip  has  also  been  doubled. 
Then,  the  induced  e.m.f.  in  the  rotor  is  also  doubled  (assum- 
ing, for  the  moment,  that  the  mutual  flux  remains  unchanged). 
Also,  the  reactance  of  the  rotor,  which  is  directly  proportional 
to  secondary  frequency,  or  slip,  is  also  doubled.  In  conse- 
quence, the  ratio  of  secondary  reactance  to  secondary  resist- 
ance is  not  altered,  and  the  power-factor  remains  unchanged; 
but  the  secondary  impedance  has  been  doubled  because  both 
resistance  and  reactance  of  rotor  have  been  doubled.  With 
doubled  impedance  opposing  the  doubled  rotor  induced 
e.m.f.,  the  rotor  anij)er(\s  will  obviously  have  the  same  value 
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Fiii.  259.  S[>eed-lorque  and  current-torque  curve  for  a  polyp]ia8e  in- 
(luclion  motor  with  various  values  of  Hecondary  resistance.  The 
Wi-Klinghousr  EkclHc  and  Mfg.  Co. 
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as  fonnerly.  If  the  rotor  poles  have  the  same  strength 
(same  rotor  current)  and  the  same  position  relative  to  the 
stator  poles  (same  rotor  power-factor),  we  see  that  we  were 
justified  in  assuming  the  mutual  flux  to  remain  unchanged. 
With  unchanged  stator  flux  and  unchanged  rotor  poles,  we 
see  also  that  the  torque  must  be  the  same  as  before. 

Speaking  in  general  terms,  therefore,  we  may  say  that  if 
the  total  resistance  of  each  rotor  circuit  is  increased  n-fold, 
then  the  same  torque  will  be  produced  with  the  same  current 
supplied  to  the  motor  but  at  an  n^fold  increased  slip.  The 
power  input  is  unchanged  if  the  motor  takes  the  same  current 
at  the  same  voltage  and  power-factor.  The  power  output  is 
reduced  in  exact  proportion  to  the  slip  or  to  the  reduction 
of  rotor  speed,  because  the  torque  (the  other  factor  of  mechan- 
ical power  developed  in  rotor)  is  unchanged.  Therefore,  the 
percentage  efficiency  corresponding  to  the  same  torque  is  re- 
duced in  direct  proportion  to  the  speed,  by  any  increase  of  re- 
sistance in  the  rotor  circuits.  We  see,  further,  that  if  the 
resistance  of  each  rotor  circuit  is  increased  n-fold  while  the  cur- 
rent remains  the  same  (with  7^-fold  increase  of  sUp)  then  the 
total  PR  loss  in  the  rotor  winding  must  be  increased  n-fold. 

Referring  again  to  Fig.  259,  we  see  that  for  any  given 
value  of  torque,  say  T  pound-feet,  curve  b  shows  the  motor 
to  be  twice  as  far  below  synchronous  speed  as  curve  a; 
that  is,  the  sUp  corresponding  to  any  given  value  of  torque 
is  doubled  when  we  double  the  rotor  resistance.  Similarly, 
comparing  curve  c  with  curve  a,  we  see  that  the  slip  corre- 
sponding to  a  given  torque  is  quadrupled  if  we  make  the 
rotor  resistance  four  times  as  large;  curves  d  and  a  show  that 
the  slip  is  increased  8-fold  when  we  increase  the  rotor  resist- 
ance 8-fold,  and  so  forth. 

The  current  curve  A  (Fig.  259)  is  the  same  for  all  speed- 
torque  curves  (a,  &,  c,  etc.),  as  long  as  the  voltage  and  fre- 
quency impressed  on  the  motor  are  maintained  constant. 
This  accords  with  our  previous  finding,  that  the  current  and 
power-factor  remain  unchanged  if  the  torque  is  constant, 
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although  the  speed  may  have  any  value  between  zero  and 
83mchronous  speed  depending  upon  the  amount  of  resistance 
in  the  rotor  circuits.  The  current  OB  which  the  stator  takes 
when  no  torque  is  being  developed  is  the  exciting  current. 
After  the  breakdown  point  or  point  of  maximum  torque  is 
passed,  we  see  that  the  current  continues  to  increase  although 
the  torque  is  decreasing.  The  intercepts  of  the  current  curve 
upon  the  vertical  straight  lines  of  Fig.  259  measure  the 
''  stalling  current "  which  the  motor  takes  at  standstill  with 
full  voltage  applied  and  various  amounts  of  resistance  in  the 
rotor  circuit. 

We  see  also  from  Fig.  259  that  increase  of  rotor  resistance 
does  not  reduce  or  alter  the  pull-out  point  or  the  maximum 
value  of  torque  which  the  motor  can  produce  for  a  given 
voltage  applied.  The  vertical  lines  have  been  drawn  in 
Fig.  259  to  point  out  an  important  fact;  namely,  that  the 
lowest  values  of  rotor  resistance  give  a  relatively  small  torque 
at  standstill  but  nevertheless  cause  the  largest  starting 
currents  to  be  taken  at  given  (constant)  voltage;  and  that 
the  starting  torque  may  be  increased  while  the  starting 
current  is  reduced,  by  increasing  the  rotor  resistance  up  to  a 
certain  point  (corresponding  to  curve  d),  but  that  if  larger 
rotor  resistance  than  this  be  employed,  the  starting  torque 
is  reduced  as  also  the  starting  current  (shown  by  curve  e). 
The  extension  of  the  speed-torque  curves  below  the  hori- 
zontal axis  OT  indicates  what  values  of  torque  would  be  en- 
countered by  an  external  source  of  mechanical  power  when 
used  to  drive  the  rotor  in  a  direction  opposite  to  that  of  the 
rotating  flux  (that  is,  produce  negative  speeds),  while  the 
stator  remains  connected  to  the  alternating-current  supply. 

To  assist  the  student  in  reading  the  ordinary  literature 
of  the  induction  motor,  it  were  well  for  us  to  explain  that 
the  torque  is  often  expressed  in  terms  of  "sjrnchronous 
watts''  instead  of  ''pound-feet."  To  explain  the  relation 
between  these  terms,  let  us  take  for  example  a  machine 
which  develops  a  torque  of  100  pound-feet  at  1000  r.p.m. 
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and  whose  synchronous  speed  is  1200  r.p.m.  This  torque 
is  equal  to  that  produced  by  a  pull  of  100  pounds  along  a 
belt  wrapped  around  a  pulley  of  1-ft.  radius  or  2-ft.  diam- 
eter. The  work  done  by  such  a  force  in  turning  the  pulley 
through  1  revolution  is  2  ttF  =  6.28  X  1  ft.  X  100  lbs.  = 
628  foot-pounds  of  work  or  energy.  If  the  motor  were  to 
exert  this  same  torque  while  turning  at  synchronous  speed 
(1200  r.p.m.),  the  mechanical  power  generated  would  be 

^  628  X  1200  =  753,600  foot-pounds  per  minute,  or  oTmA 

«5o,UUU 

=  22.8  horse  power,  or  22.8  X  746  =  17,020  watts.  This  is 
the  so-called  "synchronous  watts,"  meaning  the  mechanical 
power  (expressed  in  watts)  which  the  machine  would  develop 
if  it  were  to  turn  at  synchronous  speed  while  exerting  the 
f  same  torque. 

As  power  is  directly  proportional  to  both  torque  and  speed, 
"  synchronous  watts ''  is  equal  to  the  product  of  synchronous 
speed  (r.p.m.)  and  torque  (pound-feet)  multiplied  by  a 
constant  {K)  whose  value  is  determined  as  follows: 

Sjmchronous  watts  =  r.p.m.  X  pound-feet  X  K, 

17,020  =  1200  X  100  X  X, 
,  y  ^      17,020 

1200  X  100 
=  0.142. 

That  is,  we  multiply  the  torque  in  pound-feet  by  the  syn- 
chronous speed  in  r.p.m.  and  by  the  constant  0.142  to  get  the 
torque  in  synchronous  watts.  This  quantity  is  useful  in 
analyzing  the  losses  in  the  induction  motor  and,  like  the 
method  of  expressing  resistance  and  impedance  of  trans- 
formers and  generators  in  terms  of  per  cent,  it  enables  us 
more  readily  to  compare  the  performance  of  machines  of 
various  sizes  and  speeds. 

Prob.  66-7..  Calculate  the  percentage  speed  regulation  of  the 
motor  (rated-load  torque  to  zero)  corresponding  to  each  of  the 
speed-torque  curves  given  in  Fig.  258,  and  draw  from  these  results 
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a  curve  having  as  abscissas  the  starting  torque  (as  per  cent  of  rated- 
load  torque)  and  as  ordinates  the  per  cent  speed  regulation  oone- 
sponding  to  the  rotor  resistances  which  give  these  values  of  starting 
torque. 

Prob.  66-7.  What  values  of  torque,  expressed  as  percentages 
of  rated-load  torque,  may  be  obtained  from  the  motor  of  Fig.  258 
operating  at  a  speed  of  500  r.p.m.,  by  means  of  the  particular 
controller  to  which  these  speed-torque  curves  refer? 

Prob.  57-7.  What  values  of  speed,  expressed  as  per  cent  of 
synchronous  speed  or  zero-load  speed,  may  be  obtained  from  the 
motor  of  Fig.  258  operating  at  half  of  rated-load  torque,  by  means 
of  the  particular  controller  to  which  these  speed-torque  curves 
refer? 

Prob.  68-7.  Using  data  from  Fig.  259,  draw  a  starting  charac- 
teristic for  wound-rotor  motor  at  constant  voltage  and  frequency 
having  as  abscissas  starting  torque  and  as  ordinates  the  corre- 
sponding currents  taken  by  the  stator  at  starting  (zero  speed). 
Then,  from  data  of  Fig.  254,  obtain  a  similar  curve  showing  rela- 
tion of  current  to  torque,  when  starting  at  full  voltage  but  with 
various  values  of  rotor  resistance.  Compare  the  forms  of  these 
two  curves. 

Prob.  69-7.  In  Fig.  259,  assume  that  the  controller,  by  means 
of  which  the  amount  of  resistance  in  rotor  circuits  is  adjusted,  has 
only  five  running  points  corresponding  to  the  speed-torque  curves 
a,  6,  c,  d,  e.  The  first  point  on  the  controller  corresponds  to  curve 
e,  this  being  the  maximum  resistance  available  after  closing  the 
rotor  circuit.  If  the  motor  starts  against  a  torque  equal  to  rated- 
load  torque  represented  by  the  vertical  line  T,  draw  a  curve  having 
speed  as  abscissas  and  current  as  ordinates.  The  motor  is  allowed 
to  reach  steady  speed  on  each  controller  point  before  being  advanced 
to  the  next  point. 

Prob.  60-7.  From  the  data  of  Fig.  258,  calculate  what  must 
be  the  ratio  between  the  total  rotor  circuit  resistances  corresponding 
to  speed-torque  curves  8,  7,  6,  5,  4,  3,  2,  1,  respectively. 

Prob.  61-7.  If  the  curve  A  in  Fig.  258  represents  the  speed- 
torque  relation  with  the  rotor  terminals  short-circuited  (that  is, 
only  the  inherent  resistance  of  rotor  windings  being  present  in  rotor 
circuit),  calculate  the  ratio  between  resistances  external  and  in- 
ternal to  the  rotor,  corresponding  to  speed-torque  curves  8,  7,  6,  5, 
4,  3,  2,  1,  respectively,  in  Fig,  258. 
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Prob.  62-7.  From  the  data  of  Fig.  258  calculate  the  starting 
torque  in  terms  of  synchronous  watts,  corresponding  to  each  of  the 
eight  controller  points,  and  also  to  the  'inherent  speed-torque 
characteristic"  with  rotor  short-circuited. 

102.  E£Fect  of  Air  Gap  on  Operating  Characteristics. 

Changing  the  length  of  air-gap  in  an  induction  motor,  other 
things  being  equal,  affects  all  the  operating  characteristics 
of  the  naotor,  but  principally  the  relation  of  current,  power- 
factor  and  efficiency  to  the  torque  or  the  horse-power  out- 
put. With  constant  voltage  and  frequency  impressed  upon 
the  stator,  the  counter  e.m.f.  and  the  amount  of  flux  must 
remain  approximately  constant;  therefore,  the  core  losses 
(watts)  and  the  core-loss  component  of  the  exciting  current 
must  both  be  nearly  constant  for  variations  of  air-gap  length 
as  well  as  for  variations  of  load. 

However,  if  we  double  the  length  of  air  gap  we  very  nearly 
double  the  total  reluctance  of  each  magnetic  circuit  in  the 
motor,  because  most  of  the  reluctance  in  the  magnetic  cir- 
cuits is  due  to  the  air  gap.  To  produce  the  same  flux  against 
a  doubled  reluctance  requires  that  the  magnetizing  ampere- 
turns  be  doubled;  that  is,  the  magnetizing  component  of 
the  exciting"  current  must  be  doubled.  Suppose  that  origi- 
nally the  exciting  current  was  3  amperes  at  20  per  cent  power- 
factor.  Its  core-loss  component  was  therefore  0.2  X  3  = 
0.6  ampere,  and  its  magnetizing  component  was  V3^  —  0.6* 
=  2.94  amperes.  If  now  we  double  the  air  gap,  the  core- 
loss  component  remains  approximately  0.6  ampere  while  the 
magnetizing  component  increases  to  approximately  2  X 
2.94  =  5.88  amperes,  consequently  the  exciting  current  is 
now  V5.88*  +  0.6^  =  5.91  amperes.    The  zero-load  current 

5  91  —  3 
is  therefore  increased  by  — — ^ or  97  per  cent,  and  the 

n  ft 
power-factor  at  zero  load  is  reduced  from  0.20  to  ^-^  or  0.102. 

The  magnitude  of  the  efifect  of  changes  in  length  of  air 
gap  upon  the  current,  power-factor  and  efficiency  at  loads 
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greater  than  zero  will  depend  upon  the  design  of  the  motor  — 
for  instance,  upon  the  relation  of  exciting  current  and  power- 
factor  at  zero  load  to  total  current  and  power-factor  at  rated 
full  load,  with  normal  air  gap.  In  general,  the  current 
input  corresponding  to  any  given  percentage  of  rated  load 
will  be  increased,  the  power-factor  will  be  reduced,  the  efli- 
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ciency  will  be  lowered;  the  speed  and  the  pull-out  torque  will 
be  affected  to  the  least  extent  although  both  will  be  reduced. 
For  illustration,  Fig.  260  exhibits  the  relation  of  power- 
factor  to  load,  corresponding  to  several  different  lengths  of 
air  gap  for  the  same  motor;  the  air  gaps  represented  here 
are  in  the  ratio  I -.2  :3  :  i  =  A  :  B  :  C  :  D. 


ASYNCHRONOUS  MOTORS  483 

There  are  practical  aspects  of  great  importance  in  this 
matter  of  air  gap.  If  in  an  effort  to  raise  the  power-factor 
and  efficiency,  or  lower  the  current,  the  air  gap  be  decreased 
too  far,  then  a  comparatively  slight  amount  of  wear  in  the 
bearings  will  cause  the  rotor  to  rub,  and  therefore  adjust- 
ments and  repairs  become  necessary  more  frequently. 
Typical  values  of  air  gap  are  from  0.02  to  0.05  inch  in  motors 
of  about  5  to  30  horse  power,  and  750  to  1200  r.p.m.  Though 
small,  these  are  sufficient  for  all  ordinary  uses;  for  very  rough 
use,  in  steel  mills  for  instance,  gaps  as  high  as  0.10  inch  may 
be  employed  if,  as  usual  in  such  cases,  the  purchaser  con- 
siders continuity  of  service  to  be  very  much  more  important 
than  power-factor  or  efficiency.  In  any  case,  it  is  important 
that  trouble  from  rubbing  of  the  rotor  be  remedied  by  ad- 
justing or  changing  the  bearings  and  never  by  turning  down 
the  rotor  to  a  smaller  diameter,  because  the  latter  method 
brings  on  all  the  bad  effects  of  increased  air  gap. 

103.  Effect  of  Wrong  Voltage  or  Frequency  on  Operat- 
ing Characteristics.  If  the  voltage  impressed  on  the  stator 
be  reduced  for  any  cause,  while  the  frequency  remains  un- 
changed, the  torque  corresponding  to  any  given  percentage 
slip  will  be  reduced  in  proportion  to  the  square  of  the  voltage. 
The  reason  for  this  has  already  been  explained  in  relation  to 
the  starting  of  the  induction  motor.  (See  Art.  97  and  98, 
and  Fig.  255.)  Thus,  a  motor  which  gives  full-load  torque 
at  5  per  cent  slip  with  rated  voltage  applied  to  the  stator, 
will  give  ay  =  i  times  full-load  torque  at  the  same  slip 
or  speed,  if  the  voltage  be  reduced  one-half. 

It  follows  that,  if  the  resisting  torque  remains  constant 
while  the  impressed  voltage  is  reduced  to  half,  the  slip  must 
be  increased  and  the  speed  correspondingly  reduced.  In  fact, 
in  this  case  the  sUp  would  be  increased  four-fold  when  the 
voltage  is  halved;  the  four-fold  slip  with  halved  flux  would 
induce  double  e.m.f.  in  rotor,  which  (neglecting  rotor  react- 
ance) would  produce  doubled  rotor  current,  and  this  doubled 
rotor  current  with  halved  stator  flux  would  produce  the  same 
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torque  as  formerly.  The  eflfect  of  doubled  rotor  reactance 
upon  rotor  current  and  upon  the  position  of  rotor  poles 
relative  to  stator  poles  will  be  such  as  to  cause  an  even 
greater  increase  of  slip  than  that  deduced  above.  . 

Any  reduction  of  frequency  affects  the  synchronous  speed 
of  a  given  motor  in  direct  and  exact  proportion.  If  the 
voltage  meanwhile  is  maintained  constant  as  by  a  voltage 
regulator,  the  amount  of  flux  is  increased  in  inverse  propor- 
tion to  the  frequency.  (See  Art.  37.)  This  would  not  only 
increase  the  core  losses  and  the  operating  temperature  of 
the  motor  corresponding  to  a  given  load,  as  well  as  lower  the 
efficiency,  but  would  reduce  the  speed  while  also  reducing 
the  per  cent  slip.  Supposing  that  we  halve  the  frequency 
with  constant  voltage,  we  may  reason  as  follows: 

First    Half  frequency  at  same  voltage  means  double  flux. 

Second.  Double  flux  with  same  torque  means  half  rotor 
currents  (neglecting  change  of  relative  position  of  rotor  and 
stator  poles  due  to  change  of  frequency  and  power-factor  in 
rotor). 

Third.  Half  rotor  currents  mean  half  rotor  induced  e.m.f . 
(neglecting  change  of  rotor  frequency  and  reactance  due  to 
slip). 

Fourth.  Half  rotor  e.m.f.,  with  double  flux,  means  that 
the  slip  in  terms  of  actual  rev.  per  min.  must  be  only  one- 
quarter  as  large  as  originally. 

Fifth.  One-quarter  as  many  r.p.m.  of  slip,  with  one-half 
as  many  r.p.m.  of  stator  flux,  means  that  the  per  cent  slip 
is  only  one-half  as  great  as  originally. 

As  the  frequency  of  rotor  e.m.f.'s  is  decreased,  we  may 
reason  that  the  effect  of  rotor  reactance  will  be  to  cause  the 
reduction  in  per  cent  slip  to  be  slightly  greater  than  that 
deduced  above.  Since  the  slip  is  usually  relatively  small  at 
rated  load  and  frequency,  we  may  say  that  the  actual  rotor 
speed  is  reduced  to  a  value  slightly  more  than  half  its  former 
value  when  the  frequency  is  reduced  to  half.  Such  a  large 
change  of  frequency  is  not  likely  to  occur  in  any  motor  un- 
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leas,  for  instance,  we  happen  to  attach  a  60-cycle  motor  to  a 
25-cycle  circuit  having  the  same  voltage  for  which  the  motor 
is  rated;  in  that  case  the  excessive  core  losses  and  exciting 
current  would  soon  burn  out  the  motor,  so  that  this  is  not  to 
be  considered  as  an  operating  condition. 

By  reasoning  similar  to  the  example  explained  above,  we 
may  arrive  at  the  conclusion  that  if  the  voltage  is  raised  or 
lowered  in  proportion  as  the  frequency  varies,  the  per  cent 
slip  corresponding  to  a  given  torque  remains  unchanged; 
that  is,  with  constant  torque  we  get  exactly  half  speed  corre- 
sponding to  half  frequency,  or  we  get  0.9  of  the  original  speed 
if  we  reduce  both  the  frequency  and  voltage  to  0.9  of  their 
original  values.  There  is  not  much  difference  between  the 
results  of  the  two  sets  of  assumptions;  roughly,  the  speed  of 
a  given  induction  motor  is  directly  proportional  to  the  fre- 
quency. 

It  may  also  be  shown  that  if  an  induction  motor  must 
operate  on  frequency  other  than  standard,  the  performance 
will  be  better  if  the  voltage  is  changed  in  proportion  to  the 
square  root  of  the  frequency.  Thus,  a  440-volt  60-cycle 
motor  operating  on  50  cycles  will  have  very  nearly  its  normal 
operating  characteristics  if  the  voltage  is  reduced  to  440  X 
V50/60  or  402  volts. 

Prob.  68-7.  From  the  "inherent  speed-torque  characteristic" 
of  Fig.  258,  draw  accurately  to  scale  a  curve  having  as  abscissas 
torque  (pound-feet)  and  as  ordinates  slip  (r.p.m.).  From  this, 
calculate  another  slip-torque  curve  corresponding  to  an  impressed 
voltage  60  per  cent  of  rated  voltage.  Finally,  draw  the  inherent 
speed-torque  curve  for  60  per  cent  of  rated  voltage. 

Prob.  64-7.  Repeat  the  work  of  Prob.  63  on  the  basis  of  the 
curve  8  of  Fig.  258,  thus  showing  the  speed-torque  relation  for  the 
same  motor  when  operated  on  last  step  of  controller  with  60  per 
cent  of  rated  voltage  impressed  upon  the  stator. 

Prob.  6&-7.  (a)  A  44Q-volt  60-cycle  induction  motor  is  to  be 
operated  from  25-cycle  mains.  What  voltage  should  be  impressed 
upon  its  stator?  (6)  What  percentage  of  normal  flux  density  will 
be  obtained  under  the  altered  conditions? 
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1(ML  Speed  Control  of  Polyphase  Induction  Motor.    Any 

desired  speed  between  zero  and  synchronous  speed  may  be 
obtained  by  adjusting  the  amount  of  resistance  in  the  second- 
ary or  rotor  circuits.  This  method  of  speed  control  is  fully 
covered  in  Art.  101.  The  method  is  objectionable  in  the 
following  respects: 

First.  After  the  speed  has  been  adjusted  to  a  given  value 
at  a  given  load,  any  change  of  load  will  be  accompanied  by 
a  considerable  variation  of  speed.  That  is,  the  speed  regu- 
lation of  the  motor  will  be  poor;  the  further  from  synchro- 
nism the  speed  is  adjusted  by  means  of  rotor  resistance,  the 
worse  will  be  the  speed  regulation,  naturally. 

Second.  The  efficiency  is  lowered  when  the  rotor  resist- 
ance is  increased  to  control  the  speed.  (This  relation  is  also 
covered  in  Art.  101.) 

This  method  of  control  is  therefore  not  suitable  for  ser- 
vice requiring  several  constant  speeds  with  varying  torque, 
such  as  the  driving  of  'machine  tools.  It  is,  however,  very 
useful  where  constant  speeds  are  not  essential,  as  in  operating 
cranes,  hoists,  elevators  and  dredges,  and  also  for  service  where 
the  torque  remains  constant  at  each  speed,  as  in  driving 
fans,  blowers  and  centrifugal  pumps. 

Various  speeds  may  also  be  obtained  with  any  given  torque, 
by  changing  the  voltage  applied  to  the  stator  terminals  (by 
inserting  resistance  between  the  supply  lines  and  the  stator 
terminals,  which  has  the  same  disadvantages  as  the  method 
of  secondary  resistances  and  is  not  as  e£Fective;  or  by  chang- 
ing from  one  tap  to  another  on  an  autotransformer).  In 
Art.  103  it  is  explained  how  variations  of  voltage  at  constant 
frequency  cause  variations  of  speed.  This  method  is  not  in 
commercial  use,  however,  on  account  of  low  power-factor, 
low  efficiency,  and  poor  speed  regulation  obtained  when  the 
speed  is  controlled  over  an  appreciable  range  in  this  manner. 

Sometimes  the  stator  winding  is  arranged  so  that  when  the 
connections  are  changed  by  means  of  a  special  switch,  the 
number  of  poles  is  changed.    Thus,  if  the  number  of  poles 


ASYNCHRONOUS  MOTORS  487 

on  a  60-cycle  stator  is  changed  from  6  to  4,  the  synchronous 
speed  is  changed  correspondingly  from  1200  r.p.m.  to  1800 
r.p.m.  Although  the  operating  characteristics  are  main- 
tained excellently  at  the  changed  speed,  it  is  impracticable 
to  have  many  changes  of  speed  in  the  same  motor,  and  the 
scheme  does  not  meet  favor  on  account  of  its  complications. 

Next  to  the  method  of  varying  secondary  resistance,  the 
most  practicable  and  useful  method  is  the  connection  of  in- 
duction motors  "in  cascade,"  or  in  "concatenation."  The 
theory  of  this  method  has  already  been  hinted  at  in  Prob.  19 
of  this  chapter.  The  system  requires  two  motors,  and  they 
must  be  rigidly  coupled  together  by  gearing  or  belting  or 
by  being  mounted  on  the  same  shaft.  Furthermore,  at 
least  one  of  the  motors  must  have  a  wound  rotor  with  slip- 
rings  for  connecting  it  to  an  external  circuit.  The  stator  of 
motor  No.  1  is  connected  to  the  line,  and  the  terminals  of 
its  wound  rotor  are  connected  to  the  stator  of  motor  No.  2. 
Motor  No.  2  may  have  either  a  squirrel-cage  rotor  or  a 
wound  rotor;  in  the  latter  case  rotor  resistances  may  be 
used  to  obtain  intermediate  speeds  between  the  otherwise 
abrupt  steps  obtainable  simply  by  the  cascade  connection. 

With  concatenated  motors  as  described  above,  the  speed 
at  which  the  shaft  will  turn  for  a  given  frequency  and  volt- 
age impressed  upon  the  stator  of  motor  No.  1  may  have 
various  values  depending  upon: 

(a)  The  number  of  poles  in  each  motor. 

(6)  The  polarity  of  connections  between  rotor  of  motor 

No.  1  and  stator  of  motor  No.  2. 
(c)  The  amount  of  resistance  in  the  rotor  circuit  of  motor 

No.  2,  if  it  is  of  the  wound-rotor  type. 

As  the  internal  action  of  concatenated  motors  is  especially 
instructive,  it  is  explained  in  some  detail  in  a  separate  article 
following. 

It  is  apparent  from  the  above  discussion  of  methods  for 
controlling  the  speed  of  pol3rphase  induction  motors,  that 
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they  are  all  rather  unsatisfactory  in  one  way  or  another. 
In  fact,  it  appears  that  the  induction  motor  is  inherently 
what  may  be  called  a  "constant-speed  motor"  —  not  in  an 
absolute  sense  like  the  synchronous  motor,  but  in  comparison 
with  such  flexible  adjustable-speed  types  as  may  be  had 
among  the  direct-current  motors. 

106.  Induction  Motors  in  Cascade.  The  connection 
variously  known  as  the  cascade,  or  chain,  or  tandem  con- 
nection, or  concatenation  of  polyphase  induction  motors,  is 
described  briefly  in  the  preceding  article  as  one  of  the  methods 
available  for  controUing  the  speed  of  such  motors.  We  shall 
examine  now  the  internal  actions  by  which  motors  so  con- 
nected adjust  themselves. 

Consider  first  two  motors  exactly  alike,  with  the  rotor  of 
the  second  one  short-circuited  or  replaced  by  a  squirrel-cagq 
rotor.  Being  directly  coupled  together,  they  must  turn  at 
the  same  speed.  If  the  stator  of  No.  2  is  connected  to  the 
rotor  terminals  of  No.  1  in  such  sequence  that  both  motors 
tend  to  rotate  in  the  same  direction,  then  the  synchronous 
speed  of  the  couple  will  be  just  one-half  of  the  speed  at 
which  each  motor  would  operate  if  both  stators  were  con- 
nected directly  to  the  supply  line  in  parallel  while  both 
rotors  were  short-circuited.  This  is  in  fact  the  manner  in 
which  we  get  two  speeds  from  the  couple,  the  tandem  con- 
nection giving  us  one-half  the  speed  which  we  get  from  the 
parallel  connection. 

Analyzing  the  general  case,  let: 

> 

pi  =  number  of  pairs  of  poles  on  motor  No.  1. 
pt  =  number  of  pairs  of  poles  on  motor  No.  2. 
/o  =  number  of  cycles  per  second,  frequency  of  supply 

mains, 
n  =  number  of  rev.  per  sec,  speed  of  shaft. 

Then 

—  =  synchronous  speed  of  motor  No.  l,rev.  per  sec. 
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[  —  —  n  j  =  slip  of  motor  No.  1,  in  rev.  per  sec. 

(—  —  n)  pi  =  frequency  of  rotor  e.m.f.'s  in  motor  No.  1  = 

frequency  of  stator  e.m.f.'s  impressed  on 
motor  No.  2. 

— =  synchronous  speed  of  motor  No.  2,  in  rev. 

Pi 

per  sec. 

Now,  if  motor  No.  2  is  connected  to  motor  No.  1  in  such 
manner  that  both  tend  to  start  in  the  same  direction  (direct 
concatenation),  we  have 

{^-n)xp^ 

— ^ =  synchronous  speed  of  motor  No.  2  =  n 

rev.  per  sec. 

This  is  because  the  motors  are  rigidly  coupled  together; 
motor  No.  2  with  its  rotor  short-circuited  must  operate  at 
or  near  its  synchronous  speed,  and  this  must  be  the  same  as 
the  speed  of  motor  No.  1.  Simplifying  this  equation,  we 
have 

(1)     /o  -  npi  =  np2,  or  n(pi  +  P2)  =  /o,  or  n  =  ■^— ^— y 

But  suppose  that  motor  No.  2  is  connected  to  motor  No.  1 
in  such  manner  that  they  tend  to  start  in  opposite  directions 
(differential  concatenation);   we  have  then 


^-"h 


Pi 

—  =  synchronous  speed  of  motor  No.  2  =  —  w 


rev.  per  sec. 
Simplifying  this  equation,  we  have 


(2)      /o  -  npi  =  -npj,  or  n  (pi  ~  pa)  =  /o,  orn  = 


^        /( 


0 


(P1-P2) 
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By  using  two  motors  with  diflferent  numbers  of  poles,  we 
can  get  four  different  speeds.  Thus,  suppose  that  motor 
No.  1  has  6  poles  and  motor  No.  2  has  4  poles.  Then  pi  =  3 
and  pi  =  2.    When  supplied  from  a  60-cycle  circuit: 

(a)  With  motor  No.  1  running  singly,  stator  directly  to  line 

and  rotor  short-circuited,  speed  =  —  =  -tt  =  20  rev.  per  sec. 

Pi       3  ^ 

f       60 
(6)  With  motor  No.  2  running  singly,  speed  =  ~  =  -77  = 

P2      -6 

30  rev.  per  sec. 

(c)   With  motors  No.  1  and  No.  2  in  direct  concatenation, 

A  /o  60         ,^ 

speed  =  — -. —  =  o  .  r>  =  12  rev.  per  sec. 
P1  +  P23  +  2 

{d)  With  motors  No.  1  and  No.  2  in  differential  concate- 
nation, 

«,>.^  /o  60        ^ 

speed  =  — =  7i — s  =  60  rev.  per  sec. 

P1-P23-2  ^ 

We  are  thus  able  to  get  speeds  of  12,  20,  30  and  60  rev.  per 
sec,  which  is  two  speeds  more  than  we  could  get  from  these 
motors  without  the  aid  of  cascade  connection. 

Prob.  66-7.  Two  induction  motors  which  are  being  operated 
in  direct  concatenation  are  exactly  alike  in  all  respects  except  that 
the  rotor  of  No.  2  is  short-circuited.  The  rated  voltage  and  fre- 
quency of  each  motor  is  such  that  the  two  may  be  operated  in 
parallel  directly  from  the  supply  line.  If  the  flux  density  and  the 
rotor  and  stator  currents  may  not  be  permitted  to  exceed  the 
values  obtained  under  this  condition,  what  is  the  maximum  total 
power  that  may  be  obtained  from  the  pair  when  operated  in  direct 
concatenation,  expressed  as  percental  of  the  total  power  when 
operated  in  parallel? 

Prob.  67-7.  What  speeds  are  obtainable  by  concatenated  ar- 
rangements of  two  60-cycle  motors,  one  having  8  poles  and  the 
other  4  poles? 

Prob.  6S-7.  What  speed  would  be  obtained  by  direct  concatena- 
tion of  three  60-cycle  motors,  having  8,  6  and  4  poles,  respectively? 
The  rotor  of  the  last  motor  is  short-circuited. 
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Prob.  69-7.  What  would  be  the  result  if  the  4-pole  motor  of 
Prob.  68  were  connected  in  differential  concatenation  to  the  first 
two  motors,  which  are  connected  in  direct  concatenation? 

106.  Induction  Motor  as  Asjrnchronous  Generator. 
The  Induction  Generator.  When  opposition  is  offered  to 
the  rotation  of  an  induction  motor,  it  takes  electrical  power 
into  its  stator  from  the  line  wires,  it  generates  mechanical 
power  in  its  rotor,  and  it  turns  at  a  speed  somewhat  less  than 
the  synchronous  speed.  As  we  decrease  the  torque  resisting 
rotation  and  thereby  the  mechanical  power  generated,  the 
slip  decreases  and  the  speed  approaches  synchronous  speed, 
while  the  current  and  power  taken  by  the  stator  decrease.  If 
we  remove  entirely  the  resisting  torque  and  permit  the  motor 
to  turn  freely,  it  takes  from  the  line  only  an  exciting  current 
(of  relatively  small  value  and  low  power-factor)  and  a  small 
amount  of  power  to  overcome  fixed  losses  in  iron  and  friction. 

Now  suppose  we  couple  this  machine  to  an  engine  which 
drives  it  at  exactly  synchronous  speed.  The  stator  con- 
tinues to  take  from  the  line  an  exciting  current  and  just 
enough  power  to  overcome  the  iron  losses,  while  the  engine 
supplies  the  friction  losses.  If  we  speed  the  engine  up 
slightly  above  synchronism  (negative  or  reversed  slip),  the 
direction  of  rotor  e.m.f .  and  current  is  reversed,  which  causes 
the  stator  to  carry  a  load  component  of  current,  in  direction 
opposite  to  that  which  it  takes  when  the  machine  turns  as 
motor  at  less  than  synchronous  speed.  That  is,  when  the 
machine  is  forced  to  turn  at  more  than  S3mchronous  speed,  it 
delivers  electrical  power  (or  carries  a  component  of  current 
180^  out  of  phase  with  the  e.m.f .)  into  the  line,  and  absorbs 
an  equivalent  additional  amount  of  mechanical  power  from 
the  engine.  While  it  continues  to  take  from  the  line  an  ex- 
citing current,  or  more  exactly  a  magnetizing  current  to 
maintain  the  flux,  the  power-factor  of  the  total  line  current 
is  distinctly  raised  by  the  comparatively  large  power  com- 
ponent representing  electrical  power  delivered  or  mechanical 
power  transformed. 
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When  an  induction  motor  is  driven  thus  by  a  prime  mover 
above  synchronous  speed  and  thereby  deUvers  electrical 
power  from  its  stator  into  the  line,  it  is  called  an  "induction 
generator,"  or  an  "asynchronous  generator."  The  amount 
of  electrical  power  delivered  is  approximately  proportional 
to  the  sUp  (which  is  negative,  the  speed  being  above  sjmchro- 
nism),  just  as  in  the  case  of  induction  motor  action  where 
the  sUp  is  approximately  directly  proportional  to  the  mechan- 
ical power  developed.  In  fact,  the  variation  of  line  current, 
line  kilowatts,  power-factor  and  efficiency  of  an  induction 
generator  with  respect  to  (negative)  slip  or  (negative) 
torque  are  almost  exactly  like  the  corresponding  curves  for 
the  same  machine  with  respect  to  (positive)  slip  or  (positive) 
torque  when  it  acts  as  a  motor. 

The  induction  generator  cannot  operate  unless  connected 
to  a  circuit  which  is  capable  of  suppljdng  a  suitable  amount 
of  reactive  volt-amperes  to  excite  the  iron  cores,  or  produce 
the  flux  which  assists  to  generate  the  e.m.f.  and  the  power; 
in  other  words,  the  machine  is  not  self -exciting.  If  it  drives 
a  synchronous  motor,  the  latter  may  furnish  the  necessary 
reactive  volt-amperes  for  excitation  of  the  induction  gen- 
erator, while  the  latter  gives  out  the  kilowatts  of  effective 
power  to  drive  the  synchronous  motor.  Likewise  an  in- 
duction generator  may  drive  a  sj^chronous  converter.  If 
the  prime  mover  which  drives  the  induction  generator  has  a 
governor  to  keep  its  speed  constant,  the  negative  slip  that  is 
necessary  to  enable  it  to  deliver  electrical  power  can  be  ob- 
tained only  by  a  decrease  in  the  frequency  of  the  line  which 
supplies  the  exciting  volt-amperes  and  absorbs  the  elec- 
trical power  generated. 

If  the  excitation  is  furnished  by  S3mchronous  motors  or 
synchronous  converters,  the  reduction  of  their  speed,  which 
naturally  occurs  when  they  are  loaded,  may  cause  the 
necessary  amount  of  negative  slip.  But  if  the  governed  in- 
duction generator  is  driven  in  parallel  with  synchronous  gen- 
erators the  prime  movers  of  which  are  also  governed,  then  the 
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latter  must  be  designed  for  a  speed  regulation  somewhat 
larger  or  poorer  than  that  of  the  prime  mover  driving  the 
induction  generator,  in  order  that  the  induction  generator 
may  take  its  share  of  the  load. 

The  most  common  use  of  induction  generators  is  as  an 
auxiliary  to  synchronous  generators  in  large  power  houses. 
Thus,  the  synchronous  a-c.  generator  is  driven  by  a  reciprocat- 
ing steam  engine;  the  exhaust  steam  from  this  engine,  at  or 
about  atmospheric  pressure,  is  fed  to  a  steam  turbine  which 
drives  an  induction  generator.  The  stator  of  the  latter  is 
connected  directly  to  the  terminals  of  the  synchronous 
generator.  There  is  no  governor  on  the  exhaust-steam 
turbine  which  receives  all  the  steam  that  the  reciprocating 
engine  delivers;  notwithstanding  this,  the  turbine  cannot 
race  because  it  must  deliver  electrical  power  in  proportion 
to  any  excess  of  its  speed  above  the  synchronous  speed  (of 
the  main  generator,  which  is  governed),  and  this  would  lighten 
the  load  on  the  reciprocating  engine,  whereupon  the  governor 
of  the  latter  comes  into  action. 

The  advantage  of  an  induction  generator  in  the  central 
station  is  that  when  short-circuited  its  voltage  drops  and  it 
stops  generating,  consequently  cannot  injure  itself  as  can  a 
synchronous  generator  (see  Art.  17).  It  would  not  be  advis- 
able to  use  induction  generators  for  more  than  about  half 
the  generating  capacity  of  a  station,  however,  because  the 
relatively  large  reactive  component  of  exciting  current  re- 
quired would  seriously  reduce  the  power-factor  and  conse- 
quently the  load  capacity  of  the  synchronous  generators. 

The  ability  of  the  polyphase  induction  motor  to  return 
power  to  the  polyphase  supply  line  when  driven  above 
synchronous  speed  is  very  useful  in  what  is  known  as  "re- 
generative braking."  Thus,  if  a  trolley  car  driven  by  such 
motors  is  allowed  to  roll  freely  down  hill,  its  speed  increases 
only  until  the  motors  are  turning  slightly  above  synchro- 
nism. Then  the  motors  become  induction  generators,  re- 
turning the  stored  "energy  of  position"  of  the  car  to  the  line 
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as  electrical  power.  The  motors  cannot  run  much  above 
synchronous  speed  before  they  develop  a  magnetic  resisting 
torque  equal  to  the  force  tending  to  speed  the  car  down  hill ; 
hence  the  car  moves  safely  at  about  its  top  speed,  but  does 
not  much  exceed  top  speed.  Induction  motors  are  em- 
ployed similarly  to  drive  hoists;  the  load  while  being  lowered 
remains  connected  to  the  motor,  driving  it  as  induction  gen- 
erator and  returning  electrically  to  the  line  a  large  part  of 
the  energy  previously  required  to  lift  the  load.  However,  if 
the  power  supply  fails  the  braking  action  is  lost. 

107.  Induction  Motor  as  Frequency  Chan|[er.  There 
are  decided  advantages  in  using  a  low  frequency  (as  25  cycles 
per  sec.)  for  transmission  of  power,  rather  than  a  higher  fre- 
quency (as  60  cycles  per  sec).  Thus,  the  line  drop  due  to 
inductance  of  the  transmission  line,  and  the  charging  current 
due  to  capacitance  of  the  line,  are  both  reduced  by  lowering 
the  frequency.  While  the  operating  characteristics  of  a-c. 
motors  are  improved  by  lower  frequency,  the  size  and  cost 
of  the  machines  (including  transformers)  per  horse  power  or 
per  kv-a.  is  increased.  Everything  considered,  it  has  seemed 
advisable  to  design  and  operate  several  large  power  systems 
at  25  cycles  per  second.  For  operation  of  lights,  however, 
this  frequency  is  distinctly  unsatisfactory  because  it  produces 
a  flicker;  consequently,  on  such  systems  the  lighting  cir- 
cuits are  connected  to  the  transmission  lines  through  a 
''frequency  changer." 

Such  a  frequency  changer  might  consist  of  a  S3aichronous 
motor  coupled  to  an  a-c.  generator  having  a  different  num- 
ber of  poles.  Prob.  5-6  in  "First  Course"  has  made  it 
apparent  that  there  are  distinct  limitations  to  the  design  of 
such  couples.  Furthermore,  Prob.  13,  14,  15,  16,  17  and 
18  in  this  chapter  have  served  to  indicate  that  the  induction 
motor  may  be  used  as  a  frequency  changer.  For  this  pur- 
pose, the  stator  is  connected  to  the  supply  line  (low  frequency) 
and  the  terminab  of  the  wound  rotor  are  connected  to  the 
distributing  line  (higher  frequency)  while  the  rotor  is  coupled 
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to  a  synchronous  motor  which  turns  it  against  the  rotating 
stator  flux.  The  synchronous  motor  takes  power  from  the 
supply  mains  at  the  lower  frequency.  Thus,  to  deliver  at 
60  cycles  from  the  rotor  when  power  is  supplied  at  25  cycles 
to  the  stator  requires  that  the  rotor  be  driven  at  a  speed  of 

— ^ —  or  1.4  times  the  synchronous  speed  of  the  rotor, 

and  in  a  direction  contrary  to  that  in  which  the  rotor  would 
turn  if  operated  as  an  induction  motor  with  the  same  con- 
nections of  stator  to  line. 

It  is  instructive  to  examine  the  distribution  of  power  in 
such  a  frequency  changer.  To  drive  the  rotor  against  the 
stator  flux  requires  no  torque  (except  that  necessary  to  over- 
come friction  and  magnetic  losses  in  the  rotor)  as  long  as  the 
rotor  carries  no  current.  But  as  soon  as  the  rotor  deUvers 
current  to  a  receiving  circuit,  the  (8)aichronous)  driving 
motor  must  exert  against  the  rotating  flux  a  torque  T  (pound- 
feet)  represented  by  a  mechanical  force  off— )  pounds  tan- 
gential to  the  rotor  at  a  radius  of  r  feet.  If  we  neglect  the 
frictional  and  magnetic  losses  in  the  rotor,  this  force  per- 
forms work  at  the  rate  of  2  nrf—j  foot-pounds  per  revolu- 
tion, or  (2  TrTrir)  foot-pounds  per  sec,  where  rir  represents 
the  actual  speed  of  the  rotor,  in  rev.  per  sec.  But  the  power 
required  to  make  the  stator  flux  turn  against  the  resisting 
torque  due  to  rotor  currents,  which  is  equal  to  the  electrical 
power  taken  by  the  stator  from  the  supply  lines  less  the  mag- 
netic and  copper  losses  in  the  stator,  is  also  equal  to  the 
product  of  mechanical  force  exerted  by  stator  flux  upon  the 
rotor  times  the  speed  of  stator  flux.    That  is,  the  (mechanical) 

power  transferred  from  stator  to  rotor  is  equal  to  2  irr  ( -- Jn„ 

where  n,  is  the  85mchronous  speed  (of  stator  flux)  in  rev.per  sec. 

Thus,  the  rotor  receives  (2  tTut)  foot-pounds  per  minute 

from  the  driving  motor  which  turns  it  against  the  flux,  and 
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it  also  receives  (2irrn,)  foot-pounds  per  minute  from  the 
stator  by  way  of  the  rotating  flux.  The  total  mechanical 
power  received  by  the  rotor  and  transformed  into  electri- 
cal power  is  therefore  equal  to  (2  irTrir  +  2  TcTut)  foot- 
pounds per  minute;  and  if  we  neglect  the  copper  losses  in  the 
rotor,  this  is  also  the  amount  of  electrical  power  output  from 
the  rotor  to  the  higher-frequency  circuit.  Therefore,  if 
we  neglect  all  losses  in  the  frequency  changer,  we  have  the 
following  relations: 

(a)  Electrical  power  taken  in  by  stator  from  low-frequency 
line  equals 

2irTn,  n, 

or 


27rTnr  +  2TrTn,  Ur  +  n. 

times  the  total  electrical  power  generated  in  the  rotor. 

(&)  Mechanical  power  taken  in  by  rotor  from  synchronous 
motor  connected  to  low-frequency  supply  line  equals 

2irTnr  rir 

or 


2irTnr  +  2'jrTns  tw  +  n. 

times  the  total  electrical  power  generated  in  the  rotor. 

If  we  take  account  of  the  losses  in  the  frequency  changer, 
the  electrical  power  taken  by  the  stator  will  be  larger  than 
(a)  by  the  amount  of  the  iron  losses  and  copper  losses  in  the 
stator,  while  the  electrical  power  output  from  the  rotor  will 
be  less  than  the  mechanical  power  input  to  rotor  by  the 
amount  of  the  iron,  friction  and  copper  losses  in  the 
rotor. 

Prob.  7Q-7.  If  the  rotor  and  stator  of  a  frequency  changer  are 
both  wound  for  8  poles,  how  must  the  rotor  be  driven  in  order  to 
transform  from  26  cycles  to  60  cycles  per  second? 

Prob.  71-7.  Calculate  what  relation  must  exist  between  the 
number  of  poles  for  which  the  frequency  changer  is  wound,  and 
the  number  of  poles  on  a  synch^'onous  motor  intended  to  drive  the 
frequency  chaziger,  in  order  to  change  from  25  to  60  cycles  per 
second. 
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Prob.  72^7.  A  frequency  changer  of  the  induction  type  is  used 
to  obtain  power  at  60  cycles  per  second  from  a  SQ-cycle  system. 
What  per  cent  of  the  electrical  power  output  demanded  at  60  cycles 
must  be  put  into  the  frequency  changer  as  mechanical  power,  and 
what  per  cent  of  it  must  be  supplied  to  the  stator  as  electrical  power 
from  the  50-cycle  line?  Neglect  all  losses  in  the  machine.  Choose 
any  convenient  number  of  poles  if  necessary. 

Prob.  78-7.  Calculate  the  driving  speeds  (rev.  per  min.)  and 
the  number  of  poles  required  on  a  synchronous  driving  motor 
supplied  from  the  50-cycle  line,  for  various  numbers  of  poles  on  the 
frequency  changer  of  Prob.  72. 

108.  Circle  Diagram  for  Induction  Motor.  Having 
placed  various  loads  upon  any  given  polyphase  induction 
motor,  and  having  measured  the  value  (/i)  of  current  input 
to  the  stator  and  of  power-factor  (cos  ^i)  at  each  load,  let 
us  by  means  of  the  power-factor  resolve  the  stator  current 
into  two  components,  namely  the  power  component  (/i  cos  ^i) 
and  the  reactive  component  (Iisiadi).  From  these  data 
we  may  now  lay  out  a  vector  representing  each  measured 
value  of  total  primary  current  /i,  all  with  respect  to  a  vector 
OV  (Fig.  284)  chosen  to  represent  the  e.m.f.  of  the  line.* 
Thus,  in  Fig.  261,  vector  OE  represents  the  exciting  current 
taken  by  stator  from  line  at  zero  load  of  motor,  as  Om  rep- 
resents the  magnetizing  component  (in  quadrature  witK  line 
voltage),  Oc  represents  the  core-loss  component  (in  phase  with 

line  voltage)  and  f^jrepresents  the  zero-load  power-factor. 

Similarly,  at  some  other  load  corresponding  to  Od  (=/i) 
amperes  input  to  the  stator,  the  power  component  of  /i  is 
Op  amperes  and  the  reactive  component  is  Or  amperes,  while 


the  power-factor  is  (t^) 


*  When  the  diagram  refers  to  a  polyphase  motor,  OF  is  the  voltage 
between  line  wires,  and  the  length  of  each  current  vector  represents 
"equivalent  single-phase  amperes''  (see  First  Course,  page  204),  i.e., 
in  a  three-phase  system,  V3  times  current  per  line  wire,  and  in  a  two- 
phase  system,  twice  the  current  per  wire. 
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When  we  have  plotted  a  sufficient  number  of  such  current- 
vectors,  we  are  enabled  to  discover  that  a  curve  drawn 
through  the  ends  of  the  vectors  approximates  quite  closely 
to  the  arc  of  a  circle,  the  center  of  which  lies  on  the  line  cE 


5  Amperes  10 

Reactiye  Component  of  Primary  Current. 

Fig.  261.  The  vectors  represent  the  primary  currents  of  an  induction 
motor  at  various  loads.  A  curve  drawn  through  the  ends  of  the 
vectors  proves  to  be  very  nearly  the  arc  of  a  circle. 

drawn  through  the  end  of  the  exciting-current  vector  and 
perpendicular  to  the  line-voltage  vector.  Having  located 
this  circle  or  arc  from  observations  of  current  and  power- 
factor  at  a  limited  number  of  different  loads,  we  may  use  it 
to  predict  the  value  and  power-factor  of  stator  current 
corresponding  to  any  number  of  other  loads.  This  circular 
"locus"  or  path  of  the  ends  of  the  current  vectors  is  not 
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peculiar  to  the  induction  motor  but  pertains  also  to  the 
transformer,  and  in  fact  to  any  circuit  having  constant  in- 
ductive reactance  but  variable  resistance,  upon  which  con-/ 
stant  (harmonic)  voltage  is  impressed. 

As  the  circle  of  Fig.  261  passes  through  the  ends  of  all 
vectors  representing  the  current  taken  by  the  motor  when 
turning  against  various  loads,  with  constant  voltage  applied, 
so  also  it  passes  through  the  end  of  the  vector  which  repre- 
sents the  current  taken  by  the  motor  when  the  load  becomes 
great  enough  to  bring  it  to  a  standstill  (with  same  voltage 
applied).  Thus,  in  Fig.  262,  the  semicircle  EFPTLZ  passes 
not  only  through  the  end  of  the  vector  OE  representing  the 
exciting  current  taken  by  the  motor  at  zero  load  (rimning 
freely)  but  also  through  the  end  of  the  vector  OL  represent- 
ing the  current  which  the  motor  takes  when  its  rotor  is  held 
stationary,  both  of  these  currents  being  measured  while 
full  rated  voltage  is  appli^  to  the  stator  and  both  vectors 
being  drawn  to  the  same  scale.  This  fact,  together  with  the 
knowledge  that  the  center  (0)  of  the  circle  lies  on  a  line  EZ 
drawn  through  E  perpendicular  to  the  vector  (OV)  repre- 
senting line  voltage,  gives  us  a  very  simple  method  for 
drawing  the  circle,  and  thereby  of  determining  the  complete 
performance  of  the  motor,  from  only  two  simple  measurements. 

To  obtain  data  for  constructing  the  circle  diagram,  we 
connect  the  motor  to  a  power  supply  suited  to  the  rating  of 
the  motor  (as  to  number  of  phases,  frequency  and  voltage). 
Proper  instruments  are  included  in  the  connections,  for 
measuring  pressure,  current  and  power  (watts).  We  take 
one  set  of  readings  (F,  /o,  Wo)  with  motor  running  unloaded, 
and  another  set  of  readings  (F,  Zx,,  Wl)  with  rotor  locked 
and  stationary,  the  pressure  V  being  full  rated  voltage  of 

motor  in  both  cases.    By  means  of  the  power-factor  (xFr) 

at  zero  load  we  resolve  the  exciting  current  7©  into  its  two 

Wq  Wq 

components  -y,  or  h  X  yj-,  in  phase  with  OF;    and 
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^HW 


/Io'~{-tt)   in  quadrature  with  OV.    From  these  com- 
ponents we  draw  the  vector  OE  (Fig.  262)  repreeenting  the 
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exciting  current.  Similarly,  from  the  locked-rotor  readings, 
we  draw  the  vector  OL,  representing  /t  as  to  both  value  and 
phase  relation  to  OV.    Through  E  we  draw  a  line  ECZ 
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perpendicular  to  OF.  Then  we  draw  a  straight  line  from  E 
to  L,  and  perpendicularly  from  its  middle  a  line  ocO'  inter- 
secting ECZ  at  0\  This  point  0'  is  the  center  of  the  semi- 
circle, which  we  draw  as  EFPTLZ. 

As  the  motor  takes  an  excessive  current  which  would  soon 
damage  the  windings  when  full  voltage  is  appUed  with  locked 
rotor,  it  is  usual  to  reduce  the  voltage  while  taking  the  locked- 
rotor  readings,  to  such  value  that  the  motor  takes  say  j  of 
rated-load  current.  This  requires,  let  us  say,  J  of  rated 
voltage.  Now,  with  locked  rotor  the  motor  acts  like  a 
(very  leaky)  transformer  whose  secondary  is  short-circuited, 
and  its  resistance,  reactance  and  impedance  are  constant 
quantities.  Consequently,  if  full  rated  voltage  had  been 
applied,  we  reason  that  the  value  of  I^  would  have  been 
f  times  the  observed  value,  or  (f  X  |  =  5)  times  the  rated- 
load  current,  and  the  power-factor  of  this  current  would 
have  been  equal  to  the  value  determined  from  the  readings 
at  lower  voltage.  That  is,  we  locate  the  position  of  vector 
OL  from  the  reduced-voltage  readings,  and  then  extend  it 
straight  outward  to  a  length  equal  to 


(rated  voltage  of  motor      ,  \ 


where  Fx,  and  II  are  respectively  the  voltage  and  the  current 
measured  with  locked  rotor.* 

So  far  the  "circle-diagram"  gives  us  only  the  amount  of 
eCFective  power  (watts),  of  reactive  volt-amperes,  and  of 
power-factor  corresponding  to  any  given  value  of  amperes 
input.  But  by  drawing  a  few  additional  lines  we  may  ob- 
tain much  more  than  this.    To  do  this,  we  must  measure 

*  On  account  of  the  iron  in  the  magnetic  circuit,  the  locked-rotor 
impedance  of  the  motor  is  not  constant,  neither  is  the  ratio  of  reactance 
to  resistance,  or  the  power-factor,  constant  for  all  values  of  locked-rotor 
cmrent.  It  is  better,  therefore,  to  measure  the  locked-rotor  current  for 
a  number  of  voltages,  draw  a  curve,  extend  it  fairly,  and  read  from  the 
extended  part  of  the  curve  the  probable  value  of  locked-rotor  current 
corresponding  to  full  rated  voltage. 
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carefully  the  resistance  of  the  primary  (stator) ;  this  should 
be  measured  at  or  near  the  normal  operating  temperature, 
or  the  measured  value  should  be  corrected  to  operating 
temperature  by  calculation.*  *     v 

We  now  compute  the  total  copper  loss  (IiRi)  in  the  pri- 
mary or  stator  of  the  motor  corresponding  to  some  particular 
value  of  current  input.  It  may  be  shown  (see  Prob.  74-7) 
that  the  total  copper  loss  in  any  three-phase  winding  is  equal 
to  (i  PR)f  where  /  is  the  current  per  line  wire  and  R  is  the 
(average)  resistance  between  any  two  line  wires,  regardless 
of  whether  the  winding  is  connected  in  F  or  in  A.  It  is 
perhaps  most  convenient  to  base  this  computation  upon  the 
locked-rotor  current  OL  (Fig.  262)  which  was  obtained 
directly  by  or  from  measurement.  Dividing  this  computed 
value  of  stator  copper  loss  (at  full  rated  voltage,  with  locked 
rotor)  by  the  rated  voltage  V,  we  obtain  that  part  of  the 
power  component  of  locked-rotor  current  which  supplies 
stator  copper  losses.  To  the  same  scale  employed  for  all 
currents  in  the  circle  diagram,  we  lay  off  this  component 
as  CR  in  Fig.  262.  Then  we  draw  a  straight  line  through 
E  and  R. 

As  it  now  stands,  Fig.  262  enables  us  (without  further 
testing  and  without  loading  the  motor  or  demanding  power 
or  consuming  energy)  to  determine  all  operating  character- 
istics of  practical  importance.  Thus,  mE  or  nr  or  SC  is  the 
working  or  power  component  of  exciting  current  in  amperes; 
f  if  we  multiply  it  by  rated  voltage  we  obtain  the  no-load 

losses  (practically,  total  fixed  losses,  or  stator  core  losses  plus 
friction  losses)  in  watts.  Multiplying  CR  by  rated  volts 
gives  us  stator  copper  loss  with  locked  rotor.  Multiplying 
RL  by  rated  volts  gives  us  rotor  copper  loss  with  locked 

*  If  the  resistance  of  a  conductor  is  Ri  ohms  when  measured  at 
temperature  h  (degrees  Centigrade),  then  the  resistance  of  the  same 
conductor  at  temperature  it  (deg.  Cent.)  will  be 


ft-ftX^j_^0^j^7^Johmfl. 
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rotor.  The  total  watts  input  with  locked  rotor  is  equal  to 
(SC  +  CR  +  RL)  times  rated  volts,  because  there  can  be 
no  output  when  the  motor  is  standing  still  regardless  of  the 
amount  of  torque 'produced. 

Now  let  us  choose  any  other  point,  as  P,  of  the  circle  dia- 
gram (Fig.  262).  A  perpendicular  dropped  from  P  to  OS 
makes  intersections  at  ^^,  tj  n  and  r  with  various  construc- 
tion lines,  as  shown.  All  distances  on  Pr  represent  portions 
of  the  working  component  of  current  input  which,  when 
measured  on  the  chosen  scale  of  amperes  and  multiplied  by 
the  rated  volts,  give  corresponding  parts  of  the  total  wattage 
input  to  the  motor.    Thus: 

Pr  (amperes)  X  rated  volts  (OV)  =  total  watts  input  to 

motor; 

m  (amperes)  X  rated  volts  =  no-load  losses  or  con- 

stant losses; 

7d  (amperes)  X  rated  volts  »  watts   lost   in   stator 

copper; 

tu  (amperes)  X  rated  volts  =  watts  lost  in  rotor; 

ru  (amperes)  X  rated  volts  =  total    watts    lost    in 

motor; 

uP  (amperes)  X  rated  volts  =  total   watts    input  — 

total  watts  lost; 
=  mechanical  output  of 
power  expressed  in 
watts. 


Also: 


T-^  .  .      ^        watts  output     uPy.OV    uP 

Efficiency  of  motor  «  — ..    .    '^^    =  p  ^^t/  =  is:.' 
•^  watts  mput       PrxOV      Pr 


Power-factor  of  motor  =  ^  =  ~ 


^y   _  secondary  copper  loss iu  X  OV tu 

^  ~      secondary  input     "  (PuxOV)  +  {tuxOV)~  Pt 

tu 
Per  cent  slip  =  p:  X  100  per  cent. 
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rp  _  mechanical  power  output 

rotor  speed 

power  transferred  from  stator 

S3mchronous  speed. 
From  the  definition  given  in  Art.  101  for  "s3mchronous 
watts, "  we  can  see  that  the  torque  of  the  induction  motor, 
expressed  in  s5mchronous  watts,  is  equal  to  the  watts  out- 
put from  primary  (stator)  or  input  to  secondary  (rotor),  and 
is  equal  to  Pt  (amperes)  times  OV  (line  volts).    That  is: 

Pt  (amperes)  X  OV  (volts) 

=  torque  of  motor,  in  synchronous 
watts. 

Torque  (in  pound-feet) synchronous  watte 

S3mchronous  speed  (r.p.m.)  X  0.142 

7.04  X  Pt  (amperes)  X  OV  (volts) 

synchronous  speed  (r.p.m.) 

Thus,  we  may  select  any  number  of  points  like  P  on  the 
circle  of  Fig.  262,  and  determine  from  each  point  a  set  of 
simultaneous  values  of  amperes  and  watts  input,  power- 
factor,  watts  or  horse-power  output,  slip  and  speed,  torque 
and  efficiency.  From  these  derived  data  we  may  draw  char- 
acteristic curves  in  any  form  that  may  be  desired.  Further- 
more, it  is  quite  convenient  to  determine  directly  from  Fig. 
262  the  maximum  values  of  power-factor,  power  input, 
power  output  or  torque,  without  recourse  to  the  character- 
istic curves.  Thus,  if  we  draw  a  line  through  0  and  tangent 
to  the  semicircle,  the  point  of  tangency  F  indicates  the  load 
at  which  the  power-factor  of  the  motor  reaches  its  highest 
value.  Similarly,  the  TnaTimnm  power  output  is  obtained 
at  Py  where  a  line  {yz)  parallel  to  the  output  line  (JEL)  is 
also  tangent  to  the  semicircle.  The  maTiiniiin  torque  is 
obtained  at  7,  the  point  where  a  line  drawn  parallel  to  ER 
becomes  also  tangent  to  the  semicircle.  The  maTiniiiin  power 
input  is  obtained  at  TT,  the  point  where  a  line  drawn  parallel 
to  OS  or  EO'  becomes  also  tangent  to  the  semicircle. 
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Prob.  74-7.  Prove  that  the  total  copper  loss  in  a  three-phase 
winding  is  }  PRy  where  /  is  the  current  {)er  line  wire  and  R  is  the 
resistance  between  line  wires,  regardless  of  whether  the  phases  are 
connected  in  A  or  in  Y. 

Prob.  7(^-7.  The  following  measurements  were  made  on  a 
50-horse  power,  three-phase,  440-volt,  25-cycle,  G-pole  induction 
motor: 

(a)  Running  free  at  no-load:  Volts  between  terminals,  440; 
amperes  per  terminal,  16;  total  kilowatts  input,  1.14. 

(5)  With  locked  rotor  (estimated  from  measurements  at  reduced 
voltage):  Volts,  440;  amperes  per  terminal,  436;  total  kilowatts 
input,  173. 

(c)  Resistance  between  any  two  terminals  of  stator,  at  60®  C, 
is  0.1118  ohms. 

Draw  the  circle  diagram  Qike  Fig.  262)  for  this  motor,  using 
equivalent  single-phase  amperes  for  all  current  vectors,  and  as  large 
a  scale  as  possible. 

Prob.  76-7.  From  the  diagram  of  Prob.  75,  calculate  the  max- 
imimi  values  of: 

(a)  Per  cent  power-factor. 

(6)  Horse-power  output. 

(c)  Poimd-feet  torque. 

(d)  Watts  input. 

Prob.  77-7.  From  the  diagram  of  Prob.  75,  make  measurements 
and  calculations  from  which  to  draw  a  set  of  characteristic  curves 
for  this  induction  motor,  having  as  abscissa  the  torque  (pound-feet) 
and  as  ordinates  the  following: 

(a)  Ami)epes  per  line  wire. 
(6)  Kilowatts  input. 

(c)  Horse-power  output. 

(d)  Per  cent  slip. 

(e)  Revolutions  per  minute,  rotor  speed. 
(/)  Per  cent  power-factor. 

ig)  Per  cent  efficiency. 

Prob.  7ft-7.  From  the  diagram  of  Prob.  75,  find  the  point  at 
which  the  sum  of  variable  losses  is  equal  to  the  sum  of  constant 
losses,  and  determine  therefrom: 

(a)  The  horse-power  output  at  which  the  efficiency  is  maximum. 

(6)  The  torque  (in  pound-feet)  corresponding. 

(c)  The  percentage  value  of  this  maximum  efficiency. 

Oompare  these  results  with  corresponding  values  from  curves 
of  Prob.  77. 
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109.  Single-phase  Induction  Motor.  After  a  polyphase 
induction  motor  has  been  started  and  run  up  to  full  speed, 
it  will  continue  to  run  even  after  we  have  disconnected  all 
phases  but  one  (for  instance,  after  we  have  opened  up  one  of 
three  Une  wires  supplying  a  three-phase  motor) .  Under  these 
conditions  the  motor  usually  makes  a  loud  humming  noise, 
operates  at  considerably  lower  power-factor  and  efficiency 

than  when  running  poly- 
phase,   and    has    poorer 
speed  regulation  and  less 
pull-out  torque.    The  mo- 
tor   exerts    no    starting 
torque  when  supplied  with 
single-phase   power  only, 
but  if  started  turning  in 
either  direction  with  suffi- 
cient impulse  from  some 
auxiliary  device  (or  even 
by  hand,  in  case  of  a  small 
motor)  it  will  speed  up  to 
S3mchronism  if  there  is  no 
Fig.  263.    Conventional  diagram  of  a   load  upon  the  motor. 
single-phase  induction  motor.    The       It  is  instructive  and  use- 
poles  AT,  and  S,  on  the  stationary  fyj  ^  inquire  briefly  into 
rotor  are  produced  by  the  rotor  cur-    . ,  -       ..         ^^ 

rents  mduced  therem  by  the  tran»- 

former  action  of  the  flux  due  to  the   ^^es    between    the   poly- 
stator  poles  Ni  and  Si.  phase  and  the  single-phase 

induction  motor.  Fig.  263 
is  a  conventional  diagram  of  a  two-pole  single-phase  induction 
motor.  Ni  and  Si  represent  the  poles  of  the  stator,  the  flux 
from  JVi  across  to  5i  varying  harmonically  with  time.  The 
small  circles  around  the  rotor  (large  circle)  represent  sections 
of  the  rotor  conductors  (bars,  in  a  squirrel-cage  rotor).  As 
indicated  by  the  dotted  lines,  corresponding  rotor  conductors, 
connected  through  the  end-rings,  may  be  considered  to  form 
coils.    The  alternating  stator  flux  from  Ni  to  Si,  linking  with 
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these  coils  as  indicated  in  Fig.  263,  induces  in  each  coil  or  in- 
ductor an  e.m.f .  as  in  the  secondary  of  a  transformer.  These 
e.m.f/s  are  such  as  to  cause  rotor  currents  which  produce 
poles  on  the  rotor  at  NiS^,  in  direct  line  with  the  stator 
poles  NiSi.  There  can  be  no  torque  between  N^fft  and 
NiSif  regardless  of  how  strong  may  be  the  stator  flux  or  the 
rotor  currents,  because  of  their  disadvantageous  relative 
positions. 

Now,  suppose  we  start  turning  the  rotor  in  say  a  clockwise 
direction,  as  indicated  in  Fig.  264.    An  alternating  e.m.f  will 


N 


Fig.  264.  Diagram  of  a  single-phase  induction  motor  showing  poles 
N^  and  jS,  on  the  moving  rotor  produced  by  the  rotor  currents  induced 
therein  by  the  movement  of  the  rotor  through  the  flux  of  the  stator 
poles  Ni  and  Si. 

be  produced  in  each  conductor,  which  is  moving  through 
flux,  the  amount  of  this  e.m.f.  at  any  instant  being  directly 
proportional  to  the  speed  of  rotation  and  to  the  amount  of 
flux  from  Ni  to  Si  at  that  instant.  According  to  Lenz' 
law,  the  direction  of  these  induced  e.m.f.'s  and  currents  is 
such  as  to  produce  poles  on  the  rotor,  as  shown  at  Ni  and 
5}  midway  between  stator  poles,  opposing  the  motion  which 
produces  them.    As  the  stator  core  completely  surrounds 
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the  rotor,  these  rotor  poles  iV^J  induce  corresponding 
opposite  poles  on  the  surface  of  the  stator,  at  right  angles  to 
the  main  poles  N\Si. 

The  "speed  e.m.f."  which  produces  the  poles  iViSJ  (Fig. 
264)  reaches  its  maximum  value  at  the  same  instant  as  the 
main  field  N\Si,  The  "speed  currents"  in  the  rotor  con- 
ductors lag  nearly  one-quarter  period  behind  the  corre- 
sponding speed  e.m.f/s,  because  the  rotor  circuits  are  highly 
inductive.  Thus  the  speed  flux  (iVJSJ),  which  is  in  phase 
with  the  speed  currents  in  the  rotor,  lags  one-quarter  period 
behind  the  main  flux  (NiSi).  As  these  two  fields  are  also 
at  right  angles  to  each  other  in  space,  the  total  or  resultant 
flux  will  rotate  in  space  (see  Art.  95  and  Fig.  245-247). 

When  the  rotor  is  turning  slowly,  the  speed  e.m.f.'s, 
speed  currents  and  speed  field  are  all  relatively  weak,  so 
that  the  resultant  field  has  much  greater  strength  when  it 
passes  through  the  region  NiSi  than  when  it  passes  through 
the  region  JVJSJ.  It  is  then  said  to  be  an  "elliptical  field" 
because  a  polar  curve  representing  its  strength  in  different 
directions,  or  at  different  instants  of  time,  would  have  ap- 
proximately the  form  of  an  ellipse.  When  the  rotor  turns 
at  synchronous  speed,  the  speed  field  becomes  nearly  as  strong 
as  the  main  field  (NiSi,  sometimes  called  the  "transformer 
field");  the  resultant  or  total  field  is  then  of  nearly  constant 
strength,  and  is  called  a  "circular  field."  As  the  rotor  slows 
down  the  circle  representing  the  resultant  field  becomes  an 
ellipse,  which  becomes  flatter  until  at  standstill  it  is  reduced 
to  a  straight  line  —  that  is,  the  resultant  field  is  stationary 
but  alternating. 

The  rotation  of  the  resultant  flux,  due  to  motion  of  the 
rotor,  produces  torque  and  drags  the  rotor  in  the  manner  of 
a  polyphase  motor.  As  the  rotor  approaches  synchronous 
speed,  the  single-phase  motor  behaves  more  nearly  like  a 
poljrphase  motor.  At  any  given  value  of  slip  the  rotating 
elliptical  field  will  have  a  minimum  strength  which  is  less  than 
the  constant  strength  of  the  circular  field  in  a  corresponding 
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polyphase  motor  with  the  same  slip.  Therefore  we  see  that 
the  torque  corresponding  to  any  given  slip,  and  the  pull-out 
torque,  are  leas  for  the  single-phase  motor  than  for  the  poly- 


t>Bi«uL  or  Full  i/xd  a.P,  *i'Bi( 

Fig.  265.    Speed,  efficiency  and  power-facUr  characteristics  of  a  Wagner 
7i  H.P.  single-phase  motor.    Warner  Eledrie  Mfg.  Co. 

phase  motor.  However,  the  operating  characteristics  show 
a  general  similarity  to  those  of  a  polyphase  motor,  as  may 
be  seen  from  F^.  265.  From  "Standard  Handbook  for 
Electrical  Engineers"  we  quote  as  follows: 

"When  a  three-phase  motor  is  operated  single-phase  with  the 
same  voltage  between  lines,  its  mHxim'im  output  will  be  approx- 
imately 40  per  cent  of  the  three-phase  maximum  output.  For 
best  conditions,  such  as  best  distribution  of  losses  and  ratio  of  rated 
to  maximum  output,  it  is  customary  in  using  a  three-phase  motor 
single-phase  to  reduce  the  rated  output  of  the  motor  by  25  to  33  per 
cent  and  to  increase  the  rated  terminal  voltage  by  about  30  per  cent." 

In  general  it  may  be  said  that  a  motor  of  given  size,  weight 
and  cost  can  carry  less  load  when  operating  single-phase; 
or,  conversely,  that  single-phase  motors  weigh  more,  occupy 
more  space,  and  cost  more,  per  horse  power  of  rated  capacity, 
than  polyphase  motors.  A  good  general  understanding  of 
this  may  be  had  by  considering  the  nature  of  the  total  power 
supplied  to  the  motor.  The  power  in  a  single-phase  circuit 
varies  from  instant  to  instant  (see  Art.  35,  36,  37  in  "First 
Course").  When  the  power-factor  is  leas  than  unity,  as  is 
usual  in  a  motor,  the  power  haa  actually  negative  values 
during  some  parts  of  each  period. 
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This  means  that  a  single-phase  motor,  working  against  a 
uniform  resisting  torque  or  load,  must  be  able  to  store  the  ex- 
cess energy  when  the  instantaneous  power  is  greater  than  the 
average,  in  order  to  sustain  the  load  when  the  instantaneous 
power  is  less  than  the  average.  When  the  power-factor  is 
less  than  unity,  its  storage  capacity  must  be  still  greater, 
because  it  must  return  energy  to  the  supply  circuit,  as  well 
as  carry  the  load,  while  the  instantaneous  power  is  negative. 
To  furnish  this  storage  capacity  more  iron  and  other 
materials  must  go  into  the  construction  of  the  motor, 
than  would  be  necessary  if  (as  in  any  balanced  polyphase 
circuit)  the  total  power  is  unvarying,  or  does  not  change 
from  instant  to  instant. 

110.  Method  of  Starting  Single-Phase  Induction  Motors. 
Notwithstanding  the  advantage  of  the  pol3rphase  motor 

over  the  single-phase 
motor  in  point  of  cost, 
size,  overload  capac- 
ity, efficiency,  power- 
factor  and  starting 
torque,  it  is  frequently 
necessary  to  install 
small  motors  (frac- 
tional horse  power  and 
Fig.  266.  Single-phase  induction  motor  yp  ^  XO  h.p.)  so  far 
with  split-phase  starting  ooU  fed  through  f^^    ^^^^    polyphase 

a  condenser.  .      ^.    ^   .^ 

power  supply  that  it 

does  not  pay  to  run  three  wires  to  the  motor  when  two  wires 
will  suffice.  Thus,  a-c.  induction  motors  for  driving  such  loads 
as  fans,  sewing  machines  and  washing  machines  must  usually 
be  supplied  from  lighting  circuits,  which  are  invariably  single- 
phase.  To  be  useful  even  for  such  purposes,  the  single-phase 
motor  must  be  made  self-starting,  and  a  number  of  auxiliaiy 
devices  are  used  for  this  purpose. 

First:  Starting  by  hand.  It  is  shown  in  Art.  109  that  a 
smaU  single-phase  motor  may  be  given  a  sufficient  imr 
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pulse  by  hand  in  either  direction  to  make  it  come  up  to  full 

8pC0u« 

Second:  Split-phase  starting.  As  indicated  in  Fig.  266  and 
267,  auxiliary  coils  Ft  are  wound  on  the  stator  between  the 
main    field    coils    Fi. 

Pi 


The  main  coils  are 
connected  directly 
across  the  line,  while 
the  auxiliary  coils  are 
in  series  with  a  con- 
denser C  (Fig.  266) 
or  a  nearly  pure  in- 
ductance /  (Fig.  267) 
through  a  switch  S 
which  is  closed  only 
while  starting.      The 


pOOTW 


^m 


F. 


Fig.  267.  Single-phase  induction  motor 
with  a  split-phase  starting  coil  fed  through 
an  inductance. 


effect  of  C  or  /  is  to  throw  the  current  and  flux  in  the 
starting  coil  (Fj)  out  of  phase  with  the  main  field,  thereby 


Fig.  268.    Single-phase  induction  motor  with  a  split-phase  starting 

arrangement. 

causing  the  resultant  field  to  rotate  and  a  torque  to  be 
produced.  Fig.  268  shows  a  phase-splitting  arrangem&t 
for  starting  and  running  a  three-phase  motor  from  a  single- 
phase  circuit;  the  switch  S  is  to  be  opened  after  the  motor 
gets  up  to  full  speed. 
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Third:  Sbading-coil  for  staitiiig.  In  Fig.  269,  a  ahort- 
circuited  coil  of  copper  wire,  or  a  solid  ring  of  copper  (c), 
has  been  placed  around  one-half  of  each  main  pole  (Ni,  S,, 
N[,  S't).    When   the  flux  is  changing,  there   is  induced   in 


.  Fio.  269.    Single-pbaee  induction  motor  with  Bbading-coils  in  the 
poles  in  order  to  produce  a  atarting  torque. 

each  of  these  coils  (c)  a  current  which  opposes  the  change. 
Consequently,  the  variations  of  flux  in  the  leading  tip  of 
each  pole  will  lead  the  variations  of  flux  in  the  trailing  pole- 
tip.  The  effect  of  this  is  to  cause  a  flux  wave  to  sweep 
across  each  pole  face,  after  the  manner  of  flux  in  a  poly- 
phase motor,  which  produces  a  starting  torque  on  the 
rotor. 

Fourth:  Starting  as  Repuldon  Motor.  By  addition  of  com- 
mutator and  brushes  to  the  rotor,  the  induction  motor 
may  produce  starting  torque  by  "repulsion  motor"  action, 
to  be  explained  in  the  following  article.  When  the  motor 
has  reached  synchronous  speed,  the  centrifugal  force  upon  a 
set  of  weights  linked  to  and  rotating  with  the  shaft  brings  a 
short-circuiting  ring  into  contact  with  all  the  commutator 
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bars,  making  the  armature  practically  equivalent  to  a  squirrel- 
cage  rotor,  and  usually  at  the  same  time  lifts  the  brushes 
away  from  the  commutator. 

Prob.  79-7.  Show  conclusively  that  the  total  power  in  a  bal- 
anced polyphase  circuit  does  not  vary  from  instant  to  instant, 

but  has  a  steady  value  equal  to  V3  EI  cos  6  for  a  three-phase  cir- 
cuit or  2  EI  cos  S  for  a  two-phase  circuit,  where  E  and  /  refer  to  the 
volts  between  line  wires  and  the  amperes  in  each  line  wire,  respec- 
tively, and  cos  6  is  the  power-factor  of  each  phase  of  the  total  con- 
nected load. 

Prob.  80-7.  Two  coils,  A  A'  and  BB\  as  in  Fig.  245,  are  in  such 
relative  position  that  individually  they  produce  fluxes  at  right 
angles  to  each  other.  The  component  fluxes  are  out  of  phase  by 
i  period.  The  maximum  value  of  flux  due  to  coil  BB'  is  only  one- 
haii  as  great  as  the  maximum  flux  due  to  AA\  Draw  vectors  as 
in  Fig.  247  to  represent  the  resultant  or  total  flux  at  equal  inter- 
vals (^  period)  of  time,  and  draw  a  curve  through  the  ends  of 
these  vectors. 

Prob.  81-7.  Solve  Prob.  80,  but  on  the  basi3  that  the  component 
fluxes  are  out  of  phase  by  i  period. 

Prob.  8a-7.  The  coils  AA\  BB'  and  CC  of  Fig.  248  are  con- 
nected in  F.  A  terminal  of  A  A'  and  a  terminal  of  BB'  are  con- 
nected to  a  single-phase  line.  The  remaining  terminal  (belonging 
to  CC)  is  connected  to  the  same  line  through  a  phase-spUtting 
device  like  Fig.  267,  which  causes  the  current  in  the  coil  OC'  to  be 
\  period  out  of  phase  with  the  current  in  BB\  and  half  as  large 
in  value.  Assume  fluxes  to  be  directly  proportional  to  currents. 
Draw  vectors  and  curve  as  specified  in  Prob.  80. 

Prob.  88-7.  Repeat  solution  of  Prob.  82,  on  the  basis  that 
flux  due  to  coil  CC  is  only  one-quarter  as  large  as  the  flux  due  to 
A  A'  and  BB'  together. 

Prob.  84-7.  Show  that  when  we  start  the  rotor  of  Fig.  264 
turning  in  either  direction  the  magnetic  field  due  to  the  speed 
e.m.f.'s  and  speed  currents  has  such  phase  relation  to  the  main 
field  that  the  resultant  flux  rotates  in  such  direction  as  to  maintain 
the  rotor  movement  which  produced  it.  What  would  be  the 
result  if  it  were  opposed  to  the  initial  movement  of  the  rotor? 
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111.  The  Repulsion  Motor.  In  the  "  repulsion  motor  " 
we  have  a  rotor  with  a  wiading  quite  similar  to  that  employed 
on  the  armature  of  a  direct-current  machine.  At  imifonn 
intervals  along  this  winding,  taps  are  connected  to  bars  in  a 
commutator.  The  brushes  which  bear  upon  this  commuta- 
tor are  short-circuited  together.  By  shifting  these  brushes 
into  various  positions,  we  may  cause  the  motor  to  turn  in 
either  direction,  or  to  stand  still,  when  the  stator  windings  are 
connected  to  a  source  of  single-phase  power.  The  operating 
characteristics  of  this  motor  are  similar  to  those  of  a  series 
d-c.  motor.  At  zero  load,  the  speed  goes  indefinitely  high, 
and  as  the  load  increases  the  speed  decreases  in  approxi- 
mately inverse  proportion 
to  the  torque.  The  starting 
torque  is  high. 

To  understand  the  opera- 
tion of  the  repulsion  motor, 
first  consider  Fig.  270.    The 
single-phase  stator  winding 
connected  to  line  wires  LiLt 
produces  two  poles,  let  us 
say,  at  iVi  and  Si.   Although 
the  rotor  is  actually  drum- 
wound,  a  ring  winding  is 
Pia.  270.    The  currents  produced  in  shown  for  simplicity  in  trac- 
the  short-circuited  rotor  windings,   ing  circuits.    A  short-circuit 
as  marked,  cannot  produce  a  torque   (^)    jg    connected    between 

two  definite  coils  which  are 
in  line  with  the  stator  poles. 
The  flux  due  to  the  stator  is  in  fact  alternating,  and  the 
polarities  marked  correspond  only  to  a  particular  part  of 
each  cycle.  The  variations  of  flux  from  JVi  to  Si  induces 
e.m.f.'s  and  currents  in  the  rotor  windings  short-circuited 
at  a,  and  these  currents  produce  poles  on  the  rotor  in 
line  with  the  short-circuit  —  or  at  N^Si  in  Fig.  270.  For 
this  position  (a)  of  rotor,  there  can  be  no  torque  between 


with  the  stator  field  on  account  of 
their  relative  positions. 
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NiSi  and  N^i,  regardless  of  the  strength  of  stater  flux  or 
rotor  currents,  since  the  torques  developed  under  each  half 
of  any  pole  are  equal  and  in  opposite  directions. 

If  the  rotor  be  turned  by  hand  into  the  position  (b)  shown 
in  Fig.  271,  there  will  still  be  zero  torque.  In  this  case,  the 
rotor  is  in  most  favor- 
able position  to  produce 
torque  by  interaction  be- 
tween rotor  currents  and 
stator  flux.  But  it  may 
easily  be  seen  that  the 
e.m.f.'s  induced  in  each 
path  of  the  rotor  winding 
neutralize  each  other,  so 
that  no  rotor  currents 
and  no  rotor  poles  can  be 
produced. 

However,    if    the  rotor  F'«-  271.    When   the  short^ircuited 
.  J    .  ...  rotor  18  in  this  position,  the  e.in.f. s 

be  moved  to   a  position      .^^^^  ^^^  ^^^  alternating  stator 

somewhere  between  tnose  magnetism  neutralize  one  another, 

shown  in  Fig.  270  and  271,  Thus  there  are  no  rotor  currents  and 

the  resultant  e.m.f  induced  ^o  torque,  although  the  rotor  \a  in  the 

in  each  rotor  path  will  be  ^"^  favorable  position  for  devdop- 

,       . ,  J  . ,  ing  torque  if  there  were  any  current. 

greater  than  zero,  and  the 

rotor  currents  will  produce  poles  on  the  rotor  somewhere 
between  the  stator  poles,  as  shown  in  Fig.  272.  Here,  if  the 
rotor  is  initially  in  the  position  (a),  a  clockwise  torque  will 
be  exerted  on  N2/S2,  and  in  the  position  (6)  a  counter-clockwise 
torque  will  be  produced  on  iVJSJ.  The  torque  will  not  re- 
verse as  the  current  alternates,  because  both  stator  and  rotor 
poles  reverse  simultaneously.  In  either  case,  however,  this 
torque  will  be  reduced  to  zero  as  soon  as  the  rotor  has  moved 
enough  to  bring  the  short-circuit  into  position  cc,  midway 
between  stator  poles. 

To  maintain  the  torque  steadily,  it  is  necessary  to  adopt 
means  to  keep  stationary  the  points  on  the  rotor  winding 
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Fig.  272.  When  the  short-circuited  rotor  is  in  the  position  a,  a  clock- 
wise torque  is  exerted  upon  the  currents  induced  in  it.  When  the 
rotor  is  in  position  6,  a  counter-clockwise  torque  is  exerted  on  it. 
In  either  case,  the  torque  lasts  only  until  the  rotor  has  moved  into 
the  position  cc^  when  the  torque  becomes  zero. 


Fig.  273.  The  repulsion  motor.  It  has  a  rotor  wound  like  the  armar 
ture  of  a  direct-current  motor,  the  coils  being  connected  to  the  com- 
mutator CCj  upon  which  bear  the  short-circuited  brushes  BB,  If  the 
brushes  are  set  so  as  to  produce  the  rotor  poles  Nt  and  S%  which  are 
neither  in  line  with  the  stator  poles  N\  and  S\  nor  at  right  angles,  a 
continuous  torque  will  be  exerted  upon  the  rotor. 
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between  which  the  short-circuit  is  applied.  For  this  pur- 
pose, the  winding  is  connected  as  shown  in  Fig.  273  to  a 
commutator  CC,  upon  which  bear  the 
brushes  BB  with  a  short-circuit  between 
them.  The  brushes  are  shifted  out  of  line 
with  the  main  stator  poles  NiS^,  whereupon 
there  are  induced  in  the  rotor,  by  trans- 
former action,  currents  which  produce  rotor  Lj 
poles  at  ^2  and  Sa.     The  stator  poles  exer-    Lg 

cise  a  repulsive  force  upon  these  rotor  poles  J^  ^^.    . 

-  ,  ,        1  -r^       1  .^^  .        Fig.  274.  A  con- 

and  produce  thereby  a  torque.     By  shiftmg      v  e  n  t  i  o  n  a  1 

these  brushes  BB,  we   may  have  a  torque      sketch  to  rep- 
in  either  direction,  or  zero  torque.     In  real-     resent  the  con- 
ity,    the     internal     actions     become     quite     sections    and 
highly    complicated    by    the    speed    e.m.f.'s      arrange  men 
and  currents  that  arise  as  soon  as  the  motor     273. 
begins  to  turn,  but  this  explanation  has  been 
made  as  simple  as  possible.    Fig.  274  shows  a  conventional 
sketch  for  a  simple  repulsion  motor. 

111(a).  Operating  Characteristics  of  Repulsion  Motors. 
The  straight  repulsion  motor,  which  has  the  characteristics 
of  a  series  motor,  has  been  applied  to  various  purposes  for 
which  the  latter  would  be  suitable  —  such  as  driving  of 
railroad  cars  and  fans.  Its  widest  application,  however,  has 
been  as  an  auxiliary  to  the  single-phase  induction  motor, 
to  supply  the  starting  torque  which  the  latter  inherently 
lacks.  Fig.  275  shows  a  single-phase  induction  motor  with 
wound  rotor,  the  rotor  winding  being  tapped  to  a  (radial) 
commutator  up)on  which  bear  brushes  controlled  by  a  cen- 
trifugal governor  on  the  shaft.  The  brushes  are  short-cir- 
cuited together  and  when  the  motor  is  at  standstill  they  bear 
upon  the  commutator,  being  set  so  as  to  produce  torque  by 
repulsion  motor  action  when  the  stator  is  excited.  This 
torque  accelerates  the  motor  to  nearly  synchronous  speed,  at 
which  point  the  governor  connects  all  the  commutator  bars 
together,  and  at  the  same  time   throws  the  brushes  out 
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Fio.  275.  A  mn^e-phase  induction  motor  with  commutator  and 
brUHhe^i  for  etaRinK  as  a  repulsion  motor.  The  Weatingkoate  Electric 
and  MJg.  Co. 


i 

Bjm 

Speed 

1 

-^ 

^!i 

K 

j 

/ 

N 

h.. 

1 

' 

\ 

h 

3 

\ 

\ 

*M 

/ 

/ 

Fio.  276.  Speed  torque  ci 
275,  with  rppiilsion  mo 
Elfclrir  and  \f/g.  Co. 


ASYNCHRONOUS  MOTORS 


519 


of  contact  with  the  commutator,  producing  practically  a 
squirrel-cage  rotor.    The  motor  then  operates  as  a  straight 
single-phase  induction  motor,  having  operating  character- 
istics such  as  are  shown  in  Fig.  265.    Fig.  276  shows  the 
Bpecd-torque  curve  of  auch  a  motor  both  before  and  after 
the  governor  has  operated. 
An    interesting    type   of 
single-phase  induction  mo- 
tor having  excellent  operat-  i 
tng  characteristics  is  shown  ' 
in  Fig.  277  to  281.     The 
rotor  slots  contain  two  dis- 
tinct windings,  a   squirrel- 
cage  winding  of  copper  bars 
at  the  bottom,  and  a  coil 
winding  at   the    top    con- 
nected to    a    commutator. 
These    two    windings    are 
separated    by     "  magnetic 
separators, "  as  illustrated  in  Fig.  278.    The  general  appeal^ 
EDcc  of  the  motor  is  shown  in  Fig.  277,  and  the  electrical 
connections     (with     the 
'luttdnins  w«da«            normal   operating   char- 
CiniinutMi  wiDdinc  (9)    acteristics)   in  Fig.   279. 
As  indicated  in  Fig.  279, 
SQuimiCM«{4)           there   is   placed   in    the 
same  slots  with  the  main 
section  of  one  slot   field  winding  (M.F.)  on 
shown  in  Fig.  the  stator  an   auxiliary 
compensating  winding" 
(2),  the  function  of  which  is  to  improve  the  power-factor  of 
the  motor.     The  brushes  5  and  6,  Fig.  279,  in  line  with  the 
stator  poles  are  shortK^ircuited  together,  while  another  pair 
of  brudies  (7,  8}  fixed  midway  between  the  stator  poles  is 
connected  in  series  with  the  main  field.    The  compensating 
winding  (2)  is  shunted  across  the  latter  brushes  (7,  8)  and 


Fig.  277.  Single -phase  induction 
motor  designed  for  starting  as  a 
reptilBion  motor  and  for  operation 
at  high  power-factor.  The  Wagner 
Eledrie  Mfg.  Co. 


Fig.  278.  The  cro» 
in  the  rotor  of  the 
277.     The  Wagner  Ehctric  Mfg.  Co. 
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there  is  included  in  this  circuit  (2)  a  switch  (S,  Fig.  277) 
operated  by  centrifugal  force  which  closes  the  compen- 
sating field  only  after  the  motor  has  reached  synchronous 
speed.  Between  any  two  brushes  there  is  of  course  an 
alternating  e.m.f . 
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Fig.  279.  Curves  showing  the  performance  under  load  of  the  Wagner 
single-pha^  induction  motor  of  Fig.  277.  The  Wagner  Electric 
Mfg.  Co. 

The  normal  operating  curves  for  this  motor  (Fig.  279) 
show  that  at  zero  load  the  slip  is  negative  (speed  slightly 
above  synchronism),  and  the  power-factor  is  about  70  per 
cent  leading.  As  the  power  output  increases  the  speed  falls 
and  the  power-factor  rises,  the  slip  being  zero  and  the  power- 
factor  unity  at  about  rated  load.  It  should  be  explained 
that  the  power-factor  may  be  adjusted  by  shifting  connections 
on  the  compensating  winding,  and  the  direction  of  rotation 
may  be  reversed   by    reversing   connections   between   the 
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main  field  (M.F.)  and  the  brushes  (7,  8).  The  motor  can- 
not race  under  any  circumstances,  because  of  the  squirrel-cage 
winding  in  the  bottoms  of  the  slots;  in  this  respect  it  is 
superior  to  some  other  motors  which  lack  the  squirrel-cage 
winding  and  which  will  race  if  some  of  the  brushes  become 
disconnected. 

The  eflfect  of  the  compensating  winding  is  illustrated  by 
Fig.  280,  which  shows  how  the  operating  characteristics  are 


a    2    8    4 


66     7      8      910U12    18    14  16 
Hoxae  Power 


Fig.  280.  Operating  characteristics  of  the  motor  shown  in  Fig.  277, 
with  the  compensating  winding  disconnected.  Note  the  change  in 
power-factor  and  efficiency  due  to  the  lack  of  the  compensating  wind- 
ing.   The  Wagner  Electric  Mfg.  Co. 


changed  when  the  compensating  winding  is  disconnected. 
Note  that  both  the  power-factor  and  the  efficiency  are 
markedly  reduced,  and  the  current  increased  at  light  loads. 
Fig.  281  shows  the  load  characteristics  of  the  same  motor 
after  all  brushes  have  been  disconnected  from  one  another 
and  from  the  stator  windings,  which  may  be  done  after 
starting  the  motor.  Note  that  the  current  is  relatively  high 
for  any  given  load,  the  power-factor  is  low,  and  the  load 
capacity  of  the  motor  is  greatly  reduced. 

112.  The  Series  Motor  for  A-C.  Circuits.    When  the 
direction  of  current  through  a  direct-current  series  motor  is 
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reversed  without  altering  the  connections  between  its  field 
and  armature  windings,  the  direction  of  torque  and  of 
rotation  remain  unchanged,  because  the  magnetic  poles  on 
both  field  and  armature  have  their  polarity  reversed  at  the 
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Fig.  281.  Operation  characteristics  of  the  same  motor  of  Fig.  277-280 
but  with  all  the  brushes  removed  (after  attaining  full  q^eed).  Note 
the  reduced  capacity  of  the  motor.     The  Wagner  Electric  Mfg.  Co. 

same  time  by  the  reversed  current  which  flows  through  both 
of  them.  Even  if  the  reversals  of  current  occur  rapidly  we 
should  expect  to  find  that  the  torque  remains  unidirectional; 
in  other  words,  the  series  motor  should  produce  a  torque 
tending  to  turn  it  in  the  same  direction,  when  either  direct 
or  alternating  current  is  sent  through  it. 

This  is  in  fact  the  case;  but  the  operation  of  the  motor  on 
alternating-current  circuits  is  decidedly  inferior  to  its  per- 
formance on  direct-current  circuits,  in  the  following  respects: 

First  The  series  motor  designed  for  d-c.  circuits  takes 
alternating  current  at  a  very  low  power-factor,  on  account 
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of  the  large  amount  of  inductance  in  field  and  annature 
windings.  This  is  objectionable  because  with  the  limiting 
current  passing,  the  power  developed  will  be  much  lower 
than  for  the  same  value  of  direct  current  and  voltage. 

Second.  There  would  be  excessive  heating  of  the  field  cores 
of  a  d-c.  series  motor  operated  on  an  a-c.  circuit,  involving 
low  efficiency  and  either  damage  to  insulation  or  reduction 
of  power  capacity.  This  is  due  to  large  eddy  currents  in- 
duced in  the  solid  pole-cores.  The  armature  core  is  lami- 
nated even  in  a  d-c.  machine. 

Third.  The  d-c.  series  motor  would  spark  excessively  at 
the  brushes  if  operated  on  an  a-c.  circuit.  This  is  due 
principally  to  alternating  e.m.f.'s  and  currents  induced  in 
the  coils  that  are  short-circuited  through  each  brush  by 


Fio.  282.    Vector  diagram  for  a  series  a-c.  motor. 
01  =  current. 

F  »  voltage  drop  over  field  winding. 

A  =  voltage  drop  over  armature  impedance. 

Ee  =  counter  e.m.f.  induced  in  the  armature  by  the  speed. 

E  =  total  e.mi.  applied  to  terminals  of  the  motor. 

the  alternating  flux  which  links  with  such  coils  in  its  path 
from  one  field  pole  to  another. 

Let  us  now  examine  how  these  difficulties  are  overcome  in 
adapting  the  series  motor  to  the  alternating-current  power 
supply.  In  discussing  power-factor,  first,  we  shall  be  as- 
sisted by  drawing  the  vector  diagram  for  a-c.  series  motor, 
as  in  Fig.  282.    The  current  has  the  same  phase  throughout 
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both  field  and  armature,  and  is  taken  as  the  reference  vector 
01,  The  e.mi .  Xfl,  required  to  overcome  inductive  react- 
ance of  the  field  winding,  leads  01  by  one-quarter  period  or 
90®,  while  the  e.m.f.  Rfl  to  overcome  resistance  of  field 
winding  is  in  phase  with  01,  The  total  e.m.f .  consumed  by 
field  impedance,  which  would  be  indicated  by  a  voltmeter 
across  the  field  terminals,  is  marked  F.  Similarly,  the 
e.m.f.  required  to  overcome  impedance  of  the  armature 
winding  is  A.  The  counter  e.m.f.  induced  by  continuous 
rotation  of  the  armature  in  the  alternating  flux  from  the 
field  winding  is  marked  Ee.  It  is  in  phase  with  the  field 
flux,  and  therefore  also  with  the  current  01  which  produces 
the  flux  (neglecting  the  very  slight  phase  difference  between 
current  and  flux,  due  to  hysteresis).  A  voltmeter  tapped 
across  the  armature  terminals  would  indicate  the  vector 
sum  of  A  and  Ec,  or  de.  The  total  e.m.f.  between  terminals 
of  the  entire  motor  is  J&,  or  the  vector  sum  of  F,  A  and  Ec* 
The  power-factor  of  the  motor  is  equal  to  cos  B, 

Now,  in  order  to  increase  the  power-factor  or  reduce  ^, 
we  must  reduce  Xj  and  Xa.  This  demands  first  of  all  that 
the  frequency  of  the  circuit  be  low;  series  motors  are  rarely 
operated  at  more  than  26  cycles  per  second,  and  for  heavy 
series  railway  motors  a  frequency  of  15  is  advocated.  Fur- 
thermore, the  inductance  of  field  wiudings  is  reduced  by 
making  the  number  of  turns  in  the  field  coils  as  small  as 
possible.  This  requires  that  the  reluctance  of  the  magnetic 
circuit  be  kept  low,  which  is  accomplished  by  making  the 
air  gap  short,  and  the  cross  section  and  amount  of  iron  in 
the  magnetic  circuit  relatively  large  so  as  to  reduce  densities 
and  increase  permeabiUties. 

The  most  practicable  way  of  reducing  armature  inductance, 
on  the  other  hand,  is  by  means  of  a  ''  compensating  winding" 
sunk  into  slots  in  the  pole-faces.  In  Fig.  283,  the  conductors 
on  the  stator  which  are  joined  by  full  lines  represent  the  main 
field  winding  producing  poles  at  Ni  and  Si»  The  brushes 
BB  are  in  such  position  on  the  commutator  CC  that  the 
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direction  of  current  in  the  various  rotor  conductors  ia  aa 
iBdicated,  producing  poles  at  Ni  and  St  on  the  armature, 
which  act  upon  the  stator  poles  Ni  and  Si  to  produce  torque 
and  rotation.    As  demonstrated  in  Chapter  IX  of  First 
Course,  it  is  not  economi- 
cal to  spread  a  siugje-phase 
winding  over    the    entire 
periphery    of    the  stator. 
The  space  not  occupied, 
therefore,    by    the    main 
field  windii^  is  filled  with 
conductors      (joined     as 
shown    by    dotted   lines) 
which  form  the  "compen- 
sating winding. " 

This  compensating 
winding    is    designed    ^  F,o.  283    Th. ™.dlng d»8«m  to. 
,  °      ,  °^  Bingle-phaae  eeriee  a-c.  motor.    The 

have  enough  ampere-turns  ^^^  ^^^^  ^bow  the  main  field  winding, 
so  that  it  tends  to  produce  The  dotted  Uncs  represent  compen- 
poles  upon  the  surface  of  sating  windings  used  to  reduce  the 
the  stator  equal  and  oppo-  armature  inductance.  From  More- 
•i  i  \T  «r.j  «•  ■■«  «  crofl'g  "C<miinuma  and  AUemaiing- 
aite  to  JVi  and  Oi,  m  con-  ^  .  .,  ,  -  ,. 
, ',  ,        ,  Current  Macttmery." 

sequence    of    which    the 

armature  winding  is  actually  unable  to  produce  any  appre- 
ciable amount  of  flux  linking  with  its  own  turns  —  tiiat 
is,  its  inductance  is  reduced  to  practically  zero.  However, 
the  local  flux  linking  the  conductors  in  each  sii^le  slot  is  not 
and  cannot  be  compensated.  The  compensating  winding 
is  sometimes  connected  in  series  with  the  armature  (conduc- 
tive compensation),  and  sometimes  it  is  designed  to  be  short- 
circuited  upon  itself  (inductive  compensation)  so  that  the 
necessary  current  is  induced  in  it  by  transformer  action 
of  the  fiux  from  the  armature  poles  NiSi.  In  the  latter 
case  the  armature  flux  (from  JVi  to  S3)  limits  itself  to  the 
small  amount  necessary  to  induce  an  e.m.f.  just  sufficient 
to  overcome  the  impedance  of  the  compensating  winding. 
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The  power-factor  of  the  series  motor  is  also  increased  by 
making  Ee  (Fig.  282)  large  in  comparison  with  Xfl  and  XJ. 
This  induced  comiter  e.m.f .  is  increased  by  using  a  relatively 
large  amount  of  copper  (turns)  in  the  armature  of  the 
series  a-c.  motor.  This  large  number  of  armature  turns  does 
not  increase  Xa,  on  account  of  the  compensating  windings. 
Of  course  the  values  of  Rfl  and  RJ  are  kept  as  small  as 
practicable,  by  increasing  the  cross  section  of  the  conductors, 
because  they  represent  energy  losses  which  reduce  the 
eflSciency  of  the  motor. 

In  order  to  reduce  the  heating  in  the  a-c.  series  motor,  and 
to  keep  the  efficiency  as  high  as  possible,  it  is  necessary  to 
laminate  the  iron  in  the  field  cores  as  well  as  in  the  armature 
core.*  Low  flux  densities  must  be  used,  so  that  this  motor  is 
characterized  by  a  relatively  large  amount  of  iron,  as  well  as 
of  copper,  for  a  given  horse  power.  This  makes  the  motor 
more  expensive  than  a  d-c.  series  motor  of  the  same  rated 
horse  power  and  voltage.  In  general  it  may  be  said  that  a 
series  motor  designed  for  alternating  current  will  have  larger 
capacity  and  better  operating  characteristics  when  operated 
on  direct  current,  whereas  the  d-c.  series  motor  behaves 
very  badly  on  a-c.  circuits. 

The  most  serious  difficulty  in  op)erating  series  motors  on 
a-c.  power  circuits  is  in  regard  to  sparking.  We  have  to 
contend  with  all  the  difficulties  which  arise  in  the  d-c. 
machine,  plus  some  which  are  peculiar  to  the  a-c.  machine. 
It  is  the  latter  and  the  special  devices  that  must  be  used  on 
account  of  them  that  we  shall  here  consider.  As  shown  in 
Fig.  284,  the  coils  C1C2,  which  are  short-circuited  by  the 
brushes  Bx  and  Bj  respectively  while  undergoing  commuta- 
tion, are  threaded  by  the  flux  <t>  which  passes  from  one  field 
pole  to  another  through  the  armature  core.  In  the  a-c. 
series  motor,  this  stator  flux  is  alternating,  therefore  each 
short-circuited  coil  (as  Cifi^)  has  induced  in  it  an  alternating 
e.m.f.  by  transformer  action,  in  addition  to  such  e.m.f. 
*  See  Timbie,  "Elements  of  Electricity,"  Art.  124,  page  189. 
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as  may  be  induced  by  movement  of  the  armature.  Theae 
transformer  e.m.f. 'a  in  the  coils  CiCt  produce  excessive  cur- 
rents (limited  only  by  the  impedance  of  the  individual  coils), 
which  heat  the  armature  winding,  the  commutator  and  the 


Fig.  284.  Diagram  of  a  single-phase  series  a-c.  motor  showing  how 
the  alternations  of  the  fliu  «,  threading  the  short-circuited  armature 
coila  CiCi,  ioduce  in  them  heavy  currents  by  tranaformer  action. 

brushes,  reduce  the  efHciency  of  the  motor  and  cause  bad 
sparking  in  operation.  The  coils  CiCi  might  even  be  burned 
out  if  the  motor  were  too  long  in  starting,  as  then  the  cur- 
rents are  large  and  these  coils  have  no  chance  to  cool  off. 

The  amount  of  e.m.f.  and  of  current  in  the  shortHiircuited 
coils  may  be  reduced  by  designing  the  armature  winding  so 
as  to  have  a  larger  number  of  coils  with  a  smaller  number  of 
turns  in  each  coO,  and  by  using  as  little  fiux  per  pole  as  pos- 
sible. Thus,  a^.  series  motors  are  characterized  by  a  large 
number  of  thin  commutator  bars,  and  by  being  wound  for 
rather  numerous  poles.  Even  these  efforts  are  inadequate, 
however,  and  such  motors  are  usually  equipped  with  what 
are  known  as  "resistance  leads"  or  "preventive  leads." 
Thus,  in  Pig.  285,  the  leads  n,  r,,  .  .  .  ,  n,  between  the  ar- 
mature coils  and  the  commutator  bars  are  designed  to  have 
not  only  a  sufficient  current-carrying  capacity  but  also 
enough  resistance  to  limit  to  a  safe  value  the  current  induced 
in  the  short-circuited  coils  {CiCt)  by  transformer  action  of 
the  main  field  flux.    These  resistances  need  not  be  large, 
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because  two  of  them  (as  ri  and  ri)  act  in  aeries  to  limit  the 
current  in  any  single  short^ircuited  coil  (as  Ci),  and  the 
e.m.f.  induced  in  each  coil  hy  transformer  action  is  relatively 
small.    Therefore  the  PR  loss  due  to  the  flowing  of  the  main 


Fia.  2S5.  A  sin^e-phase  series  »«.  motor  showing  the  r(!!uslance 
leads  (r)  between  coils  and  coDunutating  bars,  to  limit  the  shortr 
circuit  cuTTentB  in  ooils  CiCt  due  to  the  Iransformer  action  by  the 
main  field  flux. 

current  through  them  is  not  excessive,  except  when  the  motor 
is  stalled  or  takes  too  much  time  in  starting.  Nevertheless, 
these  preventive  resistances  are  sometimes  replaced  by  in- 
ductive reactances  *  in  order  to  reduce  the  heating  and  im- 
prove efficiency.  It  is  to  be  noted  that  the  only  preventive 
leads  which  carry  current  at  any  instant  are  those  connected 
to  the  commutator  bars  which  are  under  brushes. 

The  series  altemating'Current  motor  is  peculiarly  useful 
and  adaptable  where  we  desire  the  speed  to  vary  automati- 
cally with  changes  of  load,  or  where  we  desire  to  control  the 
speed  of  the  motor  at  any  given  load.  In  the  former  respect, 
the  series  motor  has  practically  the  same  characteristic 
on  either  d-c.  or  a-c.  circuits;  when  the  motor  is  required 
to  pull  a  heavy  torque  it  automatically  slows  down,  and  when 
its  torque  b  small  it  runs  at  high  speed.  This  makes  it 
•  See  Trans.  A.I.E.E.,  Vol.  XXIX,  page  28. 
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suitable  for  driving  railway  trains,  because  the  heaviest 
torque  is  needed  while  the  train  is  starting,  and  then  also 
the  speed  should  be  low.  When  the  accelerating  period  is 
over,  the  torque  is  much  reduced  and  then  high  speed  is 
usually  desired.  The  speed  of  the  series  a-c.  motor  is  easily 
and  efficiently  controlled  by  feeding  power  to  it  through  an 
autotransformer  equipped  with  numerous  taps,  so  that  a 
number  of  different  voltages  may  be  applied  to  the  motor 
terminals.  The  autotransformer  may  be  wound,  also,  so 
as  to  take  power  directly  from  a  high-tension  line  while  the 
motor  receives  its  input  at  a  moderate  pressure,  thus  econo- 
mizing the  expense  and  space  for  insulation  in  the  motor. 
Corresponding  reduction  of  voltage  for  speed  control  of  the 
d-c.  series  motor  may  be  had  only  by  means  of  resistors, 
which  waste  large  amounts  of  power  and  lower  the  efficiency 
of  the  whole  outfit  at  reduced  speeds  to  a  value  much  lower 
than  may  be  obtained  by  the  a-c.  motor  with  its  autotrans- 
former. 


SUMMARY  OF  CHAPTER  VH 

INDUCTION  MOTORS  differ  from  other  types  in  that  the 
currents  in  the  rotor  or  secondary  windings  are  induced  by  the 
magnetic  action  of  the  currents  in  the  stator  or  primary  wind- 
ings. These  motors  are  inherently  approximately  constant- 
speed  motors. 

THE  ROTOR  may  be  of  the  '^  squirrel-cage  "  type,  consist- 
ing of  insulated  heavy  copper  bars  with  short-circuited  ends, 
laid  in  slots  in  a  core  of  laminated  iron;  or  it  may  be  of  tiie 
"  wound  "  type,  consisting  of  insulated  windings  laid  in  slots 
and  brought  out  to  slip  rings  mounted  on  the  shaft. 

THE  STATOR  is  practically  identical  with  the  armature  of 
any  alternating-current  generator  of  the  stationary  armature 
type. 

A  REVOLVING  FLUX  is  set  up  by  the  alternating  current 
in  the  stator  windings  of  a  polyphase  motor.  This  revolving 
flux  cutting  the  conductors  of  the  rotor  sets  up  currents  in 
them,  in  such  direction  as  to  produce  a  continuous  torque. 
If  unloaded,  the  rotor  will  revolve  at  nearly  the  same  speed  as 
the  stator  flux.    This  is  called  the  SYNCHRONOUS  SPEED. 

THE  SYNCHRONOUS  SPEED  in  revolutions  per  minute 
equals  60  times  the  frequency  divided  by  the  number  of  pairs 
of  poles,  as  in  any  synchronous  machine. 

THE  ROTOR  OF  A  LOADED  INDUCTION  MOTOR  does 
not  rotate  at  synchronous  speed  but  *'  slips,"  so  that  the  re- 
volving stator  flux  cuts  the  rotor  windings  and  produces  the 
necessary  rotor  e.m.f.,  current  and  torque  to  carry  the  load. 
The  ''  slip  "  is  stated  in  percentage  and  equals 

synchronous  speed  —  actual  rotor  speed 
synchronous  speed 

THE  INDUCTANCE  OF  THE  ROTOR  windings  causes  a 
time  lag  of  rotor  currents  behind  rotor  e.m.f.'s,  and  causes  the 
field  due  to  the  rotor  currents  to  occupy  such  a  position  with 
regard  to  the  rotating  flux  that  the  torque  is  reduced  thereby. 
It  also  cuts  down  the  value  of  the  rotor  currents,  especially  at 
starting,  when  the  e.m.f.  induced  in  the  rotor  has  the  same 
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frequency  as  the  line.  It  would  have  no  effect  at  synchronous 
speed  as  the  frequency  of  the  induced  e.nLf.  would  be  zero. 

THE  RESISTANCE  OF  THE  ROTOR  windings  reduces  the 
torque  merely  in  that  it  limits  the  value  of  the  rotor  currentSi 
as  it  does  not  produce  an  tmfavorable  effect  upon  the  position 
of  the  rotor  flux  with  relation  to  the  stator  poles. 

THE  ROTATING  FIELD  IN  THE  STATOR  OF  A  POLY- 
PHASE MOTOR  is  formed  by  the  combined  fluxes  of  the 
several  phases.  The  dying  fluxes  of  some  phases  always 
combine  with  the  growing  fluxes  of  the  others  so  that  the  total 
flux  remains  the  same  value  and  sweeps  around  the  axis  of  the 
rotor. 

THE  STARTING  CURRENT  OF  A  SQUIRREL-CAGE 
MOTOR  is  large,  being  usually  from  8.6  to  7  times  the  full- 
load  current  if  started  at  full  voltage,  because  the  ampere-turns 
of  the  stator  must  balance  the  large  value  of  the  ampere- 
turns  in  the  rotor  in  which  heavy  currents  are  set  up  by  the 
revolving  flux.  As  the  rotor  is  at  rest,  its  conductors  are  cut 
by  the  stator  flux  at  synchronous  speed  and  a  relatively  high 
e.m.f.  is  induced  in  them. 

THE  POWER-FACTOR  OF  THE  STARTING  CURRENT 
of  this  motor  is  low.  It  is  approximately  the  power-factor  of 
the  rotor  current,  being  about  66  per  cent,  due  to  the  laige 
value  of  the  reactance  of  the  rotor  in  relation  to  its  resistance. 
It  depends  upon  the  value  of  the  slip  which  is  maximum,  and 
of  the  leakage  reactance  which  is  large  on  account  of  the  air 
gap. 

THE  STARTING  TORQUE  IS  LOW,  dependhig  upon  the 
relative  values  of  the  reactance  and  resistance  of  the  rotor 
and  averaging  about  1.6  to  2.6  times  the  full-load  torque.  This 
is  due  largely  to  the  unfavorable  position  of  the  rotor  currents 
and  poles  relative  to  the  stator  poles.  The  starting  torque  is 
greatest  when  the  resistance  of  the  rotor  equals  its  reactance. 
Under  these  conditions,  it  is: 

Directly  proportional  to  the  square  of  the  e.m.f .  induced  per 
turn  of  the  rotor  circuit  when  at  rest  or  the  e.m.f.  impressed 
upon  the  stator; 

Inversely  proportional  to  the  angular  velocity  of  \he  rotating 
field  and  to  the  resistance  per  circuit  of  the  rotor. 

A  WOUND  ROTOR  CAN  BE  SUPPLIED  with  extra  external 
starting  resistance  in  order  to  make  the  resistance  equal  to  the 
reactance.  This  resistance  is  cut  out  when  rotor  attains  full- 
load  speed,  in  order  to  increase  the  efBiciency. 
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THE  SPEED  OF  AN  mDUCTION  MOTOR  falls  as  load 
is  added  to  it  The  increased  slip  causes  a  greater  catting  of 
the  rotating  flux  by  the  rotor  conductors,  consequently  a  greater 
e.m.f.  is  induced  in  the  rotor,  which  increases  the  rotor  currents 
and  torque  sufficiently  to  carry  the  added  load.  The  torque 
may  be  increased  to  a  maximum  value  known  as  the  pull-out 
point,  usually  about  1.6  times  the  starting  torque.  The  motor 
then  comes  rapidly  to  standstill,  because  of: 

(a)  The  stator  impedance  drop,  which  decreases  the  mutual 
flux. 

(b)  The  magnetic  leakage,  on  account  of  which  the  increase 
in  stator  current  does  not  produce  a  proportional  increase  in 
mutual  flux.  It  also  increases  the  rotor  reactance,  causing 
the  rotor  poles  to  occupy  an  unfavorable  position. 

INCREASING  THE  TORQUE  (LOAD)  ON  A  MOTOR 
causes: 

(a)  A  falling  off  in  speed.  At  given  per  cent  slip  the  larger 
motors  have  higher  power-factors  and  efficiencies. 

(b)  An  increase  in  power-factor,  the  maximum  power- 
factor  being  obtained  at  a  considerable  overload.  High-speed 
motors  have  the  best  power-factor. 

(c)  An  increase  in  efficiency  to  about  8  load  and  only  a 
slight  change  from  there  to  l4  load. 

THE  EFFECT  OF  ROTOR  RESISTANCE  UPON  THE 
PERFORMANCE  OF  AN  INDUCTION  MOTOR: 

(a)  Increasing  the  rotor  resistance  improves  the  power-fac- 
tor and  reduces  the  current  at  starting,  and  up  to  a  certain 
point  increases  the  starting  torque. 

(b)  Increasing  the  rotor  resistance  reduces  the  speed,  or  in- 
creases the  slip  and  the  speed  regulation  corresponding  to  a 
given  torque,  in  direct  proportion  to  r^.  In  this  manner  we  may 
obtain  any  desired  speed  from  synchronous  speed  to  zero,  at  any  j 
given  value  of  torque  or  load.  Under  these  conditions,  the 
current,  power  and  power-factor  of  input  are  unchanged,  but 

(c)  When  the  speed  is  thus  reduced,  the  1$  t^i  loss  in  the 
rotor  is  increased,  and  the  power  output  and  the  efficiency 
corresponding  to  a  given  torque  are  reduced,  in  direct  proportion 
to  the  increase  of  slip  and  of  r^ 

(d)  The  pull-out  point  or  maximum  load  capacity  of  the 
motor  is  independent  of  the  value  of  secondary  resistance. 

SYNCHRONOUS  WATTS  signifies  the  amount  of  mechanical 
power  (expressed  in  watts)  which  the  machine  could  develop  if  it 
were  to  turn  at  Sjrnchronous  speed  while  delivering  a  given  torque. 
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Synchronous  watts  =  0.142  x  rev.  per  min.  X  pound-feet. 
AN  INCREASE  IN  THE  LENGTH  OF  THE  AIR  GAP: 

(a)  Greatly  lowers  the  efficiency. 

(b)  Greatly  lowers  the  power-factor  for  the  same  torque. 

(c)  Slightly  lowers  the  speed. 

(d)  Slightly  lowers  the  pull-out  point 

EFFECT  OF  CHANGING  THE  IMPRESSED  VOLTAGE: 

(a)  The  torque  varies  as  the  square  of  the  voltage,  —  for  the 
same  slip. 

(b)  The  slip  varies  approximately  inversely  as  the  square  of 
the  voltage,  —  for  the  same  torque. 

EFFECT  OF  CHANGING  THE  FREQUENCY: 

(a)  The  synchronous  speed  varies  directly  as  the  frequency, 
for  constant  voltage. 

(b)  The  core  loss  and  the  exciting  current  increase  as  the 
frequency  is  lowered,  with  the  same  voltage. 

(c)  To  operate  a  motor  on  other  than  the  standard  frequency, 
it  is  best  to  change  the  voltage  in  proportion  to  the  square  root 
of  the  frequency. 

THE  SPEED  OF  POLYPHASE  INDUCTION  MOTORS  IS 
CONTROLLED  COMMERCIALLY: 

(a)  By  var]ring  the  resistance  introduced  into  the  rotor; 

(b)  By  changing  the  number  of  the  stator  poles; 

(c)  By  joining  two  or  more  motors  in  cascade  or  concate- 
nation. 

TWO  INDUCTION  MOTORS  ARE  SAID  TO  BE  CON- 
CATENATED when  the  rotors  are  rigidly  connected  by  gears 
or  other  coupling,  while  the  stator  of  one  motor  is  connected 
to  the  line  and  its  rotor  is  connected  to  the  stator  of  the  other 
motor.    The  first  motor  must  have  a  wound  rotor. 

Such  a  combination  rotates  at  a  speed  equal  to  that  of  a  single 
motor  having  the  sum  or  difference  of  the  number  of  poles, 
according  as  direct  or  differential  concatenation  is  used. 

THE  INDUCTION  MOTOR  MAY  BE  USED  AS  AN  IN- 
DUCTION GENERATOR  when  its  stator  is  connected  to  a 
source  of  alternating  current  and  the  rotor  is  turned  above 
synchronous  speed  by  a  prime  mover.  When  so  used  as  an 
auxiliary  in  large  power  plants,  it  is  usually  run  by  a  turbine 
driven  by  the  exhaust  steam  from  the  reciprocating  engines. 
The  amount  of  power  delivered  is  proportional  to  the  (negative) 
slip.  The  machine  ceases  to  generate  when  short-circuited.  This 
generator  effect  is  made  use  of  for  the  '*  regenerative  braking  " 
of  cars  supplied  with  polyphase  induction  motors.    As  soon 
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as  the  speed  of  a  coasting  car  causes  the  motor  to  exceed  tiie 
synchronous  speed,  the  power  returned  to  the  line  by  the  stator 
acts  as  a  brake.  Reactive  power  must  be  supplied  to  the  stator 
for  excitation. 

A  FREQUENCY  CHAKGER  CAN  BE  ARRANGED  by  con- 
necting the  stator  of  an  induction  motor  to  a  line  of  lower  fre- 
quency (/a)  and  the  wound  rotor  to  the  line  of  higher  frequency 
(/i).  The  rotor  is  turned  against  the  stator  flux  by  a  synchronous 
motor  attached  to  the  low-frequency  supply  mains,  at  a  speed  (n,.) 

equal  to   ^  j,    ^  times  the  synchronous  speed  (n.)  of  the  rotor. 

The  electrical  power  taken  by  the  stator  from  the  low-fre- 

quency  line  equals ^ —  X  total  power  generated  in  the  rotor, 

plus  the  iron  and  copper  losses  in  the  stator. 
The  mechanical  power  taken  by  the  rotor  (through  the  syn- 

chronous  motor)  from  the  low-frequency  line  equals ; 

nr  -\-  »• 

X  the  total  electrical  power  generated  in  the  rotor. 

THE  CIRCLE  DIAGRAM  FOR  THE  INDUCTION 
MOTOR.  If  vectors  representing  the  currents  taken  by 
an  induction  motor  (from  zero  load  to  locked-rotor  condition) 
are  all  drawn  to  the  same  scale  and  from  the  same  point  on  the 
axes  of  reference,  the  end$  of  these  vectors  will  all  lie  in  the 
circumference  of  a  semicircle.  The  diameter  of  this  semi- 
circle can  be  determined  from  the  no-load  current  and  power- 
factor  and  locked-rotor  current  and  power-factor,  both  being 
taken  at  rated  voltage.  From  this  semicircle,  can  be  deter- 
mined for  any  given  value  of  stator  current: 

(a)  The  effective  power,  reactive  power  and  power-factor. 

(b)  Copper  loss  in  stator  (by  also  measuring  the  stator 
resistance). 

(c)  Total  fixed  losses,  as  core  and  friction  losses. 

(d)  Rotor  copper  losses. 

(e)  Mechanical  output,  torque  and  efficiency. 

(f)  Slip,  speed  and  speed  regulation. 
SINGLE-PHASE  INDUCTION  MOTORS  will  operate  if 

started  and  brought  up  to  approximately  full  speed,  but  with 
smaller  torque  than  a  polyphase  motor  of  the  same  general 
dimensions.  The  flux  set  up  by  the  currents  induced  in  the 
rotor  combine  with  the  flux  set  up  by  the  current  in  the  stator 
windings  to  form  a  revolving  flux,  when  the  rotor  is  revolving. 
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This  resultant  flux  would  be  fairly  constant  in  value  if  the  rotor 
revolved  at  synchronous  speed,  but  the  slip  causes  it  to  vary 
in  value,  so  that  the  end  of  a  vector  representing  the  direction 
and  magnitude  of  resulting  flux  describes  an  eUipse,  and  not  a 
circle  as  in  the  case  of  a  poljrphase  motor.  With  the  rotor  at 
rest,  this  ellipse  flattens  into  a  straight  line,  so  that  under 
these  conditions  the  field  does  not  revolve,  and  thus  no  starting 
torque  results. 

SINGLE-PHASE  INDUCTION  MOTORS  ARE  STARTED: 

(a)  By  hand,  in  the  very  small  sizes. 

(b)  By  supplying  split-phase  to  starting-coils  on  the  stator.  A 
condenser  or  a  coil  with  high  inductance  is  put  in  series  with 
these  coils,  so  that  the  starting  current  through  them  sets  up  a 
flux  which  is  out  of  phase  with  the  flux  in  the  main  stator  coils. 
These  starting  coils  are  cut  out  when  the  rotor  attains  full 
speed.  A  special  phase-splitting  device  which  is  not  built 
into  the  motor  is  shown  in  Fig.  268,  for  starting  a  three-phase 
motor  on  a  single-phase  circuit 

(c)  By  shading  coils,  which  consist  of  short-circuited  coils 
wound  on  the  trailing  tip  of  each  pole.  The  e.m.f .  set  up  by  the 
changing  flux  in  the  pole  causes  a  current  to  flow  in  these 
shading  coils  which  sets  up  a  flux  out  of  phase  with  the  flux  in 
the  remainder  of  the  pole.  This  causes  a  resultant  flux  wave 
to  sweep  across  the  pole  face,  dragging  the  rotor  with  it 

(d)  By  repulsion  motor  action. 

THE  REPULSION  MOTOR  has  a  rotor  similar  to  a  direct- 
current  armature.  The  brushes  bearing  on  a  commutator  are 
short-circuited,  and  the  currents  iaduced  in  the  armature  coils 
set  up  poles  on  the  armature  surface.  The  brushes  are  so  placed 
that  the  poles  thus  set  up  are  slightly  out  of  line  with  the 
stator  poles,  and  the  mutual  repulsion  between  like  poles  on 
the  stator  and  armature  produces  the  torque.  The  general 
characteristics  of  a  repulsion  motor  are  those  of  a  d-c.  series 
motor.  The  starting  torque  is  large  and  the  speed  indefinitely 
high  at  no  load.    Speed  varies,  inversely  as  the  torque. 

In  using  the  repulsion  motor  effect  for  starting  a  single-phase 
induction  motor,  the  commutator  segments  are  automatically 
short-circuited  together  at  full  speed  by  centrifugal  force,  and 
the  brushes  lifted  to  reduce  friction  loss.  By  furnishing  the 
stator  with  compensating  field  coils,  excited  from  the  arma- 
ture by  means  of  a  second  set  of  brushes,  it  is  possible  to 
produce  a  negative  slip  at  no  load,  causing  leading  power- 
factor,  and  no  slip  at  fuU  load  with  flie  resulting  unity  power^ 
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factor.  Additional  squirrel-cage  windings  may  be  placed  on 
the  rotor  to  prevent  racing  at  no  load.  This  produces  a  single* 
phase  motor  of  excellent  characteristics  but  of  somewhat 
reduced  efficiency. 

A  SERIES  MOTOR  TO  OPERATE  SATISFACTORILT  on 
alternating-current  circuits  must  be  designed  somewhat  differ^ 
ently  from  a  direct-current  series  motor,  which  would  operate 
inf eriorly  on  an  alternating-current  circuit,  on  account  of  the 
following  inherent  characteristics: 

(a)  The  large  inductance  of  armature  and  field  windings  of 
the  d-c.  motor. 

The  field  reactance  of  an  a-c.  series  motor  is  reduced  by 
operating  the  motor  on  low  frequency  and  by  using  as  few 
turns  as  possible  in  the  field  windings.  The  air  gap  must  neces- 
sarily be  made  small  to  reduce  the  reluctance.  The  armature 
inductance  is  decreased  by  using  compensating  windings  on  the 
poles,  the  m.nLf.  of  which  exactly  neutralizes  the  armature 
m.m.f.  and  greatly  reduces  the  flux  produced  by  tiie  armature 
currents.  This  practically  reduces  the  armature  inductance 
to  zero.     The  power-factor  of  the  motor  is  thus  raised. 

(b)  The  increased  heating  in  the  armature  and  field  cores 
due  to  eddy  currents. 

This  is  avoided  in  the  a-c.  motor  by  iflmlnflfing  the  field 
cores  and  yokes,  as  well  as  the  core  of  the  armature,  and  by 
using  lower  flux  densities.  An  a-c.  series  motor  is  therefore 
heavier  and  more  expensive  than  a  d-c.  series  motor  of  the  same 
horse  power. 

(c)  Excessive  sparking  at  the  brushes,  because  the  coils  short- 
circuited  by  the  brushes  are  cut  by  the  constantly  alternating 
flux.  These  short-circuit  currents  are  limited  by  introducing 
resistance  or  inductive  reactance  into  the  leads  connecting  the 
commutator  segments  to  the  tapping  points. 

The  operating  characteristics  of  an  alternating-current  series 
motor  are  similar  to  those  of  a  direct-current  series  motor.  It 
has  the  advantage,  however,  over  the  direct-current  machine 
of  being  easily  and  economically  controlled  as  to  speed,  by 
taking  its  voltage  from  the  taps  of  an  autotransformer,  instead 
of  having  the  voltage  controlled  by  series  resistances,  with  the 
accompanying  I^R  loss. 


PROBLEMS  ON  CHAPT£R  VH 

Prob.  Bfhl,  (a)  What  percentage  taps  must  be  used  on  the 
compensator  for  the  7i-h.p.  1200-r.p.m.  motor  of  Table  I,  to  start 
it  with  a  current  equal  to  rated-load  current?  (6)  What  will  be 
the  starting  torque  under  this  condition,  as  percentage  of  rated- 
load  torque? 

Prob.  8e-7.  The  5-h.p.  1800-r.p.m.  motor  of  Table  I  is  started 
by  means  of  a  star-delta  switch  from  a  line  whose  pressure  is  equal 
to  the  rated  voltage  of  the  motor.  Calculate,  as  percentages  of 
the  corresponding  values  at  rated  load,  (a)  starting  torque;  (6) 
starting  current. 

Prob.  87-7.  The  voltage  of  the  supply  line  to  the  40-h.p.  900- 
r.p.m.  induction  motor  of  Table  I  drops  20  per  cent  at  the  moment 
of  starting  the  motor  on  account  of  the  large  value  and  low  power- 
factor  of  the  starting  current.  By  what  percentage  are  the  values 
of  starting  torque  and  of  starting  current  greater  or  less  than  they 
would  have  been  if  the  line  voltage  had  been  unaffected? 

Prob.  86-7.  What  effect  would  be  produced  upon  the  starting 
torque  of  a  squirrel-K^age  induction  motor  if  the  end  rings  of  the 
rotor  are  notched  with  a  file  or  a  hacksaw  at  frequent  intervals 
between  the  points  where  the  rotor  bars  connect  to  them? 

Prob.  89-7.  From  the  curves  of  Fig.  264,  obtain  data  for  cal- 
culating and  drawing  another  curve  having  as  abscissas  the  rotor 
circuit  resistance,  and  as  ordinates  the  total  PR  loss  in  the  motor 
at  starting  as  percentage  of  the  total  PR  loss  at  rated  load  and 
maximimi  speed. 

Prob.  90-7.  From  the  results  of  Prob.  89  and  from  Fig.  254 
construct  a  curve  having  as  abscissas  the  starting  torque  as  per 
cent  of  full-load  torque,  and  as  ordinates  the  PR  loss  at  starting  as 
per  cent  of  PR  loss  at  rated  load.    Discuss  the  form  of  this  curve. 

Prob.  91-7.  Notice  from  Fig.  254  that  we  may  develop  the 
same  starting  torque  (of  200  per  cent  rated  torque,  let  us  say)  with 
either  of  two  different  values  of  resistance  per  rotor  circuit.  For 
each  of  these  values  calculate  the  total  PR  loss  in  rotor  as  per  cent 
of  PR  at  rated  load,  and  on  the  basis  of  these  figures  state  which 
adjustment  of  the  rotor  resistance  is  preferable. 
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Prob.  92-7.  The  motor  of  Fig.  254  is  adjusted  to  produce  its 
maximum  starting  torque,  and  the  motor  of  Fig.  255  is  adjusted 
to  produce  an  equal  starting  torque.  The  two  motors  are  rated 
exactly  the  same  for  full  load.  Calculate:  (a)  Ratio  of  starting 
current  for  wound-rotor  motor  to  starting  current  for  squirrel- 
cage  motor;  (6)  similar  ratio,  between  PR  losses  at  moment  of 
starting. 

Prob.  9S-7.  To  what  value  would  the  efficiency  at  rated-load 
torque  of  the  motor  in  Fig.  258  be  raised  if  the  £ur  gap  were  length- 
ened so  as  to  have  a  power-factor  10  per  cent  lower  than  shown 
for  this  load  by  the  power-factor  curve,  other  things  being  equal? 

Prob.  94-7.  From  the  data  of  Table  II  for  a  b-Yup.  1140-r.p.m. 
motor  calculate  the  reactive  volt-amperes  supplied  to  the  motor 
at  \f  \y  f ,  1, 1}  times  rated  load.  Draw  a  curve  setting  forth  these 
results,  and  discuss  the  significance  of  the  curve. 

Prob.  96-7.  From  the  data  of  Table  II  determine  how  many 
kv-a.  of  generator  capacity,  and  how  many  kw.,  would  be  required 
to  drive:  (a)  A  10-h.p.  850-r.p.m.  motor  at  half  load;  (6)  a  5-h.p. 
850-r.p.m.  motor  at  fuU  load.  Discuss  the  significance  of  these 
figures,  in  view  of  the  fact  that  both  motors  are  delivering  the 
same  power  at  approximately  the  same  speed  —  that  is,  perform- 
ing identically  the  same  service. 

Prob.  96-7.  Solve  Prob.  95-7  with  relation  to:  (a)  A  2-h.p. 
1140-r.p.m.  motor  at  half  load;  (6)  a  1-h.p.  1140-r.p.m.  motor  at 
full  load. 

Prob.  97-7.  Table  II  gives  the  efficiency  at  various  fractions  of 
full-load  horse-power  output.  Assuming  that  the  slip  varies  in 
direct  proportion  to  the  torque,  calculate  from  the  data  of  fuU  load 
in  Table  II  the  values  of  efficiency  at  },  i,  J,  1  and  1 J  times  rated- 
load  torque  for  a  20-h.p.  1140-r.p.m.  motor.  Is  the  efficiency  curve 
appreciably  different  whether  drawn  with  respect  to  power  or 
torque  output  as  abscissas? 

Prob.  98-7.  For  the  20-h.p.  1140-r.p.m.  motor  of  Table  II 
wound  3-phase  250  volts,  calculate  the  values  of  amperes  input 
(per  line  wire)  and  of  torque  (poimd-feet)  per  ampere,  at  J,  i,  }, 
1  and  Ij  times  rated-load  power  output. 

Prob.  99-7.  From  the  data  of  Table  II,  determine  how  many 
kw.  and  kv-a.  generator  capacity  would  be  required  to  deliver 
5-h.p.  from  an  induction  motor  operating  at  full  load:  (a)  At 
1140  r.p.m.;  (6)  at  850  r.p.m.  Discuss  the  significance  of  these 
figures. 
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Prob.  100-7.  From  the  data  of  Table  II  calculate  the  overall 
efficiency  of  motor  and  mechanical  transmission  to  a  machine 
driven  by:  (a)  A  lO^h.p.  86()-r.p.m.  motor  coupled  directly  to  the 
machine  and  operating  at  full  load;  (6)  a  10-h.p.  1140-r.p.m. 
motor  delivering  same  power  to  the  machine,  but  through  gearing 
or  belting  which  absorbs  10  per  cent  of  the  power  of  the  motor. 
Discuss  the  results. 

Prob.  101-7.  Calculate  the  kw.  and  kv-a.  of  generator  capacity 
required  per  horse  power  available  at  the  shaft  of  the  driven  ma- 
chine, for  cases  (a)  and  (6)  of  Prob.  100-7.    Discuss  the  results. 

Prob.  1021-7.  The  motor  of  Fig.  258  is  required  to  operate  at  a 
speed  as  near  as  practicable  to  500  rev.  per  min.  against  a  torque 
of  150  pound-foet.  Determine:  (a)  At  what  point  must  the 
controller  be  set?  (6)  What  will  be  the  actual  speed  of  the  motor 
at  the  given  torque?  (c)  What  is  the  horse-power  output  of  the 
motor  under  this  condition?  (d)  What  will  be  the  speed  regulation 
in  per  cent,  if  this  load  be  suddenly  removed? 

Prob.  108-7.  What  should  be  the  efficiency  of  the  motor  of  Fig. 
258  operating  under  the  conditions  stated  in  Prob.  102-7?  Note 
that  the  efficiency  curve  of  Fig.  258  corresponds  to  the  speed-torque 
curve  shown,  in  dotted  line,  as  "inherent  speed-torque  character- 
istic." 

Prob.  104-7.  The  efficiency  curve  of  Fig.  258  corresponds  to 
that  amount  of  resistance  in  the  rotor  circuit  which  gives  the  speed- 
torque  relation  shown  by  the  dotted  line  marked  "speed-torque 
characteristic"  —  that  is,  with  the  rotor  shortHiircuited.  Cal- 
culate what  efficiency  (per  cent)  would  be  obtained  when  the  motor 
produces  50,  100,  150,  200,  250  and  300  pound-feet  of  torque  while 
operating  on  the  last  step  (No.  8)  of  the  controller. 

Prob.  105-7.  An  8-pole  wound-rotor  induction  motor  rated 
25  h.p.,  1150  r.p.m.,  60  cycles,  240  volts  (3-phase),  is  operating 
against  rated-load  torque  at  rated  voltage  and  frequency,  but  with 
the  controller  set  so  that  the  rotor  circuit  resistances  have  four 
times  their  normal  (inherent)  value.  If  the  efficiency  at  full  rated 
load,  without  external  resistance  in  rotor  circuits,  is  88  per  cent, 
calculate:  (a)  Speedat  rated-load  torque  with  increased  resistance; 
(&)  efficiency  imder  these  conditions. 

Prob.  106-7.  For  the  frequency  changer  of  Prob.  70-7,  cal- 
culate and  draw  curves  having  as  abscissas  the  rotor  speed  expressed 
as  percentiage  of  synchronous  speed  (of  stator  flux),  and  as  ordinates 
the  following:  (a)  Electrical  power  input  to  stator  as  per  cent  of 
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total  electrical  power  generated  in  rotor;  (6)  mechanical  power  in- 
put to  rotor  as  per  cent  of  total  electrical  power  generated  in  rotor; 
(c)  voltage  generated  in  each  rotor  circuit  as  percentage  of  voltage 
generated  at  60  cycles  per  second;  (d)  reactance  of  each  rotor 
circuit  as  percentage  of  its  reactance  at  60  cycles  per  second.  Neg- 
lect all  losses  in  the  induction  generator,  and  assume  that  the 
current  output  and  leakage  inductance  are  constant.  Consider 
the  delivered  frequency  to  vary  from  0  to  60  cycles  per  second. 


CHAPTER  VIII 
THE  SYNCHRONOUS  MOTOR 

In  studying  the  parallel  operation  of  alternators,  we 
noted  that  if  the  power  is  shut  off  from  an  alternator  which 
is  operating  in  parallel  with  other  similar  machines,  the 
alternator  will  not  stop,  but  will  draw  power  from  the  other 
alternators  and  continue  to  run  at  synchronous  speed. 
Such  a  generator  has  thus  become  a  synchronous  motor, 
so-called  because  at  all  loads  from  no  load  to  the  maximum 
load,  it  operates  in  synchronism  with  the  frequency  of  line. 
Why  the  rotor  always  revolves  in  synchronism  with  the  line 
frequency  will  be  shown  in  the  next  articles. 

113.  Running  Torque  and  Speed  of  a  Synchronous  Motor. 
In  Fig.  286,  the  rotating  field  is  assumed  to  be  revolving 
counter-clockwise  at  synchronous  speed.  The  four  poles 
are  excited  by  a  direct  current  supplied  to  the  coils  through 
the  rings.  In  the  armature,  the  ends  of  the  conductors 
composing  the  two  phases  A  and  B  are  shown,  —  A  by 
hollow  circles  and  B  by  solid  circles.  The  current  has  a 
maximum  value  in  phase  A  at  the  instant  shown  and  there- 
fore is  zero  in  phase  -B,  which  has  a  phase  difference  of  90^ 
with  A,  Assume  the  current  in  phase  A  to  be  in  at  the  top 
and  the  bottom  and  out  at  the  sides.  Considering  pole  I, 
which  is  a  North  pole,  we  see  that  the  action  of  the  flux  on 
the  conductors  at  the  top  (which  are  carrying  a  current  in) 
is  such  as  to  tend  to  push  the  conductors  to  the  right.* 

*  Left-hand  rule  for  motors.  Extend  the  thumb,  fore6nger  and 
middle  finger  of  the  left  hand  at  right  angles  to  one  another.  If  the 
forefinger  points  in  the  direction  of  the  field  flux  and  the  middle  finger 
in  direction  of  the  current  in  the  wire,  the  thumb  will  indicate  the 
direction  in  which  the  conductor  is  urged. 
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But  the  conductors  of  phase  A  are  imbedded  in  a  stationary 
frame  and  cannot  move  to  the  right.  Therefore  the  north 
pole  I,  being  free  to  move,  is  urged  to  the  left  in  a  counter- 


^de**^"^ 
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FiQ.  286.  Diagram  of  a  two-phase  four-pole  synchronous  motor  of  the 
revolving-field  type.  The  reaction  between  the  current  in  the  stator 
winding  and  the  field  poles  causes  a  torque  which  urges  the  field  poles 
to  rotate  in  a  counter-clockwise  direction. 

clockwise  direction.  Similarly  the  other  poles,  being  di- 
rectly opposite  the  windings  of  phase  A  are  being  urged  in 
a  counter-clockwise  direction.  If  each  field  pole  is  to  rotate 
in  s3mchronism  with  the  alternations  of  the  line  currents,  then 
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in  one-quarter  of  a  cycle  later  (90  electrical  d^rees)  the 
poles  must  all  move  fi'om  under  the  conductors  of  phase  A 
to  the  corresponding  position  under  the  conductors  of  phase 
B.  Thus  pole  I  would  move  to  the  left  to  a  position  under 
the  three  wires  of  phase  B  marked  1,  pole  II  to  a  position 
under  the  three  wires  of  phase  B  marked  2,  etc.  But  by 
this  time  the  conductors  1,  1,  1,  of  phase  B  will  be  carrying 
a  maximum  current  of  in,  and  conductors  2,  2,  2,  a  max- 
imum current  of  out,  and  the  current  in  phase  A  will  be 
zero.  Thus  the  poles  will  receive  a  push  in  a  counter-clock- 
wise direction  from  phase  B,  Similarly,  after  another  period 
of  90  electrical  degrees,  pole  I  will  be  opposite  the  left  side 
conductors  of  phase  A,  but  the  current  now  will  have  reached 
a  maximum  value  in  the  opposite  direction  and  will  be  flow- 
ing in,  as  it  is  180  degrees  since  pole  I  was  under  the  top 
coils.  Thus  again  the  poles  receive  an  impetus  in  the  counter- 
clockwise direction. 

Each  pole  is  moved  in  this  manner  |  of  a  revolution  in 
i  of  a  cycle,  or  J  of  a  revolution  in  1  cycle.  The  rotor  thus 
makes  1  revolution  every  two  cycles.  If  the  frequency  is 
60  cycles  a  second,  the  rotor  makes  ^  or  30  revolutions  a 
second  or  1800  revolutions  a  minute. 

The  speed  of  any  synchronous  motor  can  be  computed  as 
above  or  from  the  equation 

60/ 


S  = 


where 


S  =  speed  in  r.p.m. 

/  =  frequency  in  cycles  per  sec. 

p  =  number  of  pairs  of  poles. 

Thus  the  speed  of  our  4-pole  motor  on  a  60-cycle  Une 
would  be  found  as  foUows: 

a     60X60 
^  =  ^2— 
=  1800  r.p.m. 
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Prob.  1-8.  At  what  speed  will  a  12-pole  3-phafie  25-cycle 
synchronoiis  motor  operate? 

Prob.  2-8.  How  many  poles  must  a  83rnchronous  motor  have 
in  order  to  operate  at  514  r.p.m.  on  a  60-cycle  line? 

*  Prob.  8-8.    At  what  speed  will  the  motor  of  Prob.  2  operate  on 
a  25-cycle  line? 

114.  Counter  E.M.F.,  Armature  Current,  and  Synchro- 
nous Position.  When  in  motion,  the  rotor  of  every  motor 
always  sets  up  a  counter  e.m.f.  in  the  armature  windings. 
Just  as  the  e.m.f.  impressed  on  the  armature  windings  has 
approximately  a  sine  wave-form,  so  the  counter  e.m.f.  in- 
duced by  the  motion  of  the  field  poles  has  approximately  a 
sine  wave-form.  The  pole-face  is  so  shaped  and  the  armature 
conductors  are  so  distributed  that  this  form  of  wave  is  pro- 
duced. Therefore  the  current  which  flows  in  the  armature 
winding  is  due  to  the  resultant  of  the  impressed  voltage  and 
the  counter  e.m.f.,  both  of  sine  wave-form.  If  the  phase  of 
the  counter  e.m.f.  were  exactly  opposite  that  of  the  impressed 
e.m.f.,  the  resultant  e.m.f.  would  always  be  exactly  their 
arithmetical  difference,  as  in  a  direct-current  motor. 

But  the  counter  e.m.f.  can  never  be  exactly  opposite  the 
impressed  voltage  in  phase.  That  is,  the  armature  conduc- 
tors are  not  being  cut  at  the  greatest  rate  by  the  rotating 
field  at  exactly  the  instant  at  which  the  impressed  e.m.f. 
reaches  its  maximum,  as  it  would  appear  from  Fig.  286. 

We  have  said  that  at  the  instant  shown  in  Fig.  286,  the 
impressed  e.m.f .  in  the  conductors  at  the  top  is  a  maximum. 
As  Fig.  286  is  constructed,  the  induced  counter  e.m.f.  must 
also  be  a  maximum  at  this  instant.  This  exact  condition 
of  affairs  can  never  exist  in  a  real  machine.  Such  a  condi- 
tion would  result  in  a  power  intake  of  almost  zero  and  the 
machine  would  have  to  slow  down.  This  can  be  seen  from 
the  following  example  in  which  we  will  compute  the  power 
intake  on  the  assumption  that  the  counter  e.m.f.  reaches  its 
maximum  at  the  same  instant  that  the  impressed  e.m.f .  is  a 
maximum  in  the  opposite  direction. 
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Example  1.  Let  us  assume  that  the  capacity  of  the  motor  in 
Fig.  286  is  1500  kv-a.,  that  the  impressed  voltage  on  phase  A 
is  6500  volts,  and  that  the  counter  e.m.f.  is  6000  volts.  Since 
we  have  assumed  that  the  e.m.f.'s  both  reach  their  maximum 
values  at  the  same  instant  the  vector  E  (in  Fig.  287)  representing 
the  6000  volts  counter  e.m.f.  wiU  be  exactly  opposite  in  direction 
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Fio.  287.  Vector  diagram  of  the  current  per  phase,  counter  e.m.f .  and 
impresaed  e.m.f.  of  the  synchronous  motor  of  Fig.  286.  The  counter 
e.m.f.  E  is  exactly  opposite  in  phase  to  the  impressed  e.m.f.  Ex-  The 
resultant  e.mi.  Ei  sends  the  armature  current  /  through  the  armature 
windings. 

to  Ex  which  represents  the  6500  impressed  volts.  The  resulting 
voltage,  which  tends  to  send  a  current  through  the  armature  will 
be  500  volts,  represented  by  Ei,  in  phase  with  the  impressed  voltage 
Ex. 

The  amount  of  current  which  Ei  will  send  through  the  armature 
depends  upon  the  synchronous  impedance  of  the  armature.  The 
impedance  of  the  armatiu^  of  a  synchronous  motor  is  composed 
practically  entirely  of  reactance,  there  being  usually  over  fifty  times 
as  much  reactance  as  resistance.  Fair  values  for  a  1500  kv-a.  ma- 
chine for  this  voltage  would  be  9  ohms  reactance  and  0.100  ohm 
resistance  per  phase. 

The  impedance  =  V9*  +  0.100* 

=  9  ohms. 

The  armature  current  per  phase  =  -^ 

=  55.6  amp. 

This  current  of  55.6  amp.  would  lag  behind  the  500  volts  by  an 

9 
angle  the  tangent  of  which  would  equal  or  90.    This  angle 

is  89**  21.6'.  The  vector  I  in  Fig.  287  thus  represents  this  current 
of  55.6  amperes  lagging  89''  21.6'  behind  ^i. 
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The  power  received  by  the  motor  can  now  be  found. 

P  =  E,C08^ 

=  6500X55.6  cos  89**  21.6' 
=  6500  X  55.6  X  0.0111 
=  4010  watts. 

The  two  phases  would  be  supplied  with  only  2  X  4.01,  or  8.02  kw. 
Even  running  light,  a  machine  of  this  size  must  take  between  30 
and  40  kilowatts  to  supply  the  various  losses.  Thus,  if  at  the 
instant  at  which  this  motor  was  allowed  to  take  power  from  the 
line,  it  was  rotating  in  synchronism  with  its  counter  e.m.f.  exactly 
opposite  in  phase  to  the  impressed,  it  could  not  maintain  this 
position,  because  it  would  not  be  drawing  enough  power  from  the 
line  to  overcome  its  own  internal  losses.  It  must  therefore  slow 
down,  and  if  the  power  supplied  to  it  does  not  then  increase  it  must 
at  length  come  to  rest. 

But  let  us  now  examine  the  conditions  when  as  they  are  slowing 
down,  the  field  poles  have  dropped  back  but  10**  (in  time)  from  the 
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Fig.  288.  Vector  diagram  for  the  conditions  of  the  eynchronouB  motor 
of  Fig.  286  and  287,  when  the  rotor  has  dropped  back  lO**  from  the 
position  shown  in  Fig.  286  and  287.  The  resultant  voltage  Ei  has 
now  become  1200  volts  and  forces  133.2  amperes  throu^  the  arma- 
ture windings.  This  current  still  lags  89°  21.6'  behind  the  resultant 
voltage  ^1  but  only  28°  54'  behind  the  impressed  voltage  E», 

position  shown  in  Fig.  286.  Assuming  that  the  values  of  the  in- 
duced and  counter  e.m.f.'8  remain  the  same  as  before,  we  can  repre- 
sent the  impressed  6500  volts  by  the  vector  Ex,  Fig.  288,  and  the 
counter  e.m.f.  of  6000  volts  by  the  vector  E,  lagging  10®  behind 
the  position  it  had  in  Fig.  286  and  287. 

The  resulting  voltage  Ex  =  Vj^,*  +  ^  +  2  EJS  coe  170* 

=  1200  volts. 

Cun^t  through  armatui^^^ 

B  133.3  amp. 
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The  angle  a  can  be  found  from  the  cosine  law  for  trangles.* 

600(F  =  1200«  +  6500»  -  2  X  1200  X6500cosa, 
_  1200^  +  6500^  -  SOOO' 

^^  "         2  X  1200  X  6500 
=  0.493, 
a  =  eO**  28'. 
As  before,  <l>  =  89"*  21.6', 

e  =  89**  21.6'  -  60*  28', 
=  28""  54'  lagging. 

The  power-factor,  cos  6  =  0.875. 
Power  received  by  phase  A : 

Pa  =  6500  X  133.3  X  cos  28**  64 
=  757  kw. 

Power  received  by  two  phases 

=  1514  kw. 

This  power  would  be  more  than  sufficient  to  supply  all  the  losses. 
Thus  the  rotor  would  not  only  continue  to  turn  in  s3rnchronism 
but  could  deliver  some  power  to  the  shaft.  In  fact,  if  there  were 
no  load  on  the  shaft,  it  would  result  in  a  dangerous  condition  of 
non-equilibrium  for  the  rotor  to  get  10**  behind  the  stator.  The 
rotor  would  immediately  surge  ahead  with  great  momentum  and 
would  be  likely  to  start "  hunting. "  (See  Art.  122.)  The  unloaded 
motor  would  therefore  not  be  likely  to  drop  back  as  much  as  10**, 
but  only  until  it  reached  a  position  at  which  the  power  intake  would 
exactly  equal  the  losses  in  the  motor.  On  the  other  hand,  if  the 
total  load  on  the  motor  were  greater  than  1514  kw.,  the  rotor  would 
fall  back  still  further  in  order  to  take  in  more  power.  When  it 
reached  a  position  such  that  the  intake  exactly  equaled  the  output 
plus  the  losses,  the  rotor  would  continue  to  rotate  in  synchronism 
with  the  frequency  of  the  line.  This  running  position  of  the  rotor 
is  called  the  synchronous  position. 

116.  Maximum  Load  for  a  Ssmchronous  Motor.  Con- 
stant Field.  From  the  above  it  is  seen  that  in  order  to 
carry  an  increased  load,  the  rotor  of  a  S3mchronou8  motor 
merely  drops  back  with  reference  to  the  stator.  But  it  must 
not  be  assumed  this  process  of  dropping  back  can  proceed 
indefinitely  and  the  motor  carry  an  infinitely  large  load. 

*  See  page  510,  First  Course. 
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In  order  to  determine  the  load  lunit  of  the  motor,  let  us 
assume  for  simphcity  that  the  field  strength  is  such  that  the 
counter  e.m.f .  exactly  equals  the  impressed  e.m.f .,  6500  volti^, 
and  compute  the  armature  current  and  power  delivered  by 
one  phase  of  this  two-phase  motor,  as  the  rotor  drops  further 
back.  Constructing  diagrams  similar  to  Fig.  288  and  289, 
we  can  compute  the  armature  current  and  power  input.  The 
mechanical  power  which  is  developed  in  each  phase  can  then 
be  found  by  subtracting  the  PR  loss  in  the  armature.  Tabu- 
lating the  results  as  in  Table  A,  we  note  that  the  mechanical 
power  developed  by  the  motor  continues  to  increase  as  the 
rotor  drops  back  until  there  is  a  phase  difference  of  approx- 
imately 90^  between  the  rotor  and  the  stator.  At  this 
position,  the  armature  current  is  1021  amperes  and  the  power 
input,  4746  kw.  per  phase.  The  armature  PR  loss  is  104  kw., 
and  the  power  developed,  4641  kw.  Any  further  dropping 
back  causes  the  armature  current  to  increase,  but  the  in- 
crease in  the  armature  PR  loss  and  the  large  decrease  in 
the  power-factor  cause  the  total  mechanical  power  developed 
to  decrease. 

Thus  if  we  put  a  greater  total  load  on  this  motor  than 
4641  kw.  per  phase,  the  rotor  would  drop  back  more  than 
90°  in  an  attempt  to  carry  it.  This  would  cause  a  decrease 
in  the  powe^  intake  and  therefore  the  load  would  be  more 
than  the  power  received  by  the  motor.  This  would  cause 
the  rotor  to  stop.  If  the  voltage  were  still  maintained 
across  the  terminals,  the  excessive  armature  current  would 
injure  the  windings. 

This  90®  position  of  the  rotor  is  called  the  "pull-out" 
position  for  this  motor  and  the  load  at  this  position,  the 
"pull-out''  load.  Synchronous  motors  are  usually  designed 
to  operate  at  about  one-fifth  or  one-sixth  of  the  pull-out 
load  because  the  machine  is  unstable  at  this  point.  Accord- 
ingly, the  windings  of  a  commercial  machine  are  not  heavy 
enough  to  carry  the  maximum  load  current  except  for  a 
second  or  so  without  injury  to  the  insulation.    By  inspection 
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of  Table  A,  it  will  be  seen  that  this  motor,  designed  to  carry 
-i-V^  or  750  kw.  per  phase,  "pulls-out"  at  4641  kw.  or  about 
6  times  the  normal  load.  Note  that  the  armature  PR  loss  is 
104  kw.  at  the  pull-out  load  but  less  than  1.6  kw.  at  the 
normal  load.  It  is  easy  to  see  how  rapidly  a  machine  de- 
signed for  an  PR  loss  of  less  than  1.6  kw.  would  heat  up  when 
this  loss  became  104  kw. 

It  must  not  be  assumed  that  the  "pull-out"  position  of  every 
synchronous  motor  must  occiu*  when  the  rotor  lags  90**  with  respect 
to  the  stator,  with  the  induced  e.m.f.  equal  to  the  impressed  e.mi. 
This  is  true  only  when  the  synchronous  armature  reactance  X  is 
so  much  greater  than  the  armature  resistance  Rj  that  the  armature 
current  /  lags  approximately  90®  behind  the  resultant  voltage  ^i. 
Since  this  is  the  case  in  practically  all  modern  synchronous  motors, 
it  is  unnecessary  to  discuss  examples  in  which  the  armature  re- 
sistance is  a  larger  fraction  of  the  reactance.  It  can  be  proved, 
however,  that  the  maximum  load  always  occurs  when  the  rotor 

X 
has  dropped  back  through  an  angle  whose  value  is  arc  tan  —  or 


R 


R 

arc  cos  ■^'    See  Art.  119  and  Fig.  293a. 


The  effect  of  changing  the  field  strength,  and  thereby 
changing  the  induced  voltage,  is  explained  in  the  succeeding 
articles.  In  general,  a  strong  field  increases  the  "pull-out" 
load  while  a  weak  field  may  greatly  lessen  it,  because  of  the 
unstable  condition  which  arises. 

Prob.  4-8.  What  would  be  the  "pull-out"  load  (output  per 
phase)  on  a  synchronous  motor  if  the  field  strength  were  such  that 
the  counter  e.m.f.  per  phase  was  3000  volts  when  the  impressed 
e.m.f.  was  3300  volts.  Armature  resistance  is  0.15  ohm  per  phase 
synchronous  reactance,  7.5  ohms  per  phase.  Plot  a  curve  between 
output  and  angle  X**  (Table  A)  using  as  values  of  X**,  70**,  75°,  80**, 
82**,  84**,  86**,  88**,  90**,  92**,  94**,  96^  98**,  100**,  105**. 

Prob.  6-8.  What  input  does  each  phase  of  the  motor  in  Prob.  4 
take  when  the  power-factor  is  90  per  cent  lagging  with  the  same 
field  excitation  as  in  Prob.  4? 

Prob.  6-8.  What  will  be  the  synchronous  position  of  the  rotor 
of  the  motor  in  Prob.  5  under  the  conditions  of  that  problem? 
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TABLE 

A 

Angle 
through 

which 
rotor  has 
dropped 

back 

Resultant 

voltage  in 

armature. 

El' 

Cur- 
rent 

phase. 
/. 

Angle 

between 

imprensed 

voltage  and 

current 

Power- 
factor. 

Power 

delivered 

to  motor 

per  phase, 

kw. 

Arma- 
ture 
/«/2 
loss  per 
phase, 
kw. 

Total 
mechani- 
cal power 
developed 
per  phase, 
kw. 

0° 

5° 

10° 

15° 

30° 

60° 

80° 

90° 

100° 

110° 

120° 

150° 

0 

567 

1,133 

1,695 

3,365 

6,500 

8,356 

9,191 

9,960 

10,648 

11,358 

12,557 

0 
63.0 
125.9 
188.3 
373.9 
722.2 
928.4 

1021 

1107 

1183 

1262 

1395 

0 

1°51.6' 
4°  21.6' 
6°  51.6' 
14°  21.6' 
29°  21.6' 
39°  21.6' 
44°  21.6' 
49°  21.6' 
54°  21.6' 
59°  21.6' 
74°  21.6' 

0 

0.9995 

0.997 

0.993 

0.969 

0.872 

0.773 

0.715 

0.651 

0.583 

0.510 

0.270 

0 
409.3 
815.9 

1215 

2355 

3830 

4666 

4745 

4693 

4423 

4180 

2445 

•    •    •    • 

0.4 
1.6 
3.5 
14 
52 
86 
104 
123 
140 
159 
195 

'468;9  ■ 
814.3 

1211.5 

2341       , 

3778       1 

4580 

4641 

4570 

4283 

4021 

2250 

116.  General  Effect  of  Varying  the  Field  Strength  of  a 
Synchronous  Motor.  It  thus  is  evident  that  although  the 
rotor  of  a  synchronous  motor  rotates  in  synchronism  with 
the  alternations  of  the  line  e.m.f.  and  current,  still  its  posi- 
tion relative  to  the  poles  produced  by  the  current  in  the 
armature  windings  depends  upon  the  load,  —  the  greater 
the  load  the  further  the  induced  e.m.f.  lags  behind  the  im- 
pressed e.m.f.  This  action  is  very  unlike  that  of  a  direct- 
current  shunt  motor  which  diminishes  in  speed  as  the  load 
is  increased  and  thus  produces  less  counter  e.m.f.,  so  that  a 
greater  part  of  the  impressed  e.m.f.  can  be  used  in  sending 
current  through  the  armature  windings.  Since  the  speed 
of  a  synchronous  motor  is  constant,  it  cannot  cause  any  de- 
crease in  the  counter  e.m.f.,  but  must  produce  a  resultant 
voltage  by  a  change  in  the  phase  relations  between  the  im- 
pressed e.m.f.  and  the  counter  e.m.f.  In  fact,  the  value  of  the 
counter  e.m.f.  is  determined  entirely  by  the  strength  of 
the  field  current,  which  can  be  controlled  independently  of 
the  load  on  the  motor.  In  Example  1,  we  have  assumed 
that  the  field  strength  was  great  enough  to  produce  a  counter 
e.m.f.  of  6000  volts  at  synchronous  speed  of  the  rotor  when 
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the  impressed  e.m.f .  was  6500  volts.  By  increasing  the  field 
strength,  the  counter  e.m.f.  may  be  made  exactly  equal  to 
the  impressed  e.m.f.,  since  the  rotor  cannot  fall  off  in  speed 
as  the  rotor  of  a  direct-current  motor  does. 

Let  us  assume  that  the  phase  relation  of  the  counter  e.m.f. 
remains  the  same  as  before,  180°+  10°  behind  the  impressed 
e.m.f.,  and  see  the  effect  of  making  the  counter  e.m.f.  equal 
the  impressed  e.m.f. 


-"  Ea.-=6600 

5  =  4*21.6'        1=125.0 

Fig.  289.  Vector  diagram  of  current  and  voltage  conditions  of  the 
synchronous  motor  shown  in  Fig.  286,  287  and  288,  where  the  counter 
e jn.f.  is  made  equal  to  the  impressed  e.m.f.  and  has  dropped  back  10*^ 
from  the  position  shown  in  Fig.  287. 

We  construct  Fig.  289,  similar  to  Fig.  288,  except  that  the 
counter  e.m.f.  E  has  a  value  of  6500  volts  equal  to  the  im- 
pressed e.m.f.  Ex. 

The  resultant  voltage  across  the  armature, 

Ei  =  V65002  +  6500^  +  2  X  6500^  cos  170° 

=  1133  volts. 

J  ^  1133 

9 

=  125.9  amp 

170° 
a  =  iy-  =  85°. 

e  =  89°  21.6'  -  85° 
=  4°  21.6'  lagging. 

The  power-factor: 

cos^  =  cos  4°  21.6' 
=  0.997. 
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The  power  received  by  phase  A  from  the  line  wires  at 
6500  volts: 

Pa  =  6500  X  125.9  X  0.997 
=  815.9  kw. 

Note  that  the  power  received  per  phase,  815.9  kw.,  is  some- 
what more  than  the  757  kw.  it  received  when  the  field  was 
weaker,  and  that  the  power-factor  is  greater,  being  now  0.997 
against  0.875  for  the  weaker  field.  The  current  has  swung 
around  a  little  nearer  to  the  impressed  voltage. 

By  increasing  the  field  strength  still  more,  the  counter 
e.m.f.  may  be  further  increased.    Let  us  assume  that  we 


Fig.  290.  Vector  diagram  showing  the  conditions  when  the  counter 
e.m.f.  has  been  made  7500  volts,  but  the  rotor  position  remains  10^ 
behind  the  phase  of  the  stator  flux. 

increase  the  field  strength  enough  to  raise  the  counter  e.m.f. 
to  7500  volts,  having  the  same  phase  difiference  with  the  im- 
pressed e.m.f.  as  before.  The  resulting  voltage  Ei,  Fig.  290, 
now  becomes 

Ei  =  \/7500*  +  6500^  +  2  X  7500  X  6500  X  cos  170^ 
=  1576  volts. 
J  ^  1576 
9 
=  175.1  amp. 

7500'  +  1576^  -  650y 
^^*  2  X  7500  X  1576 

=  0.697. 
Angle  ^  =  45**  50'. 

a  =  170^  -  45**  50' 
=  124*^  10'. 
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e  =  124°  10'  -  89°  21.6' 
=  34°  48.4'  leading. 
Power-factor,  cos  6  =  0.821. 
Power  delivered  per  phase  to  motor, 

P  =  6500  X  175.1  X  0.821 
=  934kw. 

Note  that  the  power  delivered  to  the  motor  has  increased 
somewhat,  but  also  that  the  motor  is  now  taking  a  leading 
current. 

The  power-factor  of  a  synchronous  motor  can  be  controlled 
by  means  of  the  field,  —  a  weak  field  producing  a  lagging 
current  and  a  strong  field  a  leading  current.  Of  course  the 
field  may  be  so  adjusted  that  the  current  is  exactly  in  phase 
with  the  impressed  voltage,  and  the  power-factor  is  unity. 
In  later  articles  this  eflFect  will  be  taken  up  in  detail. 

117.  Most  Economical  Field  Excitation  for  a  Given 
Load.  -V-Curves.  In  the  above  example  we  have  allowed 
the  field  and  load  to  change,  keeping  only  the  impressed 
voltage  constant.  We  will  now  study  the  eflFect  of  keeping 
both  the  load  and  impressed  voltage  constant,  and  changing 
the  field. 

Let  us  assume  that  the  load  on  the  motor  is  such  that  it 
has  to  draw  1500  kw.  from  the  line  in  order  to  operate  at  full 
load,  i.e.,  750  kw.  per  phase.  As  before,  the  impressed  volt- 
age is  6500  volts.  We  will  start  with  such  a  setting  of  the 
field  rheostat  that  the  field  has  the  proper  value  to  cause  the 
armature  current  to  have  a  lagging  power-factor  of  70  per 
cent,  —  that  is,  the  armature  current  lags  practically  45**  34' 
behind  the  impressed  voltage.  In  order  to  draw  750  kw. 
from  the  6500  volt  mains  at  70  per  cent  power-factor  the 

armature  must  draw  ..If'^,,  =  165  amperes  per  phase. 

OOUU  X  U.7U 

Thus  in  Fig.  291,  draw  vector  01  to  represent  the  armature 
current  of  165  amperes,  and  Eg,  45°  34'  ahead  of  /,  to  repre- 
sent 6500  volts  impressed  on  armature.    In  order  to  force 


554 


ALTERNATING-CURRENT  ELECTRICITY 


165  amperes  through  the  9  ohms  impedance  of  the  armature, 
the  resultant  voltage  across  the  armature  must  be  9  X  165 
or  1485  volts.  We  have  seen  that  the  relation  of  the  react- 
ance to  resistance  is  such  in  the  armature  that  the  armature 


I-'lflS 


Fig.  291.  Vector  diagram  for  determining  the  field  strength  (counter 
e.m.f.  E)  necessary  to  cause  the  armature  to  take  a  current  of  165 
amperes  lagging  45°  34'  behind  the  impressed  voltage  Ex. 

current  always  lags  89°  2 1 .6'  behind  the  resultant  voltage.  In 
order  to  simplify  our  computations  we  will  consider  this  angle 
to  be  89°  22'.    No  appreciable  error  is  caused  by  so  doing. 

Therefore  draw  JE,,  89°  22'  ahead  of  /,  to  represent  the 
resultant  voltage  across  the  armature.  Since  IZ  or  Ei  must 
be  the  resultant  of  the  impressed  voltage  Ex  and  the  counter 
e.m.f.,  complete  the  parallelogram  and  jQind  the  counter 
e.m.f.,  E. 

To  find  the  value  of  E^  note  that  the  line  EiEx  must  be 
equal  in  length  to  E*  The  angle  between  Ei  and  Ex  must 
equal  89°  22'  -  45°  34'  or  43°  48'.  Writing  the  equation 
for  the  triangle  EiOEx,  we  have 

EiEx  =  Vgf  +  Jgj  -  2  EiEx  cos  43M8' 

=  Vl485«  +  650(P  -  2  X  1485  X  6500  cos43°  48' 
=  5524. 
E  =  5524  volts. 
*  The  opposite  sides  of  a  parallelogram  are  always  equal  in  length. 


THE  SYNCHRONOUS  MOTOR 


566 


Therefore  when  we  make  the  field  strength  such  that  the 
counter  e.m.f.  equals  5524  volts,  the  motor,  operating  under 
constant  load  (power  input)  and  voltage,  draws  165  amperes 
from  the  line  at  70  per  cent  lagging  power-factor. 


E=5802 


Fig.  291a.  Vector  diagram  for  determining  the  field  strength  (counter 
e.m.f.  E)  when  the  motor  takes  the  same  power  input  as  in  Fig.  291, 
but  at  a  power-factor  of  80%  lagging. 

In  a  similar  manner,  let  us  detennine  the  counter  e.m.f. 
necessary  to  produce  a  power-factor  of  80  per  cent  lagging 
with  the  same  load  and  impressed  voltage. 

Armature  current  =  'jS^'T..  =  144  amp. 
Resultant  e.m.f.  =  9  X  144  =  1296  volts. 

In  Fig.  291a,  draw 

/  =  144  amperes, 
Es  =  6500  volts,  leading  /  by  36**  52'  (arc  cos  0.80), 
El  =  1296  volts,  leading  /  by  89°  22'. 
Complete  parallelogram  and  find  E. 

E  =  VEi^  +  E^^-2  EiE^  cos  5yW 

=  V1296*  +  6500*  -  2  X  1296  >i  6500  X  0.609 
=  5802  volts. 
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Thus,  when  we  strengthen  the  field  so  that  the  counter 
e.m.f .  rises  from  5524  to  5802  volts,  the  armature  draws  only 
144  amperes  at  a  lagging  power-factor  of  80  per  cent,  instead 
of  165  at  a  lagging  power-factor  of  70  per  cent  with  the  motor 
running  under  the  same  load  (power  input)  and  voltage. 

In  the  same  way,  the  iSeld  strength  has  been  worked  out 
for  power-factor  of  90  per  cent  lagging,  unity  power-factor, 
and  90,  80  and  70  per  cent  leading,  the  load  (power  input) 
and  voltage  of  the  motor  being  kept  constant.  The  results 
are  shown  in  the  accompanying  Table  B.  Note  that  as  the 
field  strength  increases  the  current  decreases  and  the  power- 
factor  continues  to  become  greater.  When  the  field  strength 
has  reached  such  a  value  that  the  power-factor  becomes 
unity,  the  armature  current  becomes  a  minimum.  Any 
further  increase  in  the  field  strength  causes  the  armature 
current  to  lead  and  reduces  the  power-factor. 


TABLE  B 


Field  strength, 
counter  e.m.f. 

Armature  current 
per  phase. 

Ponrer-foctor. 

5524  volts 

165  amp. 

70%) 

5802      " 

144      " 

80%  [lag 

6080      " 

128      " 

90%) 

6580     " 

115.4  " 

100% 

7070     " 

128      " 

90%) 

7340      " 

144      '* 

80%  i  lead 

7610     " 

165      " 

70%) 

The  curve  in  Fig.  292,  plotted  between  the  armature 
current  and  field  strength,  has  a  general  V-shape,  and  is 
known  as  the  V-curve  of  the  synchronous  motor.  This  curve 
shows  that  for  a  given  load  there  is  a  certain  field  strength 
which  will  produce  a  minitwiim  armature  current  called  the 
normal  current,  when  the  motor  has  its  full  load.  This 
strength  of  field  is  reached  when  the  power-factor  of  the  motor 
is  unity,  and  is  called  the  normal  field  excitation  when  the 
motor  has  its  full  load. 


THE  SYNCHRONOUS  MOTOR 


557 


8000 


8500 


0000         CSOO  9000  7900 
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Fig.  292.    Tbe  V-curve  for  the  synchronous  motor  of  Fig.  286-292, 

showing  the  relation  between  the  armature  current  and  the  field 

strength  at  full  load. 

Prob.  7-^.  Replot  curve  of  Pig.  292.  On  same  sheet  and  to 
same  scale  plot  similar  curves  showing  the  relation  between  arma- 
ture current  (per  phase)  and  field  excitation  (induced  volts)  in  this 
motor  for: 

(a)  No  load  total  for  both  phases  (stray  power  loss  plus  PR  loss 
at  no  load)  equals  60  kw. 

(&)  I  rated  load  (input). 

(c)  I  rated  load  (input). 

(d)  I  rated  load  (input). 
{e)  li  rated  load  (input). 
(/)  l|  rated  load  (input). 

118.  Relation  Between  Reactive  Armature  Current  and 
the  Field  Strength.  Constant  Load.  We  have  seen  in  the 
preceding  article  that  when  the  field  is  excited  above  a  cer- 
tain value,  a  leading  reactive  current  in  addition  to  the  effec- 
tive current  flows  in  the  armature,  and  causes  the  resulting 
armature  current  to  lead  the  impressed  voltage.  Similarly, 
under-excitation  produces  a  lagging  reactive  armature  cur- 
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rent  which  combines  with  the  effective  armature  current  and 
produces  a  lagging  resultant  current.  Let  us  see  what  rela- 
tion the  strength  of  these  reactive  component  currents  bears 
to  the  amount  of  over-  or  under-excitation. 

Table  C  is  prepared  from  the  data  in  Table  B,  the  first 
column  of  the  two  tables  being  alike.  Colunm  2  shows  the 
percentage  of  over-  or  under-excitation  at  each  power-factor. 
The  field  flux  must  be  directly  proportional  to  the  induced 
counter  e.m.f.,  because  the  speed  is  constant.  Column  3  is 
found  by  multiplying  the  normal  armature  current  by  the 
tangent  of  the  angle  of  lead  or  lag.  Thus  at  70  per  cent 
power-factor,  leading,  the  current  leads  the  voltage  by  45**  34' 
(cos  45**  34'  =  0.70).  The  total  current  equals  165  amp. 
The  reactive  current  equals  165  sin  45**  34'  or  118  amperes. 
Column  4  shows  the  percentage  which  the  reactive  current  is 
of  the  normal  current  (which  is  115.4  amperes).  Note  that 
when  the  field  is  16  per  cent  under-excited  the  reactive  cur- 


TABLE  C 


Field  strength, 
counter  e.m.f. 

Per  oent  field 

stiength  over 

or  under  etrencth 

for  unity  powei^ 

factor. 

« 

Reactive  current, 
amperee. 

Per  cent  reactive 
euirent  is  of  full- 
load  current. 

5524 
5802 
6080 
6580 
7070 
7340 
7610 

1 

16     ) 

12     >  under 

7.3) 

0 

7.4) 

12     >  over 
16     ) 

118 
86.5 
56.0 
0 

56.0 
86.5 

118 

102.1 

74.9 

48.7 

0 

48.7 
74.9 

102.1 

rent  is  approximately  102  per  cent.  When  we  make  the 
under-excitation  12  per  cent  or  f  as  great,  we  likewise  make 
the  reactive  current  approximately  75  per  cent  or  f  as  great. 
By  inspection  of  the  rest  of  the  table  we  may  draw  the 
conclusion  that: 

The  reactive  armature  current  is  approiimately  proportional 
to  the  amount  of  over-  or  under-ezcitation  of  the  fields. 
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By  the  use  of  this  rule,  it  is  possible  to  estimate  the  arma- 
ture currents  and  power-factors  at  all  values  of  over-  or 
under-excitations,  if  the  power-factor  is  known  for  one  value 
of  over-  or  under-excitation. 

Prob.  8-B.  The  following  data  apply  to  a  typical  three-phase 
A-connected  2500-kv-a.  synchronous  motor. 

Voltage  between  terminals    6500  volts 

Armature  resistance  (per  phase)  0.16  ohm 

Turns  in  field  windings      1700  turns 

Field  current  at  full  load,  unity  power- 
factor  6.68  amperes 

Normal  synchronous  impedance  (per 

phase)    13.3  ohms 

# 

Determine  by  means  of  a  vector  diagram  the  counter  e.m.f.  at  full 

load,  normal  ciurent  and  normal  voltage. 

Prob.  9-8.  Determine  from  vector  diagram  the  counter  e.m.f. 
and  reactive  current  at  full  load,  normal  voltage  and  87  per  cent 
lagging  power-factor  for  the  motor  of  Prob.  8  with  it  still  receiving 
full-power-load  input  from  the  hne. 

Prob.  10-8.  What  will  be  the  kv-a.  and  power-factor  of  the 
motor  of  Prob.  8  if  the  field  current  is  reduc^  to  5  amperes  and 
the  power  load  remains  constant?  Assume  that  the  field  flux  is 
proportional  to  the  field  current. 

Prob.  11-8.  Compute  the  power-factor  and  the  kv-a.  input  of 
the  motor  in  Prob.  8  if  the  field  current  is  increased  to  7  amperes 
and  the  pow:ef  load  remains  constant. 

119.  The  Circle  Diagram  for  the  Sjrnchronous  Motor.* 
By  means  of  circle  diagrams  similar  to  that  for  the  induction 
motor,  it  is  possible  readily  to  note  the  effect  caused  by 
changes  in  the  power-factor,  field  excitation  and  total  intake, 
and  to  determine  the  Umiting  values  of  these  quantities. 

Suppose  that  we  wish  to  be  able  to  see  at  a  glance  what 
effect  will  be  produced  upon  the  current  and  power-factor 
by  changing  the  field  excitation,  assuming  that  the  applied 

*  This  article  is  founded  upon  the  discussion  of  the  Blondel  diagram 
in  ''  The  Standard  Handbook  for  Electrical  Engineers,"  Sec.  7-70. 
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voltage  and  the  effective  load  are  to  be  kept  constant.  We 
will  use  the  typical  constants  which  we  have  used  in  previous 
examples  for  a  1500-kw.  6500-volt  two-phase  motor.  Arma- 
ture resistance  =  0.100  ohm:  Synchronous  impedance  » 
9.00  ohms.  To  show  the  condition  at  full  load,  750  kw.  per 
phase,  construct  Fig.  293a,  as  follows: 
Draw  vector  OA  =  £.  =  6500  volts  impressed. 

At  unity  power-factor,  the  current  would  be    ^A^     or 

1 15.4  amperes  and  in  phase  with  OA .  Draw  vector  01  to  rep- 
resent the  current  per  phase.  The  pressure  required  to  force 
115.4  amperes  through  the  9  ohms  impedance  would  be  115.4 
X9  or  1039  volts.    Draw  vector  OB  s^i  at  an  angle  to  vector 

I  of  89''  21.6'  =  arc  cos  ^  •    In  Fig.  293a  this  angle  is  made 

less  than  89^  21.6'  in  order  to  bring  point  C  within  the  limits 
of  the  page.  Ei,  for  the  sake  of  clearness,  is  drawn  larger 
in  proportion  to  Ex  than  it  actually  is.  For  diagram  drawn 
to  scale,  see  Fig.  293b.  The  vector  AB  =  E  will  then  repre- 
sent topographically  the  counter  e.m.f.  or  field  excitation 
necessary  to  produce  unity  power-factor  at  full  load.  If  we 
now  lower  the  power-factor  to  cos  0,  the  current,  in  order  to 
produce  the  same  effective  power  intake,  will  be  represented 
by  the  vector  /i  lagging  $  behind  the  impressed  voltage  Es. 
The  voltage  required  to  force  this  current  ^hrou^  the 
armature  will  be  represented  by  the  vector  OBi,  leading  /i 

R        "' 
by  arc  cos  :^  •    The  vector  ABi  will  represent  the  counter 

e.m.f.  (field  excitation)  which,  in  combination  with  the  im- 
pressed voltage  OAj  will  produce  a  resultant  voltage  of  OBi. 
Similarly  may  be  found  the  field  excitations  of  ABi  and  ABt 
necessary  to  produce  other  power-factors  at  the  same  kilo- 
watt intake. 

The  points,  £,  Bi,  Bs,  Bz,  etc.,  are  found  to  lie  in  the  cir- 
cumference of  a  circle,  the  center  of  which  is  C.  This  center 
C  may  be  found  by  drawing  the  line  CA  at  an  angle  to  OA, 
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Fig.  293a.  Circle  diagram  for  synchronous  motor.  The  vector  OA 
represents  the  impressed  voltage.  The  vectors  AB^  ABiy  AB2  and 
ABi  represent  the  field  excitation  necessary  to  produce  the  resultant 
voltages  OB,  OBi,  OB2  and  Oft  and  the  necessary  armature  cur- 
rents /,  /i,  etc.,  to  maintain  a  constant  power  intake  of  750  kw.  Tlio 
points  B,  Bi,  B2,  Bif  etc.,  all  lie  on  a  circle  the  radius  of  which  is 

Cfi-CO-OB  =  |(f-f} 

Ex  —  impressed  voltage. 

P  —  constant  power  intake. 

Z  =  synchronous  impedance  of  armature. 

R  —  effective  armature  resistance. 

R 
4>  =  arc  cos  y  • 
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R 
the  cosine  of  which  is  -^  and  extending  it  until  it  intersects 

at  C  the  vector  OB,  which  is  drawn  at  an  angle  to  OA,  the 

cosine  of  which  is  also  -^  • 

The  head  of  all  vectors  for  field  excitation  (E)  and  for  re- 
sultant voltage  (El)  for  a  total  input  of  750  kw.  per  phase 
will  lie  on  the  circumference  of  this  circle  Bz,  B,  ft,  ft. 
For  any  other  constant  input  greater  than  750  kw.,  the  heads 
of  these  vectors  would  Ue  on  the  circumference  of  a  circle  of 
a  smaller  radius,  such  as  the  circles  Pi  and  P2  in  Fig.  293a, 
since  the  resultant  voltage  OB  must  increase  as  the  load 
becomes  larger.  The  greatest  amount  of  power  intake  would 
be  indicated  when  the  resultant  voltage  vector  OB  had  in- 
creased to  the  value  OC,  and  the  power  circle  became  the 
point  C.  Of  course  this  is  an  impractical  condition,  because 
the  carr3ring  capacity  of  the  armature  conductors  would  be 
surpassed  long  before  the  current  value  required  for  this 
amount  of  power  had  been  reached.  For  any  constant  in- 
put smaller  than  750  kw.,  these  points  will  lie  in  the  circum- 
ference of  a  circle  of  larger  diameter,  because  the  vector 
OB  decreases  as  the  load  becomes  smaller.  When  OB  be- 
comes zero,  the  j)ower  intake  is  zero  and  the  circle  will  pass 
through  the  points  0  and  A.  If  the  vector  OB  has  a  value 
less  than  zero  (that  is,  a  negative  value),  it  must  extend  in 
the  opposite  direction  (180°  from  the  position  of  Fig.  293a) 
and  the  power  intake  becomes  a  minus  quantity,  —  that  is, 
the  machine  is  giving  out  power  rather  than  taking  it  in  and 
is  acting  as  a  generator  rather  than  as  a  motor.  Thus  ^11  area 
outside  of  the  zero  circle  represents  generator  power,  and  all 
area  within  the  zero  circle  represents  motor  power.  The 
radius  for  the  zero  power  circle  may  be  found  from  the 
equation 


2Ii      2  cus  ^ 
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Rado  »  radius  of  power  circle  when  there  is  no  power 
intake  or  output.* 
E»  =  voltage  per  phase  applied  to  motor. 

*  The  value  for  the  radius  of  circle  of  zero  power  may  be  found  as 
follows:  Construct  Fig.  A,  which  is  a  copy  of  Uie  main  outline  of  Fig. 
293a,  drawing  the  line  CM  from  C  perpendicular  to  OA .   Since  the  angle 

at  O  equals  the  angle  at  A  (both  being  equal  to  arc  oob  ^  j,  CAf  bisects 

Es 
2 


OA,    OM  thus  equals 


but 


E^ 
"  20C' 

Er  . 
2cos^' 
R 


/  ! 


c 


/ 


\ 


oc 


coe*-^ 


I 


\ 


\ 


Therefore  OC^  which  is  the  radius  of 
the  circle  for  zero  power, 

_  ^Ex  Ex 

f  2R     "" 


or 


\ 


I 


A 


2C06^ 

Let  Radp  be  the  rddius  for  any  0  ^  M  t,         A 

other  power  circle  when  the  resultant  pio.  A.  Copy  of  main  outline 
armature  voltage  is  ^i  and  the  power  of  pig.  293a  and  293b.  The 
intake  is  P  at  unity  power-factor. 


Then    Radp  =  BC  ^OC  -  Ei, 

Ei^IZ, 
p 
/  =  "s-  (at  unity  power-factor), 

JSa 


radius  of  a  power  circle,  when 
OA  represents  the  impressed 
voltage  and  OB  the  resultant 
voltage  across  the  armaturei 
would  be  OC  -  OB. 


Therefore 


and 


but 


Radp 


OC-^, 


Therefore 


PZ 

E, 

ZEx 
2R' 

ZEx      PZ 
2  R       E^ 
Z(Ex_PR\ 
R\2       EmI 


OC^^ 


IUdp  =  £%.:Q£ 
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Z  =  synchronous  impedance  per  phase  in  ohms. 
R  =  equivalent  resistance  per  phase  in  ohms. 
4>  =  angle  of  lag  of  armature  current  behind  resultant 
voltage  per  phase. 

R 

=  arc  cos  y  • 

The  value  of  the  radius  for  any  power  circle  may  be  found 

from  the  equation 

P    ,    _Z/£.      PR\ 

in  which  Radp  =  radius  of  circle  for  constant  power  intake 
of  P  watts.  When  any  vector  of  the  resultant  armature  volt- 
age, as  OB,  lies  along  the  Une  OC,  the  current  vector  lies 
along  the  vector  of  the  impressed  voltage  Ex  and  the  power- 
factor  is  unity.  When  any  resultant  voltage  vector  as  OBi 
and  OBi  falls  to  the  right  of  OC,  the  current  vector  Ii  falls 
the  same  number  of  degrees  below  the  vector  of  impressed 
voltage  Es  and  the  power-factor  is  lagging  and  less  than 
unity.  Note  that  the  angle  ft,  between  OB,  and  OBi,  equals 
the  angle  6  between  Ex  and  /i.  Thus  cos  ft  can  be  used  as 
the  power-factor  when  the  field  excitation  has  the  value 
represented  by  the  vector  ABi. 

Similarly  when  any  vector  of  the  resultant  voltage  such  as 
OBi  falls  to  the  left  of  the  Une  OC,  the  power-factor  is  lead- 
ing and  equal  to  the  cosine  of  the  angle  between  OBz  and  OC. 

In  Fig.  293b,  the  lines  are  drawn  to  scale  and  the  angles 
are  correct.  Note  that  the  angle  0  is  so  nearly  90**  that  the 
point  C  lies  several  feet  off  the  page.  The  arcs  of  the  power 
circles  are  accordingly  very  nearly  straight  lines. 

The  dotted  circles  show  the  effect  of  increasing  the  load 
while  keeping  the  field  excitation  constant.  The  point  B 
moves  around  in  a  circle  about  the  point  A,  Thus  for  a 
constant  field  excitation  producing  5000  volts  counter  e.m.f., 
as  the  load  starts  from  zero  and  increases  with  a  larger  and 
larger  intake,  the  path  of  the  point  B  is  along  the  arc  of  the 
circle  Bt,  Bz,  B\,  B^,  Bt,  Bj.  ,  .  .    At  any  particular  load  as 
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for  2000  kw.  intake,  the  value  of  the  resultant  voltage  can 
be  found  by  drawing  vector  OB4.  Dividing  the  value  of 
the  vector  by  the  synchronous  impedance  gives  the  current, 
and  the  cosine  of  the  angle  0  is  the  power-factor.  Note  that 
the  maximum  power  is  delivered  at  constant  field  excita- 


0  B,  E„-6B00 

Fig.  293b.  The  circle  diagram  of  Fig.  293a  drawn  to  scale  and  with 
the  correct  angles.  The  arcs  of  circles  drawn  about  A  as  center  rep- 
resent the  paths  of  the  ends  of  vectors  of  constant  field  excitation  as 
the  rotor  drops  back  on  account  of  greater  loads  being  put  on  the  rotor. 

tion,  when  vector  for  the  counter  e.m.f .  lies  along  the  line 
CA, — that  is,  when  the  counter  e.m.f.  has  dropped  back  from 
a  phase  position  directly  opposite  to  that  of  E,  by  an  angle 

R 
whose  cosine  is  y  •    K  the  vector  E  is  compelled  to  drop 
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further  back,  that  is,  to  pass  to  the  right  of  the  line  CA,  the 
point  B  will  lie  on  smaller  power  circles.  This  shows  that 
the  motor  can  take  in  no  more  power  than  that  indicated  by 
power  circle  on  which  the  point  B  falls  when  E  lies  along 
the  line  AC.  Note  that  point  £7  lies  on  a  smaller  power 
circle  than  does  B9.  Note  also  that  the  maximum  load  for  a 
field  excitation  of  6500  volts  is  between  4000  and  5000  kw. 
This  agrees  closely  with  the  results  shown  in  Table  A,  Art. 
115.  The  region,  therefore,  to  the  right  of  line  AC  represents 
a  condition  of  unstable  operation. 

Note  too,  that  for  a  given  excitation  the  power-factor  de- 
pends upon  the  load,  although  the  excitation  must  attain  a 
certain  value  before  it  is  possible  to  produce  unity  power- 
factor  or  a  leading  power-factor.  Thus,  in  this  case,  the 
counter  e.m.f.  must  be  more  than  6500  volts  before  it  is 
possible  to  produce  imity  power-factor  at  any  load.  But  at 
a  field  excitation  corresponding  to  7500  volts  counter  e.m.f., 
the  power-factor  will  be  leading  for  all  loads  below  2700  kw. 
and  lagging  for  all  loads  above  that  value. 

It  should  also  be  noted  that  the  vectors  from  0  to  the 
various  B  points  not  only  represent  the  resultant  voltage 
but  may  also  represent  the  current,  since  the  current  is  pro- 
portional to  the  resultant  voltage.  It  merely  requires  that, 
to  determine  the  value  of  the  cmrent,  the  vectors  OB  must 
be  scaled  off  to  a  different  scale  than  that  used  in  scaling 
them  to  determine  the  value  of  the  resultant  voltage. 

Prob.  12-8.  Compute  the  value  of  the  radius  of  the  circle  for 
zero  power  circle  in  Fig.  293b. 

Prob.  18-B.  Compute  the  value  of  the  radius  for  the  1000-kw. 
power  circle  in  Fig.  293b. 

Prob.  14--8.  The  following  measurements  were  made  on  a  three- 
phase  synchronous  motor. 

Sjrnchronous  reactance,  8.20  ohms  per  phase. 

Effective  resistance,  0.40  ohm  per  phase. 

Applied  voltage  between  terminals  (Y-connected)  4400  volts. 
Construct  circle  diagram  similar  to  Fig.  293b,  using  a  scale  of 
1  inch  =  1000  volts. 
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Prob.  16-8.    Determine  from  circle  diagram  of  Prob.  14-8. 

(a)  The  pull-out  load  (intake)  when  the  counter  voltage  equals 
the  applied  voltage. 

(6)  At  the  same  coimter  voltage  as  in  (a),  the  power-factor  at  i 
the  pull-out  load.    Call  this  the  rated  intake. 

(c)  The  current  at  the  load  in  (6). 

Prob.  16-^.  What  must  be  the  counter  voltage  in  the  motor  of 
Prob.  14-8: 

(a)  To  produce  unity  power-factor  at  the  rated  load? 

(6)  To  produce  leading  power-factor  of  95  per  cent  at  rated  load? 

Prob.  17-8.  Determine  from  the  circle  diagram  the  currents 
for  the  conditions  of  (a)  and  (6)  in  Prob.  16-8. 

Prob.  18-8.  Determine  the  total  motor  effect  of  the  motor 
under  conditions: 

(a)  Of  Prob.  16  {b). 

(b)  Of  Prob.  16  (o). 

(c)  Of  Prob.  16  (6). 

120.  Phase  Modifiers  (Synchronous  Condensers).  The 
fact  that  the  alternating  current  taken  by  a  synchronous 
motor  may  be  made  either  to  lead  or  to  lag  with  respect  to 
the  impressed  voltage  by  means  of  the  field  control,  is  made 
use  of  in  order  to  bring  the  current  in  transmission  lines 
more  nearly  into  phase  with  the  voltage,  thereby  improving 
the  power-factor  and  increasing  the  kilowatt  capacity  of  the 
line. 

Thus  if  the  line  is  feeding  induction  motors,  the  line  cur- 
rent will  lag  behind  the  line  voltage,  and  the  power-factor 
will  be  low.  This  results  in  a  relatively  large  line  current 
for  a  given  kilowatt  load.  By  replacing  some  of  the  induc- 
tion motors  with  over-excited  synchronous  motors  or  by 
adding  to  the  line  over-excited  synchronous  motors  of 
sufficient  size,  the  lagging  reactive  currents  for  the  induction 
motors  may  be  neutralized  by  the  leading  reactive  current 
taken  by  the  synchronous  motors.  Stated  in  other  words: 
When  the  synchronous  condenser  is  used  in  parallel  with  in- 
duction motors  to  improve  the  power-factor  of  the  line  —  to 
make  it  unity,  let  us  say,  —  in  reality  neither  the  condenser 
nor  the  induction  motors  take  any  reactive  current  from  the 
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generator  or  from  the  transmission  line  between  the  gener- 
ator and  the  point  at  which  the  condenser  and  the  induction 
motors  are  placed.  What  really  happens  is  that  just  at  the 
instants  in  each  cycle  when  the  induction  motor  requires 
reactive  power,  the  condenser  is  ready  to  give  up  reactive 
power  and  vice  versa.  So  that'  the  necessary  reactive  power 
circulates  between  the  condenser  and  the  induction  motors 
without  traveling  through  the  generator  or  over  the  trans- 
mission line.  Synchronous  motors  so  used  are  called  phase 
modifiers  or  synchronous  condensers.  They  may  be  used 
wholly  to  better  the  power-factor  of  the  ^stem,  or  they  may 
perform  the  double  duty  of  bettering  the  power-factor  and  of 
delivering  a  mechanical  load.  This  mechanical  load  may  be 
used  for  the  purpose  of  supplying  power  to  shops,  mills,  etc., 
or  for  driving  a  direct-current  generator  in  order  to  convert 
the  alternating  current  suppUed  to  the  motor  into  direct 
current.  When  used  for  the  latter  purpose,  the  i^)mchro- 
nous  motor  is  usually  direct-connected  to  the  direct^urrent 
generator  and  the  combination  is  called  a  motor-generator 
converter.  For  further  details  concerning  this  device  see 
Chapter  IX. 

Again,  if  a  generator  is  already  supplying  its  maximum  kil- 
ovolt-ampere  load  to  induction  motors,  a  S3mchronous  motor 
can  be  used  to  add  to  the  effective  power  suppUed  by  the 
generator  without  increasing  the  kilovolt-ampere  load.  This 
is  of  particular  advantage  when  it  is  desired  to  expand  the 
plant  without  adding  to  the  generator  and  distribution 
cost. 

A  synchronous  condenser  should  be  installed  at  the  same 
point  as  the  load  in  order  that  the  reactive  power  shall  have 
to  circulate  through  as  little  of  the  conductors  as  possible  and 
the  whole  line  and  all  apparatus  connected  to  it,  between  the 
load  and  the  generator,  will  receive  the  benefit  of  the  power- 
factor  correction.  Placing  the  condenser  at  the  generator 
end  economizes  on  generator  capacity  and  losses,  but  not  on 
transmission   line  capacity  and  losses.    Furthermore,  the 
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motor  may  be  used  for  mechanical  purposes  to  greater  ad- 
vantage at  the  load  end. 

Prob.  19-8.  A  certain  plant  equipped  with  60-cycle  induction 
motors  uses  1000  kw.  at  80  per..v<K»nt  power-factor.  What  kv-a. 
synchronous  condenser  would  be  .^quired  to  raise^the  power-factor 
of  the  plant  to  unity?    See  data  of  Prob.  20-8. 

Prob.  20-8.  The  losses  in  synchronous  motors  may  be  assumed 
to  decrease  regularly  from  8  per  cent  in  200  kv-a.  motors  to  4  per 
cent  in  1000  kv-a.  machines.    (G.  E.  Review,  June,  1914.) 

(a)  What  would  be  the  total  kilowatt  load  in  the  plant  in  Prob. 
19  before  the  condenser  was  installed? 

(6)  After  the  condenser  was  installed? 

(c)  What  would  be  the  total  kilovolt-ampere  load  before  the  con- 
denser was  installed? 

(d)  After  the  condenser  was  installed? 

(e)  At  what  power-factor  would  the  synchronous  condenser  be 
operating? 

Prob.  21-8.  If  it  had  been  desired  to  raise  the  power-factor  of 
the  plant  in  Prob.  19  to  90  per  cent  only,  what  kilovolt-ampere 
synchronous  condenser  would  have  been  needed? 

Prob.  22-8.  Apply  the  questions  in  Prob.  20  to  the  conditions 
of  Prob.  21. 

Prob.  28-8.  If  it  is  desired  to  maintain  the  same  kilovolt- 
ampere  load  at  90  per  cent  power-factor  in  Prob.  21-^  as  "when  the 
induction  motors  only  were  running,  the  additional  load  being  in  the 
form  of  a  mechanical  load  on  the  synchronous  condenser,  what  size 
(kilovolt-ampere)  condenser  should  be  installed? 

Prob.  24-8.    (a)  What  effective  power  would  be  available  as 
output  from  the  synchronous  motor  in  Prob.  23? 
(6)  At  what  power-factor  would  the  synchronous  motor  operate? 

Prob.  25-8.  What  kilovolt-ampere  synchronous  condenser  should 
be  installed  in  Prob.  19  so  that  the  power  plant  would  be  deUver- 
ing  the  maximum  effective  power  and  still  not  increase  the  total 
kilovolt-ampere  output,  the  additional  load  being  in  the  form  of  a 
mechanical  load  on  the  synchronous  condenser? 

Prob.  26-8.  (a)  At  what  power-factor  would  the  synchronous 
motor  in  Prob.  25  be  operating? 

(6)  How  much  would  the  effective  power  output  of  the  plant  be 
increased? 
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12L  Constant-Voltage  Transmission.  Synchronous  Re- 
actor. A  synchronous  motor  may  be  used  at  any  point 
in  a  transmission  line  to  keep  the  voltage  at  that  point  con- 
stant. When  the  line.is  carrying  a  large  load  with  a  low 
power-factor  the  motor  is  over-excited  enough  to  produce  a 
leading  ^current  large  enough  to  counteract  the  inductive 
reactive  component  of  the  line  current  and  thus  reduce  the 
resulting  line  current.  When  the  line  is  canying  a  small 
load,  the  synchronous  motor  is  under-excited  so  that  it 
draws  lagging  current  enough  to  maintain  a  line  drop  be- 
tween the  generator  and  motor  equal  to  the  full  load  line 
drop.  The  changes  in  the  field  of  motor  are  usually  made 
autoiftatically  by  a  Tirrill  regulator.  A  S3mchronous  motor 
so  used  is  often  called  a  gynchronotts  reactor.  Several  in- 
stallations are  already  successfully  using  this  method  of  line 
voltage  regulation.* 

The  advantages  of  this  scheme  are  sununarized  as  follows 
in  the  *' Electric  Journal,"  September,  1915: 

"While  the  use  of  the  synchronous  motor  to  improve  the 
power-factor  at  full  load  makes  possible  an  increase  of  load 
with  tiie  same  regulation  of  the  line  from  no  load  to  full  load, 
the  elimination  of  this  regulation  and  the  substitution  of  a 
constant  difference  of  voltage  between  the  power  house  and 
the  terminal  station  by  use  of  a  motor  to  supply  lagging 
current,  and  so  lower  the  power-factor  at  light  load,  is  desir- 
able from  the  operating  point  of  view,  for  the  following 
reasons: 

1.  Automatic  compounding  of  the  generating  station  voltage  is 
done  away  with  and  constant  voltage,  automatically  controlled, 
is  substituted.  Apparatus  for  the  latter  condition  may  be  relied 
on. 

*  See  H.  B.  Dwight  in  the  Electric  Journal,  Sept.,  1914;  L.  A. 
Herdt  and  E.  G.  Burr  in  the  Electric  Journal,  Sept.,  1915;  H.  L.  Un- 
land  in  the  General  Electric  Review,  June,  1914;  H.  B.  Dwight,  "  Con- 
stant Voltage  Transmiflsion." 
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2.  Extreme  overload  capacity  of  lines  in  case  of  emergency,  and 
control  from  the  terminal  station. 

5.  Telephoning  between  power  house  and  terminal  station  is 
greatly  reduced,  as  the  voltage  of  the  distribution  bus  is  controlled 
in  the  terminal  station. 

i.  Voltage  of  the  line  is  steady  and  lightning  arresters  may  be 
set  closer  with  increased  protection  to  insulators  and  apparatus. 
From  this  point  of  view,  it  is  important  to  arrange  the  switching  so 
that  the  motor  is  part  of  the  line  unit  in  case  automatic  relays  are 
used  on  the  line  oU  switches. 

6.  Loads  may  be  supplied  at  intermediate  points  on  the  line 
with  steady  voltage. " 

If  a  synchronous  motor  so  used  is  required  to  carry  a 
mechanical  load  also,  it  must  be  protected  from  sudden  in- 
crease of  load  when  running  on  a  weak  field,  as  it  is  likely  to 
be  thrown  out  of  step.  If  the  field  is  very  weak,  a  large 
mechanical  load,  even  though  applied  gradually,  may  cause 
the  rotor  to  slip  beyond  the  pull-out  position  and  cause  it  to 
drop  out  of  step. 

The  following  example,  based  on  data  given  in  the  General 
EHectric  Review  for  June,  1914,  illustrates  the  means  by 
which  these  results  are  accomplished. 

Example  2.  The  constants  for  a  30-mile,  three-phase  transmis- 
sion line  are  as  follows: 

Copper  cables.  No.  000,  effective  spac- 
ing    36  inches 

Reactance  to  neutral  of  each  cable. . .  19.55  ohms 

Resistance  of  each  cable 10.73 

Reactance  of  each  transformer  re- 
ferred to  high-tension  side 9  ohms 

Resistance  of  each  transformer  re- 
ferred to  high-tension  side 1.5  ohms 

Voltage  (to  neutral) 30,000  volts,  60  cycles 

Rated  capacity  of  each  transformer 

at  ea«h  end  of  line 6000  kv-a.  Gine  to  neu- 
tral: transformers  Y- 
coimected) 

Power-factor  of  load 75  per  cent 
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What  size  synchronous  motor  is  required  at  receiving  end  in  order 
to  maintain  this  end  at  constant  voltage?    Neglect  capacitance  of 
the  line. 
Total  line  reactance  per  conductor  =  9  +  9  +  19.55 

s  37.55  ohms. 
Total  line  resistance  per  conductor  =  1.5  +  1.5  +  10.73 

=  13.73  ohms. 
Line  current  at  full  load  (75  per  cent  power-factor) 

6,000,000 


Reactive  component  of  current 


30,000 
=  200  amp. 
=  200  sine  41**  25' 
=  132.3  amperes. 


Fig.  294.  The  vector  OC  represents  the  voltage  at  the  sending  end  of 
a  transmission  line,  carrying  200  amperes  with  a  pressure  of  OA  at 
the  receiving  end.    No  synchronous  reactor  is  used  in  this  case. 

Construct  Fig.  294,  drawing  OA  to  represent  J^i  or  30,000  volts 
(to  neutral)  at  receiving  end.  01  represents  the  line  current  of 
200  amperes,  lagging  41^  25'  behind  J^i.  AD  drawn  parallel  to  01 
represents  the  resistance  drop  of  13.73  X  200  or  2746  volts  in  phase 
with  01,  DC  drawn  at  right  angles  (leading)  to  01  represents  the 
reactance  drop  of  37.55  X  200  or  7510  volts. 

Since  OC  equals  the  voltage  to  neutral  at  the  sending  end, 

OC  =  V0&  +  BC*-20BX  BCqo8[B. 
OB=^OA+AB. 

cos  41^  25' 
=  3660  volts. 
OB  =  30,000  +  3660  =  33,660  volts. 
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BC^DC-  DB, 
DB  «  2746  tan  41^  25' 

>=2420. 
BC  =  7510  -  2420 

=  6090  volts. 
[B  =  90**  +  41°  25' 

=  131°  25'. 

OC  =  V33,660»  +  5090*  -  2  X  33,660  X  5090  cos  131°  25' 
=  37,210  volts. 

The  line  drop  is  therefore  37,210  -  30,000  =  7210  volts  when  no 

synchronous  condenser  is  used. 

7210 
The  voltage  regulation  thus  equals  =  24.03  per  cent. 

«5U,UUU 


Fio.  295.  The  vector  OC  represents  the  voltage  at  the  sending  end  of 
the  line  in  Fig.  294,  when  a  synchronous  reactor  is  used  to  raise  the 
full-load  power-factor  to  unity. 

Let  us  now  add  to  the  receiving  end  a  S3mchronous  motor 
which  can  be  over-excited  so  that  it  takes  a  leading  current 
of  132  amperes.  This  leading  current  wiU  counteract  the 
reactive  component  (132  amperes)  of  the  load  current.  The 
line  current  will  now  be  the  resultant  of  the  load  current 
200  amperes  lagging  41^  25'  behind  the  voltage  to  neutral, 
and  the  leading  reactive  current  of  132  amperes  leading  the 
voltage  by  90**.  In  Pig.  295,  this  resultant  is  represented 
by  the  vector  OK  and  is  seen  to  be  equal  to  150  amperes. 
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The  resistance  line  drop  now  equals  the  vector  AD,  in  phase 
with  the  resulting  current 

AD  =  13.73  X  150 
•  =  2060  volts. 

The  reactance  line  drop  DC  =  37.55  X  150 

=  5633  volts. 

The  voltage  at  the  sending  end  will  now  have  to  be 

0C=-  y/iPA+ADY  +  DC^ 
=  32,520  volts. 

If  the  generator  voltage  is  maintained  constant  the  line 
drop  thus  becomes  only  32,520  -  30,000  or  2520  volts.  As- 
suming the  field  of  the  synchronous  motor  to  be  controlled  so 
that  it  always  supplies  the  reactive  power  of  the  load  as  the 
load  and  terminal  voltage  change,  the  regulation  from  no 
load  to  full  load  equals 

2520 


30,000 


=  8.4  per  cent.* 


We  may,  however,  weaken  the  field  of  the  synchronous  re- 
actor so  that  as  the  useful  load  on  the  transformer  becomes 
zero,  the  current  taken  by  the  synchronous  reactor  lags  and 
becomes  just  sufficient  to  cause  a  line  drop  of  2520  volts. 
The  voltage  at  the  receiving  end  will  thus  remain  constant 
at  32,520  -  2520  or  30,000  volts. 

To  determine  what  lagging  current  the  synchronous  re- 
actor must  take,  we  have  to  remember  that  when  the  cur- 
rent lags  approximately  90^,  the  greatest  line  drop  is  due  to 
reactance.  This  reactance  drop  will  lead  the  current  by  90°. 
In  Fig.  296, 

01 9  =  lagging  reactive  current  taken  by  synchronous 
condenser  when  there  is  no  load  on  the  line 
(90°  behind  the  terminal  e.m.f.). 

*  This  result  neglects  losses  in  the  synchronous  motor,  which  do  not 
appreciably  affect  the  values. 
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AD  ==  component  of  e.m.f.  impressed  on  line,  oonsmned 
in  overcoming  inductive  reaction  of  the  )itie,  due 
to  01.  (leading  01,  by  90^). 

DC  =  component  of  e.m.f.  impressed  on  line,  consumed 
in  overcoming  resistance  reaction  of  the  line,  due 
to  01  t  (in  phase  with  01.), 

OC  =  total  e.m.f.  that  must  be  impressed  J|K)n  line  in 
order  to  give  OA  volts  at  end  of  lin^  after  over- 
coming line  reaction  due  to  resistance  and  in- 
ductive reactance. 


E  1=30,000 


I«*67.1amp. 
FiQ.  206.  At  no  load  the  synchronous  reactor  must  draw  from  the 
line  a  current  I.  of  67.1  amp.  lagging  00°  behind  the  impressed  voltage 
El.  The  voltage  to  send  this  lagging  current  against  the  line  reac- 
tance equals  2520  volts  in  phase  with  the  impressed  voltage.  There 
are  also  022  volte  used  to  overcome  the  line  resistance.  The  generator 
voltage  E  must  be  the  vector  sum  of  these  quantities. 

Since  the  current  lags  90°  behind  the  impressed  voltage, 
as  seen  from  Fig.  296,  the  reactance  drop  AD,  due  to  this 
lagging  current,  neglecting  the  losses  of  the  synchronous  con- 
denser, will  be  in  phase  with  the  impressed  voltage.  Since 
the  resistance  drop  is  but  a  small  part  of  the  total  drop  and 
at  90°  to  the  line  voltage,  it  does  not  appreciably  affect  the 
total  drop  OC. 

Thus  the  lagging  current  for  the  reactor  must  be  made 
great  enough  to  produce  approximately  2500  volts  reactance 
drop,  or 

7   ==2520 
•      37.55 
=  67.1  amp. 
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The  resistance  drop  then  equals 

DC  =  67.1  X  13.73 
=  922  volts.  ^ 

The  generator  voltage  then  checks: 

OC  =  V(30,000  +  2520)2  +  922« 
=  32,530  volts. 

Thus  we  see  that  the  voltage  at  the  load  end  of  the  line 
will  have  the  same  value  (30,000  volts)  at  full  load  and  at 
zero  load  while  the  e.m.f.  of  the  generator  remains  constant 
at  32,520  volts,  provided  the  field  excitation  of  the  S3m- 
chronous  condenser  be  changed  in  accordance  with  the  load  so 
as  to  produce  a  lagging  reactive  current  of  67.1  amp.  at  zero 
load  and  a  leading  reactive  current  of  132  amperes  at  full 
load. 

In  order  to  produce  this  result,  we  must  use  a  synchronous 
motor  which  will  deUver  a  maximum  leading  current  of  132 
amp.  and  a  maximum  lagging  current  of  67.1  amp.  It  must 
therefore  be  able  to  supply  per  phase 

132  X  30,000  =  3960  kv-a. 

leading  reactive  power,  or  about  12,000  leading  kv-a.  for 
three  phases. 

67.1  X  30,000  =  2013  kv^. 

lagging  reactive  power,  or  about  6000  lagging  kv-^.  for  three 
phases. 

At  the  various  points  between  full  load,  75  per  cent  power- 
factor  and  zero  load,  the  field  of  the  synchronous  motor  can 
be  adjusted  either  manually  or  automatically  so  that  it  draws 
sufficient  current  from  the  line  at  the  proper  power-factor  to 
produce  2520  volts  line  drop,  and  thus  maintain  a  constant 
voltage  (30,000)  at  the  receiving  end. 

It  must  not  be  assumed  that  the  most  economical  equip- 
ment requires  condenser  capacity  great  enough  to  produce 
unity  power-factor  at  full  load.  It  is  usually  more  economical 
to  supply  a  smaller  synchronous  reactor  and  operate  at  less 
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than  unity  power-factor  at  all  loads.  For  methods  of  deter- 
mining the  most  economical  size  of  reactor,  see  articles 
referred  to  at  bottom  of  page  570. 

Prob.  27-8.  What  kv-a.  will  the  synchronous  reactor  of  Ex- 
ample 2  have  to  take  in  order  to  maintain  a  voltage  of  30,000  volts 
at  the  receiving  end,  where  the -useful  total  load  (three  phase)  is 
2500  kw.  at  80  per  cent  power-factor? 

Prob.  2S-8.  Compute  the  kv-a.  capacity  of  the  synchronous 
reactor  necessary  to  maintain  a  constant  voltage  at  the  receiving 
end  of  the  line  in  Example  2,  taking  into  account  the  capacitance 
of  the  line. 

Prob.  29-8.  Compute  the  kv-a.  capacity  of  a  sjmchronous 
reactor  necessary  to  maintain  a  constant  voltage  at  the  load  ter- 
minals of  a  three-phase  line  under  the  folfowing  conditions,  which 
are  fairly  representative  of  good  practice.  The  power-factor  of 
the  generator  is  to  be  98  per  cent  lagging  on  full  load.  (Data  from 
the  Electric  Journal,  Sept.,  1914.) 

Length  of  line 200  miles 

Conductor  (copper  cable) 400,000  cir.  mils 

Spacing  (effective) 20  feet 

Constant  supply  voltage 150,000  volts 

Constant  receiver  voltage 110,000  volts 

Resistance  per   conductor  including 

transformers  and  protective  coils . .  31.8  ohms 
Reactance   per   conductor   including 

transformers  and  protective  coils . .  244.4  ohms 

Full  load  delivered  at  receiver 50,000  kw. 

Power-factor  of  load 85  per  cent 

Frequency 60  cycles 

122.  Hunting  of  Synchronous  Motors.    Damping  Grids. 

We  have  seen  that  when  a  synchronous  motor  is  in  operation, 
the  rotor  always  revolves  at  a  speed  in  synchronism  with  the 
alternations  of  e.m.f.  on  the  line.  The  induced  e.m.f.  and 
the  impressed  e.m.f.  thus  always  maintain  the  same  phase 
relation  to  each  other,  when  the  load  remains  unchanged,  — 
the  e.m.f.  induced  in  the  armature  windings  always  being  at 
such  a  phase  angle  with  the  impressed  e.m.f .  that  the  result- 
ing e.m.f.  sends  sufficient  current  through  the  armature  to 
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produce  the  torque  required  to  carry  the  load.  In  other 
words,  for  a  constant  load,  the  synchronous  position  remains 
unchanged.  As  the  load  is  increased  or  decreased,  the  rotor 
drops  back  or  surges  forward  to  a  new  S3mchronous  position. 
But  as  it  takes  time  to  start  the  rotor  in  its  motion  from  one 
position  to  another,  for  a  small  fraction  of  a  second  it-  is 
out  of  step.  Thus  if  a  load  has  been  added  to  the  rotor,  for 
a  small  fraction  of  a  second  it  is  ahead  of  th^  synchronous 
position  and  thus  is  not  carrying  enough  current  to  maintain 
the  torque  required  for  the  increased  load.  In  dropping  back, 
it  has  acquired  a  relative  velocity  backward  and  cannot  stop 
the  instant  it  reaches  the  desired  synchronous  position  but 
is  carried  beyond  by  its  own  momentum.  This  causes  it  to 
take  a  current  larger  than  necessary  to  carry  the  load,  and 
it  immediately  surges  ahead.  Its  acquired  velocity  in  this 
direction  again  causes  it  to  pass,  by  the  synchronous  position. 
Thus  it  may  surge  back  and  forth  across  the  synchronous 
position,  even  while  the  synchronous  position  is  swinging 
around  at  s3aichronous  speed.  Any  extra  impulse,  such  as  a 
slight  periodic  raising  or  lowering  of  the  voltage,  may  be 
sufficient  to  increase  these  pulsations  to  such  an  extent  that 
the  rotor  is  thrown  out  of  step.  This  oscillation  about  the 
synchronous  position  is  called  Hunting  and  unless  special 
means  are  taken  to  stop  it,  it  may  prevent  the  machine 
from  being  operated  as  a  synchronous  motor.  It  is  caused 
not  only  by  sudden  increase  in  load,  but  also  by  the  pulsa- 
tion in  the  motion  of  the  engines  driving  the  generators. 
These  pulsations  cause  the  frequency  of  the  impressed  e.m.f . 
to  be  uneven  and  thus  change  the  phase  relations  between 
the  impressed  e.m.f.  and  the  induced  e.m.f .  In  general,  the 
larger  and  heavier  the  rotor,  the  less  likelihood  there  is  of 
hunting,  —  the  flywheel  effect  tending  to  hold  the  motion 
steady. 

Hunting  is  effectually  eliminated  by  means  of  damping 
grids,  or  squirrel-cage  windings  built  into  the  pole  faces  of 
the  motor.    Fig.  241  and  297  show  the  construction  of  such 
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a  grid,  A  yoke,  usually  of  bronze,  surrounds  the  pole,  while 
copper  bars  are  sunk  into  the  laminations  of  the  face.  In 
this  way  several  paths  of  low  resistance  are  formed  around 
all  portions  of  the  pole.  As  long  as  the  rotor  revolves  in 
synchronism   with   the  frequency  of  the  impressed  e.m.f. 


Fio,  297.    Tho  pole  fnce  of  a  synchroDoua  motor  showing  the  damping 
griJ,  which  is  used  to  prevent  hunting.    The  Genial  Electric  Co. 

there  is  no  relative  motion  between  the  armature  flux  and  the 
polo  faces.  Thus  no  current  would  be  set  up  in  the  grid 
windings.  But  if  the  rotor  hunts,  the  flux  from  the  wind- 
ings moves  across  the  pole  face  in  one  direction  or  the  other 
and  currents  are  set  up  in  these  circuits,  which  produce  a 
torque  opposing  the  oscillations  of  the  rotor. 

122a.  Starting  Synchronous  Motors.  Synchronous 
motors  are  difficult  to  start.  If  a  current  is  sent  through 
the  armature  windings,  the  torque  which  it  produces  reverses 
its  direction  50  or  120  times  per  second,  depending  on  the 
frequency  of  the  system.  In  order  to  receive  the  impulses 
from  the  armature  in  the  proper  direction,  the  rotor  must 
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start  from  rest  and  move  the  distance  of  the  pole  pitch  in 
3\y  of  a  second,  if  the  frequency  of  line  currents  is  25  cycles 
per  second.  It  is  impossible  to  construct  a  rotor  of  com- 
mercial size  which  will  do  this.  Single-phase  motors  there- 
fore are  started  by  some  outside  source  of  power,  usually  a 
small  induction  motor,  with  a  smaller  number  of  poles,  on  the 
same  shaft.  If  polyphase  synchronous  motors  are  fitted  with 
damping  grids,  they  may  be  started  by  the  induction-motor 
action  of  the  armature  current  on  the  circuits  of  these  grids.* 
In  this  case  the  field  is  not  excited  and  a  reduced  e.m.f.  is 
impressed  on  the  armature.  The  rotor  acts  exactly  as  the 
rotor  of  an  induction  motor.  A  slight  torque  is  also  pro- 
duced in  the  same  way  by  the  eddy  currents  in  the  iron  of 
the  pole  faces  and  pole  pieces.  For  detailed  direction  for 
starting  see  Art.  143,  on  starting  synchronous  converters. 

♦  See  Chapter  VII,  Art.  94. 


SUMMARY  OF  CHAPTER  Vm 

THE  SYNCHRONOUS  MOTOR  has  the  same  constructton 
as  an  altemating-curreiit  generator,  and  is  usually  of  the  r^ 
volving  field  type.  If  the  rotor  of  such  a  machine  is  revolving 
at  synchronous  speed,  and  the  alternating  current  is  maintained 
in  the  armature,  a  torque  is  exerted  by  the  interaction  between 
the  rotor  fields  and  the  revolving  fields  produced  by  the  arma- 
ture current,  which  keeps  the  speed  up  to  synchronism  until 
the  machine  is  greatly  overloaded. 

THE  ARMATURE  CURRENT  is  proportional  to  the  result- 
ant of  the  impressed  e.m.f.  and  the  counter  ejn.f.  induced  in 
the  armature  windings  by  the  revolving  field. 

THE  COUNTER  E.M.F.  depends  in  value  upon  the  field 
excitation,  since  the  speed  of  the  field  poles  is  constant  at  all 
loads.  It  does  not,  therefore,  change  in  value  as  the  load  on 
the  motor  is  increased.  It  merely  comes  more  nearly  into 
phase  with  the  impressed  e  jn.f.  so  that  the  resultant  voltage  is 
increased  and  a  greater  armature  current  results. 

THE  ROTOR  FALLS  BACK  as  the  load  is  increased  and  pro- 
duces the  necessary  change  in  phase  relation  between  the 
counter  and  the  impressed  e  jn.f .  in  order  to  increase  the  result- 
ant e.m.f.  The  position  which  the  field  poles  occupy  in  space 
with  regard  to  the  revolving  poles  set  up  by  the  armature  current 
is  called  the  synchronous  position. 

THE  MAXIMUM  OR  ''  PULL-OUT  "  LOAD  occurs  when 
the  rotor  has  dropped  back  through  an  angle  which  has  the 

X 

value  arc  tan  -^.     In  this  expression,  X  is  the  synchronous 

reactance  of  the  armature  and  M  the  effective  resistance.    In 
modem  machines  the  value  of  -^  is  usually  between  60  and  100 

X 

and  thus  arc  tan  -^  is  approximately  90^.    The  normal  load  of 

such  machines  is  usually  about  i  or  i  of  the  maximum  load,  the 

machine  being  unstable  in  the  neighborhood  of  maximum  load. 

VARYING  THE  FIELD  EXCITATION  changes  the  phase 

relation  between  the  impressed  voltage  and  the  armaturct 
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cunetdf  —  a  weak  fidd  fiwmg  the  comnt  to  hig^  and  a  stroo|^ 
field,  to  lead.  For  a  pven  load,  that  field  strengdi  iHndi 
prodocea  tuitf  povef'-iactor  leaidtB  in  llie  low  cat  eiinaliiic 
current ^  flie  reaclife  eiiualmc  current  bcin^  ajiproiinuiteiy 
proportional  to  tfie  amount  of  over*  or  nnderHt  n j  la  tion» 

A  CIRCLE  DIAGRAM  can  be  need  for  determining  operating 
cliaracteriatica  of  a  ayndironona  motor  under  Tutyko^  condi* 
tlfffif  of  load  ^«^  fidd  excitation. 

STNCHROHOUS  MOTORS  ARE  nsm>  TO  MODIFY  THE 
PHASE  RELATION  between  the  current  and  rdttMge  of  tnuis- 
niiafion  llnea.  When  performing  dua  duty  they  are  called 
eynchronoua  condenaera,  and  may  also  cany  a  motor  load  at 
the  same  time.  An  orer-exdted  synchranoua  motor  will 
eupirty  the  lagging  reactive  power  to  induction  motors.  The 
line  has  then  to  transmit  the  effecthre  power  onty.  Thus  a 
saving  in  generator  capacity,  line  loss,  etc.,  is  made. 

SYNCHRONOUS  MOTORS  ARE  USED  TO  MAINTAIN 
CONSTANT  VOLTAGE  at  given  points  in  a  transmission  line. 
The  synchronous  motor  will  produce  nearly  unity  power-factor 
at  full  load,  but,  with  a  proper  reduction  of  the  field  ezdtattony 
win  draw  sufficient  lagging  current  from  the  line  to  produce 
the  same  line  drop  from  zero  load  to  full  load.  The  field  excita- 
tion may  be  controlled  manually  or  automatically. 

HUNTING  IS  THE  TERM  APPLIED  TO  AN  OSCILLATING 
MOTION  OF  THE  ROTOR  back  and  forth  across  the  synchro- 
nous position.  It  may  be  caused  by  a  sudden  increase  of  load 
on  the  rotor  or  by  the  pulsation  of  the  prime  movers,  which 
produce  an  uneven  frequency.  It  may  become  great  enough 
to  pull  the  machine  out  of  step,  if  not  stopped  or  damped. 
Hunting  is  effectively  eliminated  by  damping  grids  inserted  in 
the  pole  faces. 

A  POLYPHASE  SYNCHRONOUS  MOTOR  MAY  BE 
STARTED  as  an  induction  motor  on  low  voltage,  if  equipped 
with  damping  grids.  A  single  phase  motor  requires  an  auxil- 
iary starthig  motor. 


PROBLEMS  ON   CHAPTER  Vm 

Prob.  8(X-8.  The  following  data  may  be  taken  as  typical  for  a 
fifynchronous  motor: 

Rated  capacity 2500  kv-a. 

Normal  voltage  (between  terminals).  2300  volts 

Connection Star 

Armature  resistance  (per  phase) 0.022  ohm 

Field  turns 1800  turns 

Normal  field  current 4.35  amp. 

Synchronous  impedance  per  phase. . .  0.92  ohm 

Determine  the  counter  e.m.f.  at  full  load,  unity  power-factor  and 
normal  voltage. 

Prob.  81-8.  Compute  the  counter  e.m.f.,  field  current,  and  re- 
active current  of  the  motor  in  Prob.  30-8  at  half  load  (kv-a.)  and 
normal  voltage,  when  there  is  a  leading  power-factor  of  80  per  cent 
at  the  terminals.  Assume  the  field  flux  to  be  proportional  to  the 
field  current,  and  the  kw.  input  to  lie  the  same  in  all  three  cases. 

(6)  When  the  field  current  of  the  motor  in  (a)  is  increased  to 
6  amperes,  what  will  be  the  kilovolt-amperes  intake  and  the  power- 
factor? 

(c)  If  the  field  current  of  the  motor  in  (a)  is  reduced  to  3.5 
amperes,  what  will  be  the  kilovolt-ampere  input  and  the  power- 
factor? 

Prob.  Sa-8.  How  much  reactive  power  will  the  motor  of  Prob. 
31  (c)  draw  from  the  line? 

Prob.  88-8.  (a)  What  must  be  the  field  current  of  the  motor 
in  Prob.  31  in  order  that  the  motor  draw  2000  kv-a.  corrective 
leading  reactive  power  from  the  line? 

(b)  How  much  total  effective  power  (input)  is  then  available 
for  a  motor  load,  when  drawing  1000  kw.  as  in  that  problem? 
Note  that  to  load  (by  power  component)  while  still  correcting 
2000  kv-a.  will  require  some  additional  field  excitation. 

Prob.  84-8.  (a)  Assuming  that  the  field  excitation  of  the  motor 
of  Prob.  30-^  can  be  increased  to  150  per  cent  of  the  normal  value, 
what  will  be  the  "pull-out"  load  at  this  excitation? 

(6)  What  percentage  is  the  rated  full  load  of  the  pull-out  load? 
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Prob.  86-8.  Determine  the  proper  capacity  of  synchronous 
motors  which  will  maintain  the  voltage  constant  at  the  receiving 
end  of  a  Une  having  the  following  constants: 

Length  of  line 120  miles 

Power  transmitted 32,100  kw. 

Power-factor  of  load 80  per  cent 

Number  of  phases 3  (star) 

Conductors  (copper  cables) 300,000  cir.  mils 

Spacing  (effective) 14  feet 

IVequency 60  cycles 

Voltage  at  receiving  end 95,000  volts 

Voltage  at  generating  end 110,000  volts 

Reactive  drop  in  transformers  at  each 

end  at  normal  rated  current 6  per  cent  each 

Resistance  drop  in  transformers  at 

each  end  at  normal  rated  current . .  0.75  per  cent  «ach 

Power-factor  of  generators  at  full  load  100  per  cent 

Prob.' 86-8.  A  three-phase  transmission  line  140  miles  long  has 
the  foUowing  constants: 

Power  transmitted 15,000  kw. 

Pressure  at  receiving  end  r 104,000  volts 

Frequency 60  cycles 

Conductors  are  No.  00  stranded  copper,  arranged  in  a  vertical 
plane  spaced  96  inches  apart.  Each  transformer  has  6  per  cent 
reactance,  and  1  per  cent  resistance  drop.  Total  reactance  of 
protective  coils  is  10  per  cent;  resistance,  0.5  per  cent.  Compute 
the  regulation  of  this  line  at  full  load,  85  per  cent  power-factor. 

Prob.  87-8.  What  size  synchronous  reactor  is  necessary  to 
produce  constant  voltage  at  the  receiving  end  of  the  line  in 
Prob.  36-8,  if  the  voltage  at  the  generator  is  to  be  adjusted 
and  held  to  a  value  to  require  equal  kv-a.  capacity  of  reactor 
at  no  load  and  at  full  load?  Power-factor  of  generators  at 
full  load,  98.5  per  cent.  At  what  kv-a.  input  and  power-factor 
must  the  synchronous  reactor  operate,  (a)  at  full  load  of  line? 
(6)  at  zero  load  of  line? 

Pfob.  88-8.  At  half  load  (kilovolt-amperes)  and  95  per  cent 
power-factor  on  the  line  of  Prob.  36,  what  reactive  kv-a.  must  the 
synchronous  reactor  supply,  if  the  voltage  at  the  generator  is  to  be 
adjusted  and  held  to  a  value  to  require  equal  kv-a.  capacity  of 
reactor  at  no  load  and  at  full  load? 
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Prob.  89-8.  What  would  be  the  pull-out  load  per  phase  on  the 
synchronous  motor  of  Prob.  4-8,  if  the  field  strength  were  such  that 
the  counter  e.m.f.  became  2000  volts?  Other  conditions  as  in 
Prob.  4-8. 

Prob.  40-8.  Repeat  Prob.  39-^  for  a  field  strength  producing 
4400  volts  induced  e.m.f . 

Prob.  41-8.  The  impressed  voltage  on  the  motor  of  Prob.  30-8 
is  increased  to  3000  volts. 

(a)  What  value  must  the  field  current  have  in  order  that  the 
armature  current  shall  not  exceed  the  normal  full-load  value,  when 
operating  at  unity-power  factor? 

(b)  What  will  be  the  power  intake  of  the  motor  in  kilowatts  and 
in  kilovolt-amperes  at  full  load? 

Prob.  42-8.     Construct  circle  diagram  for  the  motor  of  Prob. 

8-8. 

Prob.  48-8.  Determine  the  total  motor  effect  of  motor  in  Prob. 
42-8  at  rated  intake,  unity  power-factor  and  rated  full-load  current 
in  field  coils. 


CHAPTER  IX 
CONVERTERS  AND  RECTIFIERS 

In  many  cities  and  towns  electric  systems  were  installed 
long  before  alternating-current  machinery  had  been  de- 
veloped. The  equipment  of  such  places  necessarily  consists 
of  direct-current  machines.  Even  at  the  present  time  direct- 
current  motors  are  better  adapted  to  certain  kinds  of  work 
—  wherever  adjustable  speed  is  desired,  for  instance.  Some 
commercial  processes,  such  as  electroplating  and  the  charg- 
ing of  storage  batteries,  must  be  done  by  means  of  direct 
currents.  If  it  is  desired  to  take  the  power  for  any  of  these 
installations  from  an  alternating-current  system,  it  is  neces- 
sary first  to  convert  the  alternating  currents  to  direct  cur- 
rents. 

For  performing  the  conversion  of  large  quantities  of  alter- 
nating-current power  to  direct-current  power  there  are  tiyo 
machines  in  common  use,  —  the  motor-generator  converter 
and  the  synchronous  converter  (sometimes  called  the  rotary 
converter). 

123.  The  Motor-generator  Converter.  This  device  con- 
sists of  two  separate  machines,  —  an  alternating-current 
motor  and  a  direct-current  generator,  usually  direct-connected 
to  each  other.  The  motor  used  for  large  sets,  say  over  100 
kv-a.,  is  generally  the  synchronous  motor,  on  account  of  its 
constant  speed  and  adjustable  power-factor.  This  is  con- 
nected to  a  compound  direct-current  generator.    . 

In  the  motor-generator  converter  shown  in  Fig.  298,  the 
motor  (at  the  right)  is  a  10-pole  300-kv-a.  synchronous  motor, 
operating  on  2300  volts.  The  direct-current  generator  has  a 
capacity  of  275  kw.,  at  550  volts. 
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By  varying  the  field  current  of  the  motor,  the  power-factor 
of  the  motor  may  be  adjusted  without  affecting  the  voltage 
of  the  generator.  By  varying  the  field  current  of  the  genera- 
tor, the  voltage  of  the  generator  may  be  adjusted  without 
disturbing  the  power-factor  of  the  motor.     For  smaller  sets, 


FiQ.  298.  Motor-generator  converter.  The  motor  on  the  right  is  a. 
synchronous  motor  operating  on  2300  volts.  Thii  dirnpt-current 
generator  on  the  left  delivers  275  kw.  at  5S0  volts.  The  General 
Electric  Co. 

the  power-factor  of  which  is  of  much  less  importance,  an  in- 
duction motor  is  generally  used  because  it  can  be  started 
much  more  easily  than  the  synchronous  motor. 

124.  The  Synchronous  Converter.  Instead  of  using 
two  separate  machines  for  motor  and  generator,  it  is  more 
general  practice  to  make  one  machine,  a  synchronous  motor 
of  the  revolving-armature  type,  perform  the  function  of  both 
motor  and  generator.  The  alternating  current  enters  the 
closed  winding  of  the  armature  through  the  collecting-ringa 
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and  causes  the  rotor  to  turn  in  synchronism  with  the  alterna- 
tions of  the  current,  as  Explained  in  Chapter  VIII  for  the 
revolving  field  type.    We  thus  have  a  revolving  armature 
with  alternating  currents  surging  back  and  forth  through  the 
windings.     We  are  already  familiar  *  with  the  facts  that  the 
armature  windings  of  a  direct-current  generator  always  carry- 
such  alternating  currents,  and  that  a  commutator  properly 
coimected  to  the  windings  is  all  that  is  necessary  to  cause 
direct  current  to  be  deUvered  to  a  set  of  brushes.    Thus  we 
have  only  to  tap  the  windings  at  the  proper  points  and  con- 
nect these  taps  to  the  proper  segments  of  a  commutator  in 
order  to  deliver  direct  current  to  a  set  of  brushes  bearing  on 
the  commutator. 

Thus  the  same  armature  fitted  wath  collecting-rings  and  a 
commutator,  revolving  in  a  field  separately  excited  from  a 
source  of  direct-current  supply,  receives  alternating  current 
at  the  rings  and  delivers  direct  current  at  the  conmiutator. 
Such  a  machine  is  called  a  synchronoiis  converter  or  a  ro- 
tary converter  and  is  shown  in  Fig.  299.  The  simple  scheme 
of  winding  and  tapping  an  armature  of  such  a  converter  has 
been  indicated  in  ^rt.  72  of  the  First  Course,  but  will  be 
taken  up.  in  greater  detail  in  this  chapter.  It  is  sufificient  at 
present  to  know  that  the  synchronous  converter  can  be  con- 
sidered either  as  a  synchronous  motor  having  a  revolving 
armature  fitted  with  a  commutator,  or  a  direct-current 
generator  having  an  armature  fitted  with  collecting-rings. 

126.  The  Synchronous  Converter  Versus  the  Motor- 
generator.  The  synchronous  converter  has  the  following 
advantages  over  a  motor-generator  converter: 

First:  The  synchronous  converter  has  a  higher  efficiency 
than  a  motor-generator  of  the  same  rating.  The  synchronous 
converter  has  but  one  field,  thus  the  field  loss  is  smaller.  It 
has  but  one  armature,  thus  the  core  loss  is  smaller.  The 
currents  in  the  armature  windings  are  the  resultants  of  the 
direct  currents  and  the  alternating  currents  which  most  of 

♦  See  First  Course,  Art.  65,  66,  72. 
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the  time  are  opposing  each  other.  Thus  the  PR  loss  in  the 
armature  of  the  synchronous  converter  is  smaller  than  it 
would  be  in  either  a  motor  or  a  generator  handhng  the  same 
amount  of  power.     Accordingly,  it  is  much  smaller  than  the 


Fig.  299.  Synchronous  converter.  Alternating  current  is  rwcived  at 
the  collecting-rings  on  the  rit(ht  nnd  <1ircct  current  ia  delivere<l  at 
the  brushes  bearing  on  the  commutator  at  the  left.  The  OenenU 
EUclrie  Co. 

PR  loss  in  a  motor-generator  which  has  two  armatures,  each 
with  a  higher  PR  loss. 

These  smaller  jos-ses  all  result  in  the  synchronous  conver- 
ter having  a  higher  efficiency  than  the  motor-generator  in 
the  conversion  of  a  given  amount  of  power.  The  benefit  of 
this  higher  efficiency  of  the  synchronous  converter,  however, 
may  be  lost,  because,  in  order  to  regulate  the  voltage  on 
the  direct-current  side,  it  is  frequently  necessary  to  use 
auxiliary  apparatus,  the  added  losses  of  which  lower  the 
over-all  efficiency. 
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Relative  efficiencies  of  the  two  devices  are  given  as  follows 
in  the  American  Handbook  for  Electrical  Engineers. 

P«roent 

EflBciency  of  converter .». 93 

EflBciency  of  transformer  (which  generally  has  to 

be  used  with  converter) 97 

EflSciency  of  converter  and  transformer  (0.97  X  0.93)  90 

* 

Efficiency  of  synchronous  motor 93 

Efficiency  of  direct-current  generator 92 

Efficiency  of  motor-generator  converter  (0.92  X  0.93)  85 . 5 
Efficiency    of    motor-generator    converter    (if    a 

transformer  is  necessary)  (0.97  X  0.855) 83 

Second:  The  synchronous  converter  weighs  less  and  occu- 
pies less  space  per  kilovolt-ampere  capacity. 

Third:  The  cost  of  a  synchronous  converter  may  fairly  be 
taken  to  average  about  $11.00  per  kilowatt  for  the  larger 
units.  The  cost  of  a  motor-generator  is  from  25  to  50  per 
cent  greater  than  this,  so  that  if  no  large  amount  of  auxiliary 
apparatus  is  required,  the  synchronous  converter  is  much 
cheaper  than  the  motor-generator. 

The  motor-generator  converter  has  the  following  ad- 
vantages over  the  synchronous  converter: 

First:  By  using  induction  motors  for  the  drive,  motor- 
generator  converters  of  small  capacity  (less  than  100  kw.) 
start  easily  and  operate  satisfactorily.  They  are  much  used 
ill  central  stations  for  the  purpose  of  furnishing  the  direct 
current  for  the  fields  of  the  alternators.  Small  rotary  con- 
vei-ters  are  difficult  to  start  and  have  the  instability  of  small 
synchronous  motors.  Thus  they  do  not  operate  well  on  lines 
where  sudden  changes  in  load  occur. 

Second:  The  voltage  of  the  generator  of  a  motor-generator 
can  be  controlled  and  regulated  by  compounding  the  field  so 
that  constant  voltage  may  be  maintained  across  the  direct- 
current  brushes,  even  though  the  alternating  pressure  varies 
thiough  wide  ranges,  as  it  may  at  the  end  of  long  lines.     The 
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voltage  across  the  direct-current  brushes  of  a  synchronous 
converter  holds  practically  a  fixed  ratio  to  the  alternating 
voltage  across  the  rings.  Thus  transformers  are  usually 
necessary  with  synchronous  converters  in  order  to  lower  the 
alternating  voltage  so  as  to  bring  the  direct  voltage  down  to 
commercial  value.  Any  change  in  the  alternating  voltage 
produces  a  corresponding  change  in  the  direct  voltage. 
Changing  the  field  excitation  of  a  synchronous  converter 
produces  almost  no  change  in  the  voltage  across  the  direct- 
current  brushes.  It  merely  changes  the  angle  of  lead  or  lag 
of  the  alternating  current  taken  by  the  machine,  as  explained 
in  Chapter  VIII  in  the  case  of  S3mchronous  motors.  Thus 
wherever  the  direct-current  voltage  must  be  made  to  vary 
through  wide  ranges,  a  motor-generator  converter  is  usually 
preferred. 

There  are  various  devices  for  regulating  the  direct  voltage 
of  a  synchronous  converter  and  maintaining  it  constant 
throughout  a  limited  amount  of  change  in  the  alternating 
voltage,  but  they  all  mean  extra  expense  and  many  require 
expert  attendants.    They  will  be  taken  up  in  detail  later. 

Third:  The  synchronous  motor-generator  can  be  used  to 
improve  the  power-factor  of  the  load  on  a  system.  The 
direct-current  generator  may  be  run  idle  and  the  total 
kilovolt-ampere  capacity  of  the  synchronous  motor  may  be 
used  to  supply  only  reactive  power  to  the  line,  or  part  of  its 
load  may  consist  of  effective  power.  A  synchronous  motor 
can  in  this  way  supply  70  per  cent  of  its  rated  kilovolt-ampere 
capacity  as  reactive  power,  and  still  be  able  to  supply  at  the 
same  time  another  70  per  cent  of  real  power  (kilowatts)  t^ 
the  generator  to  be  converted  into  direct-current  power. 

While  it  is  true  that  the  power-factor  of  the  power  taken 
by  a  synchronous  converter  can  be  varied  just  as  that  of  a 
synchronous  motor  by  means  of  changing  the  field  current, 
still  it  will  be  shown  later  that  the  kilovolt-ampere  capacity 
of  the  converter  is  lowered  rapidly  as  its  power-factor 
departs  very  much  from  unity,  —  a  power-factor  of  0.90  low- 
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ering  the  capacity  to  about  70  per  cent  of  its  unity  power- 
factor  rating.  It  is  thus  undesirable  to  depend  upon  the 
synchronous  converter  to  supply  much  reactive  power  to  the 
line  load. 

Example  1.  A  power  station  is  supplying  7500  kw.  at  80  per  cent 
lagging  power-factor,  which  puts  the  rated  full  load  (in  kilovolt- 
amperes)  upon  the  generators. 

(a)  How  many  kilowatts  can  be  added  to  the  above  load  by  the 
use  of  a  synchronous  motor  if  it  is  over-excited  enough  to  produce 
unity  power-factor  in  the  load  on  the  generators? 

(6)  At  what  power-factor  must  the  synchronous  motor  be  run? 

(c)  Assuming  an  efficiency  of  90  per  cent  at  this  load,  how  many 
horse  power  mechanical  load  can  the  motor  carry  in  addition  to 
supplying  the  necessary  reactive  load? 


18B0KW.C 


Fig.  300.  The  vector  OB  represents  the  load  carried  by  the  generators 
with  no  synchronous  motor.on  the  line.  If  a  synchronous-motor  load, 
represented  by  the  vector  BC  is  added,  the  generator  must  carry  a 
load  represented  by  the  vector  OC,  which,  however,  is  no  greater  than 
the  vector  OB  which  represented  theoriginal  load,  because  the  power- 
factor  is  improved. 

Construct  Fig.  300,  drawing  the  vector  OA  to  represent  the 
7500  kw.,  or  effective  power.  Draw  the  vector  OB  at  an  angle  of 
37**  (arc  cos  0.80)  to  OA  to  represent  the  total  apparent  power  which 
the  generators  must  produce  in  order  to  deliver  7500  kw.  at  80 
per  cent  power-factor. 

OB  =  ^  =  9380kv* 
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If  the  generators  were  delivering  9380  kv-a.  at  unity  power-factor 
they  would  be  deliyenng  9380  kw.  effective  power.  They  would 
thus  be  delivering  9380  —  7500  or  1880  kw.  more  of  real  power. 

Add  vector  AC,  Fig.  300,  to  vector  OA  to  represent  this  added 
effective  power.  Vector  OC  would  then  represent  the  same  load  at 
unity  power-factor  on  the  generators  that  vector  OB  does  at  0.80 
power-factor.  Or  OC  represents  the  resultant  load  when  a  load  of 
9380  kv-a.  at  0.80  lagging  power-factor  is  combined  with  some  other 
load  to  produce  9380  kv-a.  at  unity  power-factor.  This  other  load, 
which  combined  with  the  9380  kv-a.  at  a  lagging  0.80  power-factor 
will  produce  9380  kw.,  must  be  represented  by  the  vector  BC]  since 
OC  is  merely  the  resultant  of  OB  and  BC, 

BC  =^  VBA^  +  AC*. 
BA  =  9380  sin  37** 

=  5630. 
AC  =  1880 

BC  =  V5630*  +  1880* 
=  5940  kv-a. 

(a)  Thus  the  synchronous  motor  may  take  5940  kv-a.  from  the 
line  and  still  not  increase  the  load  on  the  generators.  But  note 
that  of  this  load,  5630  kv-a.  (represented  by  the  line  AB)  mtist  be 
a  leading  reactive  load,  to  coimterbalance  the  5630  kv-a.  lagging 
reactive  load  already  on  the  line.  The  effective  part  of  the  added 
load  is  1880  kv-a.  at  imity  power-factor.  The  power-factor  of  the 
Qrnchronous  motor  load  is  thus 

(6)  effective  power  ^  1880  ^  ^        j^^. 

apparent  pow^      5940 

At  90  per  cent  efficiency,  the  motor  could  supply  a  mechanical 
load  of, 

(c)  0.90  X  1880  X  ^  =  2260  h.p. 

.740 

Thus  by  using  an  over-excited  synchronous  motor,  2260  more 
horse  power  can  be  taken  from  the  line  without  adding  to  the  load 
on  the  generators. 

Prob.  1-9.  If  the  motor  of  Example  1  were  direct-connected  to 
a  direct-current  generator  having  92  per  cent  efficiency,  how  many 
kilowatts  could  it  convert  to  direct-current  power  under  the  con- 
ditions of  Example  17 

Prob.  a-9.  (o)  How  many  kilowatts,  direct-current,  could  be 
delivered  by  the  motor-generator  converter  of  Prob.  1,  if  the  motor 
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is  over-excited  enough  to  raise  the  power-factor  of  the  system  of 
Example  1  to  0.90  lagging,  and  not  add  any  kv-a.  load  to  the  geit- 
erators?  Generator  efficiency,  92  per  cent.  Motor  effieieney,  90 
per  cent.  (6)  At  what  power-factor  must  the  synchronous  motor 
operate  in  this  case? 

Prob.  8-9.  (a)  If  a  synchronous  converter  operating  at  90  p^ 
cent  leading  power-factor  were  used  to  supply  the  same  direct- 
current  power  as  in  Prob.  2,  how  many  kilovolt-amperes  would  be 
added  to  the  load  on  the  generators?  Assume  an  efficiency  of 
95  pCT  cent  for  the  converter.  (6)  At  what  power-factor  will  the 
generators  now  operate? 

Prob.  ir%.  It  is  fair  to  assume  that  the  synchronous  converter 
of  Prob.  3,  when  operating  at  90  per  cent  power-factor,  can  deliver 
not  more  than  70  per  cent  of  its  rated  load  (i.e.,  its  load  at  unity 
power-factor).  What  must  be  the  full-load  rating  (unity  power- 
factor)  of  the  converter  of  Prob.  3? 

Prob.  6-9.  How  many  revolutions  per  minute  will  the  motor- 
generator  converter  of  Fig.  298  make  when  operating  on  a  60-cycle 
system?    The  motor  has  10  poles. 

Prob.  6-9.  How  many  poles  would  the  motor  of  Prob.  5  have 
if  it  were  intended  to  operate  at  750  r.p.m.  on  a  25-cycle  oystem? 

126.  Ratio  of  the  Alternating  E.M.F.  to  the  Direct  E.M.F. 
in  a  Synchronous  Converter. 

Single-phase.  Consider  the  diagram  of  a  simple  single-* 
phase  synchronous  converter  shown  in  Fig.  301.  The  poles 
N  and  S  are  excited  by  direct  current  from  an  outside  source. 
Alternating-current  power  is  delivered  to  the  collecting-rings 
A  and  B  from  an  outside  source.  From  these  rings  the  lead 
wires  M  and  N  deliver  the  alternating  current  to  the  arma- 
ture winding  at  the  two  tapping  points  a  and  b,  situated  180 
electrical  degrees  apart  from  each  other.  At  the  instant 
shown  in  Fig.  301  the  alternating  e.m.f .  and  ciurent,  at  unity 
power-factor,  would  be  at  a  maximum,  and,  considering  the 
lead  M  positive  at  this  instant,  the  armature  current  would 
cause  the  armature  to  rotate  counter-clockwise  as  indicated. 
There  would  then  be  set  up  in  the  armature  windings  an  in- 
duced ejn.f.  as  marked  in  the  coils.  Note  carefully  that 
whatever  current  the  alternating  e.m.f.  may  force  through 
the  armature  windings  at  this  instant  must  be  forced  against 
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the  induced  e.m.f.  and  must  then  produce  a  motor  effect  tend- 
ing to  turn  the  armature  in  a  counter-clockwiBe  direction. 

Note  also  that  an  alternating  current  at  this  instant  can 
flow  directly  from  the  wires  M  and  N  through  the  neutral 
coils  to  the  direct-current  brushes  without  going  through  the 


M/f^, 


Fio.  301.    Diagram  of  the  armature  windings  and  connections  of  a 
single-phase  synchronoua  converter.     At  this  instant  the  maximum   fi„l     -.lip 
value  of  the  alternating  e.m.f.  is  being  delivered  through  the  rings  to  i-i-h^  -r.liiit 
the  armature  at  the  tapping  points  a  and  h,  causing  it  to  rotate  as  . . 

marked.    The  induced  e.mi.  marked  on  the  annature  winding  is   Ii'wk  '***^' 
being  delivered  to  the  brushes  B|  and  B|.  i^u^ 

armature.  Any  appliance  attached  to  the  brushes  Bi  and  fii 
would  at  this  instant  receive  all  its  power  directly  from  the 
alternating  line. 

Let  us  assume,  for  the  sake  of  simplicity,  that  the  arma- 
iMK  resistance  and  reactance  are  negligibly  small,  and  that 
the  losses  and  reactions  can  be  neglected  as  is  practically  true 
when  the  converter  is  running  idle.  Under  these  conditions, 
the  e.m.f.  induced  in  the  windings  is  practically  equal  to  the 
impressed  e.m.f.  Now  the  induced  e.m.f.  is  the  e.m.f.  which 
is  delivered  by  the  armature  to  the  direct-current  brushes, 
and  the  impressed  e.m.f.  is  the  maximum  instantaneous  value 
of  the  impressed  alternating  e.m.f. 
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WheD  the  armature  hae  turned  through  S0°,  the  induced 
eJu.f.  between  the  taps  a  and  b  becomes  zero.  But  since 
the  machine  is  in  synchronism  and  in  phase  with  the  line 
voltage,  the  impressed  ejn.f.  between  the  rings  AB  at  this 
instant  has  also  become  zero.  There  is  thus  no  current  in 
the  wires  M  and  N.  The  direct  e.m.f.  across  the  brushes, 
Bi  and  Bt,  however,  will  be  the  same  as  before. 


Flo.  302.  The  annature  of  Fig.  301  has  turned  through  90°.  The 
impreBBed  alteroating  voltage  between  the  tapping  points  is  <ero  at 
this  instant.  The  induced  e.m.f.  between  the  brushes  Bi  and  Bt  is 
the  same  as  in  Fig.  301. 

We  thus  have  a  direct  e.m.f.  at  the  brushes  which  is  equal 
to  the  maximum  value  of  the  alternating  e.m.f.  at  the  rings, 
and  we  may  write  the  equation 

Ei  =  £», 
in  which 

Ej  =  direct  induced  e.m.f. 

Em  "  maximum  value  of  impressed  altematii^  e.mS. 

Since  the  alternating  e.m.f.  is  harmonic, 
E  =  0.707  E„. 
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Therefore 

E  =  0.707  Ei] 

where    E  =  effective  value  of  impressed  alternating  e.m.f. 
Ed  =  direct  induced  e.m.f. 

Thus  for  a  single-phase  converter,  we  may  say  that  at  no  load 
the  alternating  voltage  is  0.707  of  the  direct  voltage. 

Two-phase.  In  a  two-phase  (four-ring)  converter,  the  sec- 
ond phase  is  tapped  at  points  midway  between  the  single- 
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Fig.  303.  Diagram  of  a  three-phase  three-ring  converter.  The  im- 
pressed three-phase  alternating  voltage  is  brought  to  the  three  equi- 
distant tapping  points  chc  on  the  armature.  The  induced  voltage  is 
delivered  as  before  to  the  brushes  B\  and  B\, 

phase  taps,  the  voltage  across  one  phase  being  at  a  maximum 
when  it  is  zero  across  the  other  phase.  Thus  the  voltage 
across  each  phase  of  a  two-phase  tapping  is  the  same  as 
the  voltage  across  a  single-phase  tapping.  Accordingly,  the 
alternating  voltage  in  each  phase  of  a  two-phase  converter, 
also,  is  0.707  of  the  direct  voltage. 

Three-phase.    For  the  voltage  relations  in  a  three-phase 
converter,  consider  Fig.  303  and  304.    The  three  lead  wires 
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are  tapped  iAto  the  armature  windings  at  three  equidistant 
points  a,  b  and  c  (that  is,  with  eight  coils  between  any  two 
taps),  and  brought  out  to  their  respective  slip  rings  A,  B 
and  C.  The  alternating  voltage  impressed  on  the  rings  is 
thus  applied  to  the  armature  at  these  three  points  and  causes 
the  armature  to  rotate  as  a  synchronous  motor.  This  in- 
duces an  e.m.f.  in  the  armature  windings  of  practically  a 
sine-wave  form.* 

Let  the  vector  1  in  Fig.  304  represent  the  maximum  e.m.f, 
induced  in  coil  1,  and  Vector  2  the  maximum  e.m.f.  induced 
in  coil  2,  etc.    Note  that  the  e.mi.'s  differ  in  phase  with  one 

another  by  -ttt-  or  15°.     Thus  the  e.m.f.  in  coil  2  is  15° 

24 

ahead  of  the  e.m.f.  in  coil  1,  the  e.m.f.  of  coil  3  is  15°  ahead 
of  the  e.m.f.  in  coil  2,  etc.  The  maximum  induced  e.m.f. 
through  the  twelve  coils  on  one  side  or  path  of  the  armature, 
coils  1  to  12,  and  24  to  13  inclusive,  equals  the  vector  sum  of 
the  maximum  voltages  across  each  coil.  We  have  seen  that 
this  maximum  e.m.f.  across  twelve  coils  is  the  voltage  be- 
tween the  direct-current  brushes. 

The  maximum  induced  e.m.f.  between  any  two  of  the 
alternating-current  taps  equals  the  vector  sum  of  the  maxi- 
mum e.m.f.'s  in  the  eight  coils  composing  the  phase.  Thus 
the  vector  afe.  Kg.  304,  is  the-  vector  sum  of  the  maximum 
e.m.f  .'s  in  coils  3  to  10,  inclusive,  and  represents  the  maximum 
value  of  the  induced  cm.f.'s  across  the  phase  a6,  which  is 
composed  of  these  coils.  This  maximum  value  of  the  induced 
e.m.f.  will  take  place  when  the  phase  ob  is  in  the  position 
shown  in  Fig.  303  and  304,  because  at  that  instant  the 
instantaneous  values  of  the  voltages  in  the  several  coils 
composing  the  phase  are  nearest  the  maximum  value. 
Note  that  in  Fig.  303  at  this  instant  the  coils  3  to  10  are 
cutting  lines  of  flux  at  the  angle  most  nearly  equal  to  a  right 
angle  and  therefore  at  the  greatest  rate.    Fig.  304  shows  the 

^  See  First  Ck>ur8e,  Chap.  VIII. 
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same  fact,  in  that  the  vectors  3  to  10  are  so  situated  that  their 
resultant  ab  makes  a  right  angle  with  the  horizontal,  —  this 
being  the  position  of  a  vector  corresponding  to  the  maximum 
instantaneous  value. 

Assuming  the  armature  resistance,  reactance,  etc.,  to  be 
negligible,  as  they  practically  are  at  no  load,  the  impressed 


t/TXPUjuf  p/ 
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FiQ.  304.  Vector  diagram  of  the  induced  and  impressed  voltage  in  the 
armature  winding  of  a  three-phase  converter.  The  maximum  induced 
voltage  between  the  points  a,  6  and  c  is  equal  and  opposite  to  the  im- 
pressed voltage  at  all  times. 


alternating  e.m.f.  equals  the  induced  alternating  e.m.f.  in 
each  phase,  at  all  instants.  If  the  maximum  induced  e.m.f. 
db  occurs  at  the  instant  shown  in  Fig.  303  and  304,  then  the 
maximum  impressed  e.m.f.  ha  should  occur  at  the  same 
instant.  Otherwise  there  would  be  instants  when  the  in- 
duced e.m.f.  was  higher  than  the  impressed  e.m.f.  and 
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currents  would  be  sent  back  from  the  armature  windings  into 
the  source  of  supply.  Thus  the  vector  ab  represents  the 
maximum  induced  eoni.  in  the  phase  ab  and  also  the  maxi- 
mum e  jn.f .  impressed  on  the  phase  ba,  which  of  course  is  in 
the  opposite  direction  to  the  induced  ejn.f. 

Accordingly,  the  ratio  of  the  vector  ba  to  the  vector  BtBi 
equals  the  ratio  of  the  maximum  impressed  alternating 
e.mi.  to  the  direct  ejni.,  of  a  three-phase  converter.  This 
ratio  is  merely  the  ratio  of  a  side  of  an  equilateral  triangle 
to  the  diameter  of  a  circle  circumscribed  about  the  triangle 
Thus  in  Fig.  305,  the  ratio 

AB  _  maximum  impressed  alternating  e.m.f.,  three-phase 
AD  direct  e.m.f. 

Since  the  angle  ABD,  Fig.  305,  is  a  right  angle/  and  the 
angle  ADB  is  60°, 

AR 

^  =  sin  60*^  =  0.866. 

Thus  the  maximum  value  of  the  alternating  e.m.f.  is  0.866 
of  the  direct  e.m.f. 

But  the  effective  value  of  alternating  e.m.f.  is  the  value 
generally  used  and  this  is  0.707  of  the  maximum  value  when 
the  e.m.f.  has  a  sine  wave-form. 

Therefore  the  effective  value  of  the  impressed  alternating 
e.m.f.  is  0.707  X  0.866  or  0.612  of  the  direct  e.m.f. 

The  actual  values  of  the  ratio  of  alternating  voltage  to 
direct  voltage  varies  but  little  from  the  ideal  values  of  this 
article.  Any  variation  may  be  due  to  any  of  the  following 
causes: 

*  An  angle  inscribed  in  a  Bemicirde  is  a  right  angle. 

Any  angle  at  the  circumference  of  a  circle  is  equal  to  one-half  of  the 
angle  at  the  center  whose  sides  cut  out  the  same  arc  on  the  circumference. 
The  arc  AB  is  120^  therefore  the  angle  ADB  which  subtends  this  arc  is 

^  »  eO"".    Similarly  the  angle  DBA  is  a  right  angle. 
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(a)  The  wave-form  of  the  e.m.f.  induced  in  the  windings 
may  not  be  that  of  a  sine  curve  and  thus  the  effective  value 
would  not  be  exactly  0.707  of  the  maximum.  This  depends 
largely  upon  what  fraction  of  the  pole  pitch  is  covered  by 
the  pole-shoe.    It  has  been  found  that  if  about  70  per  cent 


Fio.  305.   The  line  AD  represents  the  value  of  the  voltage  across  the 

directHSurrent  brushes.    The  lines  AB,  BC  and  CA  represent  the  maxi- 

AC 
mum  value  of  the  impressed  alternating  voltage  -ji)  ~  0.866. 


of  the  pole  pitch  is  covered  by  the  pole-shoe,  then  the  induced 
e.m.f.  will  have  practically  a  sine  wave-form.*  As  modern 
converters  are  designed  very  closely  to  this  specification, 
the  form  of  the  e.m.f.  is  very  close  to  that  of  a  sine  wave. 

The  wave-form  of  the  impressed  e.m.f .  also  must  be  approxi- 
mately a  sine  wave  in  order  not  to  affect  the  ratio  of  voltages. 
It  is  especially  important  that  the  wave-form  of  impressed 
e.m.f.  shall  coincide  exactly  with  that  of  the  induced  e.m.f., 
otherwise  equalizing  currents  of  considerable  magnitude  may 
circulate  in  the  armature  windings.  See  pages  85  and  87 
of  this  volume. 

*  See  First  Course,  Chap.  VIII. 
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(b)  The  direct-current  brushes  may  not  be  set  on  the 
neutral  axis  and  accordingly  the  direct  voltage  would  not 
be  the  mairimuni  induced  voltage. 

(e)  The  resistance  of  the  armature  must  be  overcome 
whenever  the  machine  is  delivering  current.  Voltage  hctobs 
the  direct-current  brushes  would  be  a  little  lower  than  the 
induced  ejn.f.  when  the  machine  is  converting  alternating 
current  to  direct  current.  The  ratio  of  alternating  voltage  to 
direct  voltage  would  thus  be  a  little  larger  at  full  load  than  at 
no  load.  For  the  same  reasons,  if  the  machine  is  used  to 
convert  direct  current  to  alternating  current  the  ratio  would 
be  lower  at  full  load.  The  converter  is  then  said  to  be 
inverted.  The  following  table  is  based  on  data  published  by 
the  General  Electric  Co. 


TABLE  I 

Voi;rAGB  Ratios  of  Convbrtbbs 

Ratio  of  Alternating  E.M.F.  to  Direct  E.M.F. 


Nomber  ot  phamw 

• 

Under  ideal 
oondiUona. 

Under  actual  oonditiona. 

FttU-load 
BtiBicht. 

FulMoad 
inverted. 

One,  two,  six  ^diametral) 
Three  or  six  (aouble-delta) 

0.707 
0.612 

0.71 
0.62 

0.675 
0.580 

Example  8.  It  is  desired  to  maintain  550  volts  between  the 
direct-current  brushes  of  a  three-phase  synchronous  converter. 
What  alternating  e.m.f.  must  be  applied  between  the  rings? 

For  a  three-ring  converter, 

E  B  0.62  Ed 
-  0.62  X  550 
»  341  volts  (at  full  load). 

The  foUowing  figures  will  serve  to  help  one  remember  the 
relation  between  the  voltage  at  the  direct-current  brushes 
and  the  voltage  at  the  alternating-current  rings  for  the 
various  schemes  of  tapping  the  armature  and  connecting 
the  transformers. 
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Single-phase   and   two-phase. 
(Ideal.) 


Sin^e-phaae  and  two-phase. 
(Actual.) 


Six-phase  diametral.     (Ideal.) 


Six-phase  diametral.    (Actual.) 


Six-phase  double-delta.  Six-phase  double-deltal 

(Ideal.)  (Actual.) 

Relation  between  the  alternating  voltage  and  the  direct  voltage  of 

synchronous  converters. 
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Prob.  7-9.    If  the  e.m.f .  of  a  3-phase  230(>-voit  transmission  line 
were  applied  directly  to  the  rings  of  a  3-ring  converter,  what       || 
would  be  the  voltage  across  the  direct-current  brushes?  S 

Prob.  S-9.    In  Fig.  303  and  304  the  voltage  across  each  coil  is        i 
harmonic  and  has  a  maximum  value  of  40  volts.  . 

(a)  What  is  the  maximum  e.m.f .  induced  in  phase  6a?  < 

(6)  What  is  the  voltage  across  the  direct-current  brushes  at 
no  load? 

(c)  From  (a)  and  (6),  what  is  the  ratio  of  maximum  induced 
voltage  in  phase  ha  to  the  no-load  voltage  across  the  direct-current 
brushes? 

Prob.  9-9.  By  addition  of  instantaneous  coil  e.m.f.'s,  what  is 
the  instantaneous  induced  voltage  across  the  phase  ch  at  the  instant 
shown  in  Fig.  303  and  304?    Maximum  e.m.f .  in  each  coil = 40  volts. 

Prob.  10-9.  (a)  From  the  value  of  the  voltage  impressed  across 
phase  ha  as  found  in  Prob.  8,  compute  the  instantaneous  impressed 
voltage  across  phase  cb  at  the  instant  shown  in  Fig.  303  and  304. 

(6)  How  does  this  value  compare  with  the  instantaneous  in- 
duced e.m.f.  of  Prob.  9? 

Prob.  11-9.  If  we  r^ard  a  two-phase  converter  as  a  four-phase 
machine,  what  fraction  of  the  direct  voltage  is  the  efifective  aJtei^ 
nating  e.m.f.  between  adjacent  taps  or  rings,  at  no  load?     (Instead  j 

of  stating  the  voltage  of  a  two-phase  alternator  as  that  between 
adjacent  rings,  it  is  customary  to  state  the  voltage  across  one  phase 
as  the  two-phase  voltage.) 

Prob.  12-9.  Derive  the  ratio  of  the  effective  alternating  e.mi. 
impressed  across  adjacent  rings  of  a  six-phase  converter  to  the 
e.m.f.  across  the  direct-current  brushes. 

(It  is  customary  to  state  as  the  alternating  e.m.f.  of  a  six-phase 
converter,  either  the  voltage  between  rings  which  are  tapped  to 
points  180  electrical  degrees  apart  on  the  armature,  or  the  voltage 
between  rings  tapped  to  points  which  are  120  electrical  degrees 
apart.  This  makes  the  e.m.f.  ratios  of  a  six-phase  converter  the 
same  as  that  of  a  single-phase  or  that  of  a  three-phase.  See  Art. 
126  and  127.) 

127.  Ratio  of  Alternating  Current  per  Ring  to  Direct 
Current.  Single-phase  Converter.  If  we  neglect  the  losses 
in  the  converter,  which  are  actually  very  small,  the  total 
alternating-current  power  put  in  at  the  rings  equals  the  total 
direct-current  power  taken  out  at  the  brushes. 
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For  a  single-phase  machine,  this  may  be  written 
(a)  EJi  008$  =  Edid, 

in  which 

El  =  effective  value  of  single-phase  alternating  e.m.f. 
/i  =  effective  alternating  current  deUvered  to  one  ring. 
Ed  =  voltage  across  direct-current  brushes. 
Id  =  direct  current  delivered,  total  amperes. 
Cos  6  =  power-factor. 

Since  a  synchronous  converter  is  designed  to  operate  at 
unity  power-factor,  let  us  take  cos  ^  as  1. 
We  have  seen  that  in  a  single-phase  converter 

El  =  0.707  Ed. 

Thus  we  may  substitute  these  values  in  equation  (a)  and 
obtain 

0.707  Edii  =  Edidf 


/i  = 


h 


0.707 
=  1.41  Id. 

Due  to  the  losses  in  the  machine  and  the  occasional  lower 
power-factor,  the  ratio  is  a  Uttle  greater  than  1.41  in  an 
actual  converter. 

Example  8.  At  100  per  cent  efficiency  and  unity  power-factor, 
what  would  be  the  alternating  current  per  line  wire  and  voltage 
between  rings  of  a  single-phase  converter  which  was  delivering 
400  kw.  direct-current  power  at  220  volts? 

-      400,000      ^.^ 
=     220     "^  ^^^  amperes. 

/i  =  1.41  Id 

=  J.41  X  1820 

»  2570  amperes. 
El  =  0.707  X  220 

=  155.6  volts. 

Example  4.  If  the  converter  in  Example  3  is  operated  on  95  per 
cent  power-factor  at  90  per  cent  efficiency,  what  would  be  the 
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alternating  current  and  voltage  when  delivering  400  kw.  direct 
current  at  220  volts? 

Alternating-current  power  =  E\I\  cos  6. 

=  0.95  Eih. 

Direct-current  power  =  EJd  =  400,000  watts  =  0.90  of  0.95  EJt. 

El  =  0.71  Ed 
=  0.71X220 
»  156.2  volts. 

Therefore,  since 

Edid  =  0.90  X  0.95  X  156.2  X  /i  =  400,000, 
^  400,000 

*      0.90X0.95X166.2 
»  2995  amperes. 

Three-phase  Converter.  The  alternating-current  power  re- 
ceived at  the  rings  of  a  three-phase  converter  running  at 
unity  power-factor,  if  we  neglect  the  slight  losses  in  the  ma- 
chine, would  be  equal  to  the  direct-current  power  delivered 
at  the  direct-current  brushes. 

l.TSEJzcme^Edldy 
where 

Ez  =  effective  voltage  between  alternating-current  rings, 
/j  =  effective  current  delivered  to  each  ring. 

But  cosd  =  1.0 

and  Ez  =  0.612  Ed. 

Thus  we  may  write 

1.73  X  0.612  Ediz  X  1.0  «  EdJd, 


/i  = 


d 


1.73  X  0.612 
=  0.943  Id. 

As  three-phase  converters  alwa3rs  operate  at  less  than  100 
per  cent  efficiency  and  sometimes  at  less  than  unity  power- 
factor,  the  alternating  current  per  ring  is  always  somewhat 
greater  than  0.943  of  the  direct  current  delivered  by  the 
machine. 
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Prob.  ia-9.  A  three-phase  three-ring  converter  is.  taking  1000 
amperes  per  ring  at  a  voltage  of  700  between  ringis.  If  it  were 
operating  at  100  per  cent  efficiency  and  unity  power-factor,  what 
direct  current  would  it  be  delivering,  and  at  what  voltage? 

Prdb.  14-9.  What  would  be  the  direct  current  and  voltage,  if 
the  converter  of  Prob.  13  were  running  with  same  alternating 
current  and  voltage  at  the  rings,  but  were  operating  under  practical 
conditions  of  98  per  cent  power-factor  and  92  per  cent  efficiency? 

Prob.  16-9.  Determine  the  ratio  of  the  alternating  current  per 
ring  of  a  six-ring  converter  to  the  direct  current  at  the  brushes  for 
the  ideal  conditions  of  100  per  cent  efficiency  and  unity  power- 
factor. 

Prob.  16-9.  What  would  be  the  alternating  current  per  ring  and 
the  alternating  voltage  between  adjacent  rings  in  a  six-phase 
converter  operating  at  unity  power-factor  and  93  per  cent  efficiency, 
if  it  were  delivering  2000  amperes  direct  current  at  550  volts? 

128.  The  Operation  of  Six-ring  Converters  on  Three- 
phase  Systems.  On  account  of  the  resulting  economy  of 
design,  two  reasons  for  which  are  shown  in  §135,  most 
converters  are  built  with  six  collecting-rings.  Since  most 
transmission  hnes  are  three-wire  systems,  special  trans- 
former connections  are  employed  to  step  down  the  three- 
phase  power  of  the  transmission  line  and  change  it  into  the 
six-phase  power  required  by  the  converter.  These  special 
connections  are  discussed  fully  in  §57  from  the  viewpoint 
of  the  transformers.  In  this  article  the  discussion  is  from 
the  converter  viewpoint. 

Diametral  Connections.  We  may  start  with  a  three-ring 
converter  tapped  as  in  Fig.  303,  and  add  three  extra  taps  to 
it  as  in  Fig.  306;  that  is,  a  tap  at  (ai)  diametrically  opposite 
tap  (a),  one  at  (&i)  diametrically  opposite  tap  (&)  and  one  at 
(ci)  diametrically  opposite  tap  (c).  Each  of  these  taps  is  now 
connected  to  a  ring,  necessitating  six  rings  instead  of  the 
three  of  Fig.  303.  This  gives  us  a  converter  tapped  at  six 
points  and  supplied  with  six  rings.  We  may  now  connect  a 
transformer  across  each  diametrical  set  of  taps  as  in  Fig. 
306,  where  the  secondary  of  the  transformer  A  is  connected 
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across  the  tapping  points  a  and  Oi,  the  secondary  of  trans- 
former B  across  the  points  b  and  bi,  and  the  secondary  of 
transformer  C  across  the  points  c  and  Ci.  These  connections 
are  of  course  made  by  means  of  rings,  which  have  been  left 
out  of  Fig,  306  for  the  sake  of  clearness.  The  arrowheads 
in  the  transformers  denote  the  positive  direction  internally 


-J" 


Fig.  306,  Diagram  showing  the  diametral  method  of  conneoting  a  aix* 
phaae  converter  to  a  three-phase  line.  Arrows  on  transTormnB  and 
transmission  lines  show  the  positive  direction  Ihrou^  transfonners 
and  between  wires  of  transmission  line.  Arrows  on  the  annature  con- 
ductor indicate  inHtantaneous  direction  of  induced  e.m.f.  in  the  wind- 
ingB.    For  the  sake  of  clearnees  the  collecting  rings  ai 


through  the  transformers,  while  the  arrows  on  the  armature 
windings  denote  the  direction  of  the  instantaneous  e.m.f. 
induced  in  the  windings  for  the  position  occupied  by  each 
inductor. 

With  the  armature  revolving  counter-clockwise,  note  that 
the  induced  e.m.f.  from  b  to  bi  reaches  a  maximum  120° 
ahead  of  the  induced  e.m.f.  from  a  to  ai.  This  can  be  seen 
clearly  from  Fig.  307,  in  which  the  arrows  represent  the  phase 
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relations  of  e.m.f/s  between  these  points.  Note  that  a-ai 
must  move  through  120°  before  it  can  be  in  the  position  of 
b-bi9  which  in  turn  must  move  through  120°  before  it  can  be 
in  the  position  of  c-Ci. 

Fig.  308  is  a  vector  representation  of  the  phase  relations  of 
induced  e.m.f.'s  between  these  points.  These  figures  show 
that  the  induced  e.m.f  .'s  between  the  diametral  points  b-bi, 
a-Qiy  c-Ci  are  in  the  proper  three-phase  relation;  thus,  trans- 
formers of  the  proper  voltage,  frequency  and  phase  sequence 


Fig.  307.  Diagram  showing 
the  phase  relations  of  the 
induced  e.m.f/s  between 
diametral  taps,  b-bi  is  1 20° 
ahead  of  a-ai  which  is  120*^ 
ahead  c^i. 


Fig.  308.  Vector  diagram  of  in- 
duced e.m.f. 's  between  diametral 
tapping  points  on  the  converters 
of  Fig.  306.  Vector  b-bi  is  120** 
ahead  of  vector  a-ai  which  is  120° 
ahead  of  o-ci. 


may  be  placed  between  these  points,  and  the  machine  will 
then  operate  as  a  S3aichronous  motor  on  a  three-phase  line. 
We  merely  have  to  be  sure  that  the  sequence  of  the  posi- 
tive direction  through  the  secondaries  of  the  transformers 
is  the  same  as  that  of  the  induced  e.m.f .  in  the  armature,  as 
shown  in  Fig.  307  and  308.  Thus  the  vector  diagram  of  the 
voltage  relations  in  the  three-phase  line  of  Fig.  306  must  be 
that  of  Fig.  309  in  which  phase  B  leads  phase  A  by  120^, 
which  in  turn  leads  phase  C  by  120^.    Then  the  secondary 
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terminals  of  the  transformer  can  be  connected  diametrally 
to  the  armature  taps,  h-bi,  a-^i,  c-ciy  and  the  relation  of  the 
secondary  e.m.f.'s  also  will  be  represented  by  Fig.  307  and 
308.  Care  must  be  taken  in  making  the  transformer  con- 
nections so  that  the  sequence  of  phases  in  the  line  corresponds 
to  the  sequence  of  e.m.f  .'s  between  the  several  pairs  of  points 

to  which  the  transformers  are  attached. 
In  other  words,  the  transformer  B  can 
be  connected  to  the  points  b-bi,  A  to 
the  points  a-ai,  and  C  to  the  points 
c-Ciy  only  when  the  e.m.f.'s  across  the 
secondaries  of  transformers  B,  A  and  C 

-Q ^  have  the  same  value  and  sequence  as 

Fig.  309.    Vector  dia-  the  induced  e.m.f  .'s  between  the  points 
g«m  8^'»8  <^«  b-biy  a-niy  cr-ci. 

ofTT£ee-ph^^l^  Note  that  this  method  of  tapping  the 
to  be  connected  diam-  armature  and  connecting  the  trans- 
etraUy  to  converter  of  formers  divides  the  armature  into  six 

^'  phases  and  that  six  rings  are  required. 

Such  a  converter  is  called  a  six-phase  or  a  six-ring  converter. 
Fig.  310  shows  the  proper  connections  of  the  transformer 
secondary  terminals  to  the  rings.  Note  that  the  taps  which 
are  adjacent  on  the  armature  are  brought  out  to  adjacent  rings. 
E}ach  transformer  must  therefore  be  bridged  across  four  ring^; 
that  is,  when  a  terminal  of  a  transformer  is  brought  to  a  ring, 
the  other  terminal  skips  two  rings  and  is  brought  to  the 
fourth.  Each  transformer  is  connected  to  taps  which  are 
diametrally  opposite  to  each  other  just  as]  in  a  single-phase 
converter.  We  have  seen  that  the  maximum  alternating 
voltage  of  the  converter  between  these  taps  is  exactly  equal 
to  the  direct  e.m.f.  delivered  by  the  direct-current  brushes. 
Thus  the  maximum  voltage  of  each  transformer  must  equal 
the  direct  voltage  of  the  converter.  The  eflFective  voltage  of 
each  transformer  must  therefore  be  0.707  of  the  voltage 
at  the  direct-current  brushes  at  no  load,  or  0.71  at  full 
load. 
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Fig.  310.  Connection  of  tapping  points  of  armature  to  rings  and  of 
transformers  to  rings  for  the  six-phase  diametral  method.  When  one 
terminal  of  a  transformer  secondary  has  been  brought  to  a  ring,  the 
other  terminal  skips  two  rings  and  is  connected  to  the  fourth. 

Example  S.  A  6-ring  oonverter  diametrally  connected  to  three 
single-phafie  transformers  at  full  load  delivers  1000  kw.  at  600  volts 
direct  current.  The  converter  has  a  full-load  efficiency  of  d3  per 
cent,  at  unity  power-factor.    The  line  voltage  is  11,000. 

(a)  What  must  be  the  full-load  secondary  voltage  of  each  trans- 
former? 

(6)  What  must  be  the  voltage  ratio  of  each  transformer  if  the 
primaries  are  delta-ccmnected  to  the  line? 
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(c)   What  current  will  each  transformer  terminal  deliver  under 
these  conditions? 

Solution:  (a)  The  secondary  voltage  of  the  transformers  must 
equal  the  effective  value  of  the  diametral  induced  alternating  e.ni.f. 

E  =  0.71  X  600 
=  426  volts. 

(6)  The  voltage  ratio  of  each  transformer  must  be 

11^-258 
426    " 

(c)  At  unity  power-factor,  each  transformer  must  deliver 

Jof(^)kw.  =  358.4kw. 

At  unity  power-factor  each  transformer  must  deliver 

358,400 


426 


=  840  amp. 


Prob.  17-9.  Draw  a  diagram  similar  to  Fig.  310,  except  that 
the  primaries  of  the  transformers  are  to  be  star-connected  to  the 
transmission  line. 

Prob.  18-9.  Solve  Example  5  with  the  primaries  of  the  trans- 
formers star-connected  to  the  transmission  line. 

Prob.  19-9.  Replace  the  6-ring  converter  of  Example  5  with  the 
3-ring  converter  and  solve  (a),  (6)  and  (c)  in  Example  5.  Connect 
the  secondaries  of  the  transformers  in  stax  and  the  primaries  in  delta. 

Prob.  20-9.  It  is  desired  to  deliver  500  kw.  direct  current  at 
220  volts  from  the  brushes  of  a  6-ring  converter.  What  must  be  the 
kv-a.  capacity,  voltage  and  voltage-ratio  of  the  transformers  if 
they  are  to  be  diametrally  connected  to  the  converter  and  delta- 
connected  to  a  3-phase  2300-volt  line?  Power-factor,  96  per  cent, 
efficiency,  91  per  cent. 

Prob.  21-9.  Solve  Prob.  20  for  a  3-ring  converter  and  with  the 
transformers  star-connected  to  the  hne  and  delta-connected  to  the 
converter. 

129.  Double-delta  Connection.  In  the  double-delta 
scheme  of  connection,  advantage  is  taken  of  the  conunon 
practice  of  constructing  the  secondary  winding  of  a  trans- 
former in  two  equal  coils.    Leads  are  brought  out  from  both 
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terminals  of  each  coil.  Consequently  one-half  of  the  second- 
ary e.m.f.  can  be  impressed  across  part  of  the  converter 
armature  and  the  other  half  across  another  part.  Since  the 
e.m.f.'s  of  both  coils  are  in  phase  with  each  other,  the  coils 
must  not  be  connected  across  parts  of  the  armature  in  which 
the  induced  e.m.f.'s  differ  in  value  or  in  phase.  Otherwise, 
even  though  the  armature  were  revolving  in  synchronism 
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FiQ.  311.  Diagram  showing  the  double-delta  connection  of  the  two 
secondary  coils  of  transformer  C,  Coil  Cs  is  connected  to  the  taps  h 
and  a  in  the  direction  reversed  to  that  in  which  coil  Ci  is  connected 
to  the  taps  ai  and  6i. 

with  the  frequency  of  the  line,  one  coil  would  continually  be 
impressing  on  part  of  the  armature,  an  e.m.f .  which  was  out 
of  phase  with  the  induced  e.m.f .  of  that  part  of  the  armature. 
Consequently,  harmful  local  currents  would  flow  through  the* 
transformer  coil  and  part  of  the  armature. 

Thus  in  Fig.  311,  coil  Ci,  which  is  one-half  of  the  secondary 
winding  of  transformer  C,  is  impressed  across  the  taps  a  and 


614  ALTERNATING-CURRENT  ELECTRICITY 

b  of  the  converter  armature,  in  such  a  way  that  the  secondary 
e.mi.  tends  to  send  a  current  from  b  to  a  through  the  arma- 
ture windings. 

Now  coil  Ci,  the  e.m.f .  of  which  is  exactly  in  phase  with  the 
e.m.f.  of  coil  Ci,  must  be  connected  across  that  part  of  the 
armature  in  which  the  induced  e.m.f.  is  the  same  in  value 
and  in  phase  as  that  part  between  the  points  a  and  b.  But 
there  is  no  part  of  the  armature  in  which  the  induced  e.m.f. 
is  in  phase  and  has  the  same  value  as  the  e.m.f.  between  the 
points  b  and  a.  However,  the  e.m.f.  between  the  points  61 
and  Ui  has  the  same  value  as  that  between  b  and  a,  but  differs 
in  phase  with  it  by  180°,  because  when  the  induced  e.mi. 
tends  to  send  a  current  from  a  to  b,  at  that  same  instant  it 
tends  to  send  one  from  bi  to  ai,  which  is  in  the  reversed  direc- 
tion around  the  armature.  We  may  then  connect  the  coil  Ct 
in  the  reversed  direction  to  the  points  bi  and  ai,  so  that  while 
coil  Ci  tends  to  send  a  current  from  a  to  b,  coil  Ct  will  tend 
to  send  a  current  from  bi  to  ai.  Thus  the  e.m.f. 's  of  the  two 
transfornier  coib  tend  to  send  currents  in  opposite  directions 
around  the  armature.  They  are  opposed  in  this  tendency  by 
the  e.m.f.  induced  in  the  armature.  This  induced  e.m.f.  is 
at  every  instant  opposite  in  phase  to  the  impressed  e.m.f  .* 

Similarly,  coil  Bi  of  transformer  B  is  put  between  the  points 
dbf  and  coil  JBs  is  put  in  the  reversed  direction  across  the 
points  biCi.  Coil  Ai  of  transformer  A  is  connected  between 
the  points  ac,  and  coil  A2,  in  the  reversed  direction  between 
the  points  Ciai.  Thus  the  coils  Ai,  £1  and  Ci  are  connected 
to  the  armature  in  delta  with  the  phase  sequence  AiBiCi^  and 
the  coils  A%B%C%  are  connected  to  the  armature  in  the  reversed 
direction  in  delta  so  that  the  phase  sequence  reads  CAAt, 
In  this  way  we  have  a  double-delta  connection  with  the 

*  If  coil  Ct  were  not  joined  in  the  reversed  direction,  the  e.in.f .  of  coil 
Ci  and  Ct  would  combine  arithmetically  to  send  a  current  through  the 
parts  of  the  armature  ai6  and  061.  The  induced  e.mi.  in  these  bdng 
at  Q(f  to  this  impressed  e.mi.  would  offer  no  opposition  to  the  current 
flow  which  would  be  excessive  and  produce  little  or  no  torque.  Excess 
current  would  also  flow  in  ba  or  bioi. 
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positive  direction  of  the  phases  of  one  delta  reversed  with 
respect  to  the  other.  Fig.  312  shows  the  complete  connec- 
tions, minus  the  rings,  for  this  method  of  connecting  a  six-ring 
converter  to  a  three-phase  line.  Note  that  in  connecting 
the  coils  A%BtC%  in  delta,  it  was  necessary  to  make  the  con- 
nections such  that  the  positive  directions  produced  a  phase 
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Fig.  ^12.  Diagram  showing  the  double-delta  connection  of  three  trans- 
formera  to  a  six-ring  converter.  Note  that  the  phase  sequences  of  the 
two  deltas  are  reveroed  with  respect  to  each  other.  Thus  the  phase 
sequence  of  one  delta  is  AiBiCi  and  of  the  other  is  CsBsAt. 

sequence  of  AJS^t  in  the  transformers,  while  the  phase 
sequence  through  the  delta  connection  of  the  other  coils  was 
CiB\Ai.  The  voltage  between  any  two  taps  in  the  same 
delta,  as  between  a  and  6,  h  and  c,  c  and  a,  ai  and  bi,  etc.,  is 
merely  the  voltage  between  the  taps  (rf  a  three-ring  converter 
(see  Art.  126,  page  594). 

At  full  load  the  voltage  between  the  taps  on  a  three-ring 
converter  is  0.62   of  the  voltage  between  direct-current 
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brushes.  Thus  the  voltage  between  taps  a  and  6,  that  is, 
the  voltage  across  the  coil  Ci,  is  0.62  of  the  voltage  between 
the  direct-current  brushes.  Similarly,  the  voltage  across 
each  of  the  secondary  coils  is  0.62  of  the  voltage  between 
the  direct-current  brushes. 

The  diametral  and  the  double-delta  are  the  two  standard 
connections  to  six-phase  converters.  The  ''ring-connec- 
tion," which  is  sometimes  used,  is  described  in  Prob.  26-9. 
Of  the  two  standard  connections,  the  diametral  is  by  far  the 
more  conunon,  owing  to  its  simplicity,  certain  advantages 
which  it  possesses  in  starting  the  converter  on  the  alternating- 
current  side,  and  the  fact  that  the  central  points  of  the 
secondaries  are  all  at  the  same  neutral  potential.  This  last 
advantage  allows  these  points  to  be  joined  and  a  neutral 
wire  to  be  brought  out  to  form  a  three-wire  system  for  the 
direct-current  power.* 

Example  6.  A  six-ring  converter,  connected  double  delta  to 
three  single-phase  transformers,  at  fiill  load  delivers  1000  kw.  at 
600  volts.  The  converter  has  a  full-load  efficiency  of  93  per  cent 
while  operating  at  unity  power-factor.  The  line  voltage  is  11,000 
volts.     Compare  with  Example  5. 

(a)  What  is  the  full-load  secondary  voltage  of  each  transformer? 

(6)  The  primaries  are  delta-connected  to  the  line.  What  is  the 
voltage  ratio  of  each  transformer? 

(c)  What  ciirrent  does  each  transformer  coil  deliver  under  these 
conditions? 

Solution,  (a)  The  voltage  across  a  single  coil  of  each  trans- 
former is  0.62  of  the  voltage  between  the  direct-current  brushes. 

Voltage  of  one  coil  of  transformer  =  0.62  X  600  =  372  volts. 

If  the  two  coils  of  each  secondary  were  joined  in  series,  the 
secondary  voltage  would  be  2  X  372  =  744  volts. 

(6)  The  voltage  ratio  of  each  transformer  with  the  two  second 
aries  in  series  is, 

11,000 


744 


=  14.8. 


*  For  other  important  considerationB  in  the  choice  of  oonnecUons 
see  "American  Handbook  for  Electrical  Engineers,"  under  heading 
"  Transformer  Connections  for  Synchronous  Converter." 
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(c)  Input  at  unity  power-factor  and  93  per  cent  efficiency  eqiials 

1000 


0.93 


=  1075  kw. 


Each  coil  deliven 

i  of  1075  kw.  =  179.2  kw. 

Each  coil  must  deliver 

179,200 


372 


=  482  amperes. 
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Fig.  313.    Diagram  showing  the  method  of  making  the  ring  connection 
for  operating  a  six-phase  converter  on  a  three-phase  oystem. 

Prob.  28-0.  (Construct  a  diagram  similar  to  Fig.  312,  except 
that  the  primaries  of  the  transformers  are  to  be  joined  in  star  to  the 
main  line. 

Prob.  29-0.  Solve  Example  6  with  the  primaries  connected  in 
star  to  the  line  as  in  Prob.  22. 

Prob*  24-9.  What  will  be  the  voltage  across  the  direct-current 
brushes  of  a  six-ring  converter  double-delta  connected  to  the 
secondaries  of  three  transformers?  The  voltage  ratio  of  the  trans- 
formers is  30,  with  the  secondaries  in  series,  and  the  primaries  are 
connected  in  delta  to  a  three-phase  13,200-volt  line. 
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Prob.  36-9.    When  the  converter  of  Prob.  24  is  operating  at  0.95 
power-factor  and  90  per  cent  efficiency,  it  delivers  1000  amperes. 
What  current  will  each  transformer  coil  dehver  under  these  con-         ] 
ditions? 

Prob.  2G-9.  Fig.  313  shows  two  coils  of  a  transformer  arranged 
for  the  ring-connection,  which  is  a  scheme  sometimes  used.  Connect 
the  remaining  secondary  coils  to  the  converter. 

Prob.  27-9.  The  full-load  voltage  between  the  direct-current 
brushes  of  Prob.  26  is  660  volts,  when  the  converter  is  delivering  1000 
amperes  and  running  at  unity  power-factor.  The  alternating-cur^ 
rent  line  voltage  =  13,000  volts.  The  transformer  primaries  are 
deltarconnected.    Find: 

(a)  The  voltage  across  each  secondary  coil. 

(6)  The  voltage  ratio  of  the  transformers. 

(c)  Current  delivered  by  each  transformer  coil,  on  a  bads  of  92 
per  cent  efficiency  for  the  converter. 

130.  Motor  and  Generator  Actions  in  a  Converter.    At 

a  given  instant,  current  flows  from  an  alternating-current 
source  into  the  converter  armature  at  tap  a  and  out  at  tap  b. 
Fig.  314.  As  the  current  enters  at  a,  it  divides,  one  part 
flowing  through  the  upper  half  of  the  armature  winding  to 
tap  b  and  the  other  part  flowing  down  through  the  lower  half 
of  the  armature  winding  to  the  tap  6.  While  the  current 
which  flows  through  the  upper  half  of  the  armature  is  passing 
from  tap  a  to  brush  Bi,  it  is  flowing  in  the  same  direction 
as  the  induced  e.m.f .  of  that  part  of  the  circuit.  The  current 
from  tap  a  to  brush  Bi,  therefore,  produces  a  generator 
action  and  opposes  rotation  of  the  armature.  But  as  some 
of  this  current  also  flows  on  from  Bi  to  tap  &,  it  goes  in  the 
direction  opposite  to  the  induced  e.m.f.  in  this  part  of  the 
armature  and  thus  has  a  motor  effect,  assisting  rotation  of 
the  armature.  Similarly,  that  part  of  the  current  which 
enters  the  lower  half  of  the  armature  is  in  the  opposite  direc- 
tion to  the  induced  e.m.f .  as  it  flows  from  the  tap  a  to  the  brush 
Bt  and  therefore  produces  a  motor  action.  But,  some  of  it  in 
flowing  on  from  the  brush  Bt  to  the  tap  b  is  going  in  the  same 
direction  as  the  induced  e.m.f.  and  produces  a  generator 
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Fia.  314.  The  alternating  current  Altering  at  a  divides,  part  flowing 
up  to  £i  in  the  direction  of  the  iaduced  voltage  and  thus  producing  a 
generator  effect.  Some  of  this  part  of  the  current  flows  on  from  Bi  to 
point  6  against  the  induced  voltage,  thua  producing  motor  action. 
Similarly  the  other  part  of  the  current  entering  at  a  produces  both 
motor  and  generator  action. 


Fia.  3Ifi.  The  alternating  current  at  this  instant  enters  at  point  a  and 
fiowB  to  ptnnt  (  in  a  direction  everywhere  opposing  the  induced  e.m J. 
The  value  of  the  direct  current  flowing  through  the  aimature  in  the 
direction  is  very  amall  at  this  instant,  since  the  direct-current  brushes 
can  take  the  current  directly  from  the  rings.  Thus  the  motor  ^ect 
ifl  larger  than  the  generator  effect. 
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action.    There  is,  therefore,  both  motor  and  generator  action 
going  on  in  various  parts  of  the  armature  at  this  instant. 

At  a  later  instant,  as  shown  in  Fig.  315,  the  taps  a  and  b 
will  be  directly  under  the  brushes  B\  and  5»  respectively. 
Then,  if  the  power-factor  is  unity,  the  alternating  current 
supplied  will  be  at  its  maximum  value,  and  throughout  the 
entire  length  of  both  branches  of  the  armature  circuit  it  must 
flow  in  the  opposite  direction  to  the  induced  e.m.f.  Thus 
at  this  instant  the  total  effect  of  the  alternating  current  is  to 


Fia.  316.  At  this  instant  there  is  no  alternating  currrat  being  ddivered 
to  the  annature  windings  if  the  powerJactor  is  unity.  The  generator 
action  must  greatly  exceed  the  motor  action  and  tend  to  leaaen  the 
speed  of  rotation. 

drive  the  machine  as  a  motor,  and  the  armature  would  tend 
to  forge  ahead  because  the  motor  effect  exceeds  the  generator 
effect. 

At  a  quarter  of  a  period  later,  as  in  Fig.  316,  the  volt^e 
between  taps  a  and  b  is  zero,  and  the  current  received  from 
the  alternating-current  line  (at  unity  power-factor)  is  zero, 
and  thus  no  motor  or  generator  effect  is  supplied  from  the 
alternating-current  line.  At  this  instant,  if  the  converter 
is  supplying  direct  current,  it  tends  to  slow  down,  on  account 
of  the  excess  of  generator  action  within  the  annature.    For 
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this  reason,  a  single-phase  converter  is  very  unstable  and  tends 
to  hunt  somewhat  after  the  fashion  of  a  single-phase  syn- 
chronous motor  but  to  a  greater  degree.  Synchronous  con- 
verters are  therefore  usually  pol3rphasey  in  order  to  receive 
and  deliver  a  steady  flow  of  power. 

Of  course  the  current  flowing  in  any  armature  coil  will  be 
neither  the  alternating  current  supplied  by  the  rings,  nor  the 
direct  current  supplied  to  the  brushes,  but  a  combination  of 
the  two.  Since  the  amount  of  current  in  the  coils  deter- 
mines the  heating  of  the  armature,  and  this  in  turn  deter- 
mines the  kilovolt-ampere  rating  of  the  converter,  it  is 
essential  that  we  investigate  the  heat  produced  in  certain 
typical  armature  coils. 

RELATIVE  CAPACITY  OF  TWO-,  THREE-  AND 

SIX-RING  CONVERTER 

131.  Capacity  of  a  Two-ring  Converter.  It  is  customary 
to  compare  the  capacity  of  a  machine  used  as  a  converter  with 
the  capacity  which  it  would  have  if  used  as  a  direct-current  gen- 
erator under  the  same  conditions,  such  as  speed  and  voltage. 

The  capacity  of  most  electrical  machines  is  limited  only 
by  the  temperature  to  which  the  various  parts  of  the  ma- 
chine may  be  allowed  to  rise  with  safety.  In  the  converter, 
the  heating  effect  of  the  current  upon  certain  armature  coils 
limits  the  capacity.  Accordingly,  in  order  to  compare  the 
capacity  of  a  machine  as  a  converter  of  a  particular  type 
with  its  capacity  as  a  direct-current  generator,  it  is  only 
necessary  to  compare  the  respective  loads  which  will  produce 
the  same  effective  currents  or  the  same  rate  of  heating  in  the 
hottest  armature  coils. 

We  will  consider  first  the  case  of  a  two-ring  converter  as 
illustrated  by  Fig.  315,  which  is  a  copy  of  Fig.  301.  Let  us 
assume  that  as  a  two-ring  converter,  it  is  capable  of  deliver- 
ing 1000  amperes  direct  current  at  120  volts. 

The  voltage  between  the  alternating-current  rings  then 
will  be  0.707  X  120  or  84.8  volts.    In  order  to  simplify  the 
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computation,  we  will  assume  at  first  that  there  are  no 
losses. 

At  unity  power-factor,  the  alternating  current  received  by 
the  rings  would  be 

J  _  1000  X  120 
84.8 
=  1414  amp. 

We  wiU  now  consider  the  current  flowing  under  these  con- 
ditions in  typical  coils  of  the  armature. 

Coil  Midway  between  Taps.  Consider  first  the  current  in  a 
coil  which  is  midway  between  the  alternating-current  taps 
a  and  b.  This  would  be  such  a  coil  as  No.  6  of  Fig.  315, 
which  represents  this  converter  running  at  synchronous 
speed  and  deUvering  1000  amperes  from  the  direct-current 
brush  Bi.  Of  this  1000  amperes  direct  current,  each  of  the 
two  paths  of  the  armature  contributes  one-half  or  500 
amperes.  Thus,  while  coil  No.  6  was  passing  the  iS-pole  it 
would  be  carrying  a  current  of  500  amperes  flowing  in  one 
direction,  and  while  it  was  passing  the  i^-pole  it  would  be 
carr3ring  500  amperes  flowing  in  the  opposite  direction. 
Therefore  at  all  instants  except  at  those  two  when  the  coil 
No.  6  was  being  short-circuited  by  the  brushes  it  would  be 
carrying  500  amperes.  At  these  two  instants,  as  shown  in 
Fig.  316,  the  current  in  the  coU  drops  to  zero  and  is  started 
in  the  reversed  direction.  Fig.  317  represents  the  current  in 
coil  No.  6  throughout  a  complete  cycle.  Note  that  at  the 
instants  the  coil  passes  under  the  brushes  Bi  and  Bt  the  cur- 
rent drops  to  zero  and  reverses  its  direction.  At  all  other 
times  it  has  a  value  of  500  amperes. 

But  in  addition  to  this  500-ampere  current  which  is  de- 
livered to  the  direct-current  brushes,  there  is  also  the  current 
which  the  coil  receives  from  the  alternating-current  rings. 

We  have  seen  that  when  the  machine  is  running  at  S3ni- 
chronous  speed,  the  impressed  alternating  voltage  is  greatest 
whenever  the  alternating-current  taps  are  under  the  brushes. 
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At  unity  power-factor  the  alternating  current  would  also  be 
greatest  at  this  instant,  since  the  current  would  be  in  phase 
with  the  pressure.  Thus  the  alternating  current  in  coil  No.  6 
would  be  greatest  at  the  instant  shown  in  Fig.  315.  Note, 
however,  that  this  alternating  current  which  is  driving  the 
machine  would  be  in  the  opposite  direction  to  the  induced 


Fig.  317.  The  direct  current  in  coil  No.  6  of  Fig.  315.  It  is  zero  as  the 
coil  passes  under  brush  Bij  and  then  becomes  500  amperes  and  remains 
500  amperes  until  the  coil  passes  under  brush  Bi.  Here  the  current 
again  becomes  zero,  but  rises  to  500  amperes  in  the  opposite  direction 
as  soon  as  the  coil  leaves  the  brush.  It  maintains  this  current  until 
the  coil  again  comes  imder  brush  B2,  where  the  current  again  becomes 
zero. 

e.m.f.  and  to  the  direct  current  which  the  coil  is  delivering. 
When  the  coil  has  passed  through  a  quarter  of  a  cycle,  as 
shown  in  Fig.  316,  the  alternating  voltage  and  current  be- 
tween the  tapping  points  a  and  b  has  become  zero.  The 
alternating  current  in  coil  No.  6  would  therefore  be  zero  at 
this  instant.  Notice  that  just  at  this  instant  coil  No.  6  is 
passing  beneath  brush  Si.  As  the  armature  continued  to 
revolve,  the  alternating  current  in  coil  No.  6  would  rise  to  a 
maximum  in  the  opposite  direction,  and  gradually  decrease 
to  zero  again  as  the  coil  came  under  brush  B2.  Note  that  the 
alternating  current  in  coil  No.  6  is  zero  at  the  same  instant 
that  the  direct  current  is  zero,  and  that  at  all  other  times  the 
alternating  current  is  opposite  in  direction  to  the  direct 
current  in  the  coil. 

Fig.  318  shows  the  alternating  current  flowing  in  coil  No.  6 
throughout  one  cycle.  Assuming  no  losses  in  the  machine, 
we  have  seen  that  the  effective  value  of  the  alternating  cur- 
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rent  is  1414  amperes.     Since  this  flows  in  two  parallel  paths 

in  the  armature,  the  effective  current  in  each  path  and  there- 

1414 
fore  in  coil  No.  6  equals  — x—  =  707  amperes.     The  maxi- 


mum value  of  this  current  equals 


707 
0.707 


or  1000  amperes. 


Thus,  in  Fig.  318,  the  alternating  current  in  coil  No.  6  is  zero 


Fig.  318.  When  the  power-factor  is  unity,  the  alternating  current  of 
sine  wave-form  flowing  through  coil  No.  6  of  Fig.  315,  the  midcoil, 
is  zero  as  the  coil  passes  under  brush  B2,  rises  to  a  maximum  of  1000 
amperes  as  the  coil  passes  the  center  of  the  S  pole,  and  then  decreases 
until  it  is  zero  again  as  the  coil  reaches  brush  Bi.  The  current  now  re- 
verses and  grows  to  a  maximum  value  of  1000  amperes  in  the  opposite 
direction  as  the  coil  passes  the  center  of  the  iV-pole  and  decreases  to 
zero  when  the  coil  passes  under  brush  Bt  again. 

while  the  coil  is  under  brush  S2,  rises  to  1000  amperes  in  a 
direction  opposite  to  the  direct  current  as  the  coil  passes  the 
S-pole  and  falls  to  zero  when  it  passes  under  brush  Bi.  Here 
the  current  reverses,  and  then  gradually  increases  in  the 
opposite  direction,  until  it  becomes  1000  amperes  as  the  coil 
piisscs  the  center  of  the  iV-pole,  dropping  to  zero  again  as  the 
coil  comes  under  brush  B^. 

The  resultant  of  this  alternating  current  and  the  direct 
current  must  be  the  current  flowing  in  the  coil  No.  6.    Fig. 
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319  shows  the  peculiar  shape  that  this  resultant  current  curve 
will  have.  It  is  merely  the  direct-current  curve  of  Fig.  317 
with  the  alternating-current  curve  of  Fig.  318  algebraically 


+500 


—600- 


FiG.  319.  The  resultant  current  flowing  in  the  midcoil  of  a  two-ring 
converter  is  merely  the  sum  of  the  direct  current  of  Fig.  317  and  the 
alternating  current  of  Fig.  318. 

added  to  it.    The  value  of  the  resultant  current  at  any  in- 
stant can  be  found  from  the  equation  for  this  curve. 

U  =  Id  —  Im  sin  <t>y 


where    u 
h 

Im 


the  instantaneous  resultant  current, 
the  direct  current  =  500  amperes. 
=  the  maximum  value  of  the  alternating  current 
=  1000  amperes. 
4>  =  time  angle  through  which  alternating  current 
has  passed,  counted  from  instant  when  coil 
passes  brush  J?2. 
Then      t«  =  500  -  1000  sin  </>. 

The  heating  of  this  armature  coil  would,  of  course,  be 
proportional  to  the  average  of  the  squares  of  all  the  valuer  of 
this  resultant  current,  as  shown  by  the  curve  in  Fig.  320. 
This  average  value  of  the  squares  of  the  instantaneous  values 

m 

of  the  resultant  current  may  be  found  by  means  of  a  plani- 
meter  if  the  curve  is  drawn  to  scale,  and  is  equal  to  113,000. 
The  heating  effect  of  the  direct  current  alone  would  be  pro- 
portional to  500*  =  250,000.    Thus  coil  No.  6  would  be 
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113  000 
heated  nrjr\c\[\[\  ^^  ^-^52  as  rapidly  when  the  machine  is  used 

as  a  converter,  as  it  would  be  when  the  machine  is  used  as  a 
direct-current  generator,  delivering  the  same  load. 


SSO,000 


Fia.  320.  The  square  of  the  curve  of  the  resultant  current  in  the  mid- 
coil.  The  heating  of  the  coil  will  be  proportional  to  the  average 
height  of  this  curve. 

132.   Heating  of  Coil  at  Tapping  Point.     If  we  examine 

the  current  conditions  in  a  coil  at  one  of  the  tapping  points 
as,  for  instance,  coil  No.  1  of  Fig.  315  and  316,  we  see  that  the 
alternating  current  supplied  to  it  is  greatest  (1000  amperes) 
just  as  this  coil  comes  under  the  brushes.  The  direct  current 
at  this  instant  is  just  changing  its  direction  and  is  therefore 
zero,  as  Fig.  315  shows.  A  quarter  of  a  revolution  later, 
when  coil  No.  1  has  reached  the  position  shown  in  Fig.  316, 
the  alternating  current  has  become  zero,  though  the  direct 
current  is  500  amperes. 

Thus  the  direct  and  alternating  currents  in  coil  No.  1  can 
1x5  said  to  be  90°  out  of  phase  and  can  be  represented  by  the 
dash- line  curves  of  Fig.  321.  Note  that  in  this  coil  the  alter- 
nating current  flows  against  the  direct  current  one-half  the 
time  and  flows  with  it  the  other  half.  This  produces  the 
peculiar  resultant  curve  shown  by  the  heavy  line  of  Fig.  321. 
Note  that  it  rises  at  instants  to  1500  amperes. 

If  we  square  the  instantaneous  values  of  the  current  on 
this  curve,  we  find  that  their  average  value  is  750,000.  The 
square  of  the  direct  current  in  this  coil  is  500*  or  250,000. 
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This  coil  is  therefore  being  heated  n^Jru^r,  or  3  times  as  much 

zou,uuu 

as  though  the  machine  were  merely  a  direct-current  generator 

of  the  same  capacity. 

Treating  coils  No.  2,  No.  3,  No.  4  and  No.  5  in  the  same 

way  and  averagingtheir  relative  heating  effects,  together 


•tuoo 


41000 


Fig.  321.  The  curve  of  resultant  current  in  coil  No.  1  at  the  tapping 
point  of  a  two-ring  converter  is  the  heavy  line  and  is  the  sum  of  the 
direct-current  curve  and  the  altemating-ciurent  curve  shown  in  dash 
lines. 


with  those  of  coils  No.  6  and  No.  1,  we  find  that  the  total  or 
average  heating  effect  of  a  machine  used  as  a  two-ring  con- 
verter is  approximately  1.38  times  as  much  as  when  used  as 
a  direct-current  generator  delivering  the  same  current  and 
voltage.  As  a  direct-current  generator,  it  can  thus  deliver 
Vl.38  or  1.17  times  the  current  it  can  deliver  as  a  two-ring 
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converter.*    Or  as  a  converter  it  can  deliver  only  --— =  or 

0.85  as  much  current  it  could  be  permitted  to  deliver  if 
operated  as  an  engine-driven  direct-current  generator. 

That  is  to  say,  neglecting  all  losses,  a  two-ring  S3mchronous 
converter  has  0.85  as  great  power  capacity  as  it  would  have 
if  used  as  a  direct-current  generator  of  the  same  terminal 
voltage. 

133.  Capacity  of  a  Three-ring  Converter.  We  can 
investigate  the  three-ring  converter  in  a  similar  manner. 
Referring  to  Fig.  303,  we  see  that  coil  No.  6  is  the  midcoil 
between  taps  a  and  b.  The  applied  alternating  e.m.f .  in  this 
phase  is  at  its  maximum  when  coil  No.  6  is  in  the  position 
of  Pig.  303,  and  since  it  furnishes  the  motor  current,  the 
impressed  e.m.f.  must  be  in  the  opposite  direction  to  the 
induced  e.m.f.  The  alternating  current  in  coil  No.  6  there- 
fore opposes  the  direct  current  and  reaches  its  maximum  90 
electrical  degrees  (in  this  case  90  space  degrees  also)  after  the 
coil  passes  under  the  brush  ft.  One-quarter  period  later, 
the  alternating  current  in  the  coil  will  become  zero,  but 
during  these  90  degrees  the  coil  will  have  passed  from  its 
position  in  Fig.  303  to  a  position  directly  above  brush  Bi  and 
thus  the  direct  current  will  also  become  zero  at  this  instant. 
The  alternating  current  and  the  direct  current  are  thus 
always  opposed  to  each  other.  Fig.  322  shows  these  two 
currents  by  the  dash-line  curves.  The  full-line  curve  repre- 
sents the  resultant  current  in  coil  No.  6  when  the  armature 
is  tapped  for  three  rings.  Note  that  it  has  the  same  shape 
as  the  resultant  current  in  the  same  coil  when  the  armature 
was  tapped  for  two  rings  as  shown  in  Fig.  319.  The  loops 
and  consequently  the  effective  value  are  much  smaller,  how- 
ever, due  to  the  smaller  current  taken  at  each  ring  for  the 
same  direct-current  output. 

*  In  other  words,  the  average  effective  value  of  the  resultant  curr^its 
in  all  the  coils  is  1.17  as  great  as  the  direct  current  which  the  converter 
is  delivering. 
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Fig.  322.  The  heavy  line  represents  the  resulting  current  in  the  mid- 
coil  of  a  three-phase  converter.  This  current  is  made  up  of  curves 
of  the  direct  current  and  the  alternating  current  shown  as  dotted 
lines.  Compare  with  Fig.  310  which  shows  the  current  in  the  midcoil 
of  a  single-phase  converter. 

The  output  and  the  input  (assuming  no  losses  and  unity 
power-factor)  each  equals 

120  X  1000  =  120,000  watts. 

Voltage  between  rings  A  and  B  or  taps  a  and  b 

=  120  X  0.612 
=  73.4  volts. 

Since  power  in  a  three-phase  circuit  =  1.73  EI  cos  6,  and 
cos  0  here  equals  1.0, 

^    .  120,000 

current  per  nng  =  ^  ^3  ^  ^3  ^ 

=  943  amperes. 

The  current  in  each  phase  of  the  delta-connected  armature 
of  Fig.  303 

^943 
1.73 
=  545  amperes. 
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The  maximum  value  of  the  alternating  current  in  coil  No.  6 
thus  _   545 

"0J07 

=  770  amperes. 

This  is  the  value  used  for  the  alternating-current  curve  of 
Fig.  322.  The  direct  current,  of  course,  has  the  same  value 
of  500  amperes  as  in  the  previous  curves. 

To  find  the  heating  effect  of  the  resultant  current  in  coil 
No.  6  we  merely  have  to  square  the  curve  of  Fig.  322  and 
find  the  average  value  as  we  did  for  the  curve  of  squares  in 
Fig.  320.  This  average  value  amounts  to  56,000.  The 
square  of  the  direct  current  =  250,000.    Thus  coil  No.  6  in 

this  case  develops  heat  only  ognnn/i  or  0.224  as  fast  as  it 

zou,uuu 

would  if  the  machine  were  used  as  a  direct-current  generator 

for  the  same  output. 

134.  Heating  of  Coil  at  Tapping  Point  Three-phase 
Converter.  In  the  same  way  we  can  investigate  coil  No.  2 
of  Fig.  303,  which  is  at  a  tapping  point.  The  alternating 
current  is  at  a  maximum  in  this  coil  as  it  is  situated  in  Fig. 
303.  Thus  the  maximum  occurs  30  electrical  degrees  after 
it  has  passed  under  brush  B^, 

The  curves  of  the  alternating  current  and  of  the  direct 
current  in  coil  No.  2  are  shown  by  dash  lines  in  Fig.  323, 
together  with  the  resultant  current  curve  in  full  line.  Note 
that  it  has  the  same  general  shape  of  the  resultant  current 
in  an  armature  coil  at  the  tapping  point  of  a  two-ring  con- 
verter, as  shown  in  Fig.  321,  except  that  its  corresponding 
values  are  smaller,  on  account  of  the  smaller  alternating 
current  in  the  coils  of  a  three-ring  converter. 

To  find  the  heating  effect  of  this  resultant  current  we 
square  the  instantaneous  values  of  this  current  and  average 
them  as  in  previous  cases. 

This  average  of  the  square  of  the  currents  =  301,000. 

This    coil   therefore    heats   ocn^n/v^  =  or    1.20    times    as 

ZdU,UUU 
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fast  as  when   the  machine  is  used   as   a   direct-current 
generator. 

Treating  the  rest  of  the  coils  of  phase  ab,  Fig.  303,  in  the 
same  way,  and  averaging  the  relative  heating  effects  of  all 
the  coils  of  this  phase,  we  find  that  the  average  heating  effect 
of  a  machine  used  as  a  three-ring  converter  is  approximately 
0.57  of  what  it  would  be  if  used  as  a  direct-current  gener- 


FiG.  323.  The  current  curve  in  the  tap  coil  of  a  three-ring  three-phase 
converter.  Compare  with  the  current  in  the  tap  coil  of  a  two-ring 
converter  aa  shown  in  Fig.  321. 


ator  delivering  the  same  current.  As  a  direct-current 
generator  it  can  thus  deUver  VO.57  or  0.756  of  the  current  it 
can  deliver  as  a  three-ring  converter,  since  the  heating  is 
proportional  to  the  square  of  the  current.* 

Therefore,  as  a  three-ring  converter,  it  can  deliver  ^rn™  or 

1.32  times  the  current  it  can  deliver  as  a  direct-current 
generator. 


*  In  other  words,  the  effective  value  of  the  resultant  current  in  the 
armature  is  0.756  of  the  direct  current  delivered  from  the  terminals. 
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136.  Capacity  of  a  Six-ring  Conyerter.  Using  the  same 
methods,  we  find  that  if  six  rings  are  used,  the  machine  can 
deliver  1.97  times  the  power  that  it  can  deUver  as  a  direct- 
current  generator. 

f^  1 97 

Thus  a  machine  fitted  up  as  a  six-ring  converter  has  j^^z 

U.o9 

or  2.32  times  the  capacity  that  it  would  have  as  a  two-ring 

1  97 
converter,  and  r^  or  1.49  times  what  it  would  have  as  a 

three-ring  converter.    Accordingly,  if  the  converter  in  the 

example  which  we  have  been  using  for  our  investigation  can 

deUver  1000  amperes  at  120  volts  when  fitted  with  two  ringB, 

1.32 
it  could  deUver  jr^  times  as  much  current,  or  1550  amperes 

when  fitted  with  three  ring^,  and  2320  amperes  when  fitted 
with  six  rings,  —  as  far  as  the  heatiag  of  the  armature  coils 
is  concerned.  Of  course  a  much  larger  commutator  and 
more  brush  area  would  be  required  for  the  increased  cur- 
rent output.  Converters  of  500-kw.  capacity  or  over  are 
commonly  built  with  six  rings;  the  smaller  sizes,  with  three. 

The  eflfect  of  lower  power-factor  in  decreasing  the  capacity 
of  a  converter  can  be  determined  by  merely  repeating  the 
above  curves  and  computations  for  the  same  machine 
operated  at  any  power-factor  less  than  unity.  It  will  be 
seen  from  the  results  of  Prob.  28-9  that  when  the  power- 
factor  on  the  converter  of  Fig.  303  is  reduced  to  87  per  cent 
and  the  machine  is  compelled  to  deliver  the  same  direct- 
current  load  of  1000  amperes  at  120  volts,  it  greatly  increases 
the  effective  current.  A  very  slight  decrease  in  the  power- 
factor  will  cause  a  large  increase  in  the  current  and  PR  loss 
in  the  conductors  near  one  side  of  the  tapping  points,  and  a 
decrease  in  the  current  and  PR  loss  in  the  corresponding 
conductors  on  the  other  side  of  the  tapping  points. 

The  following  table,  taken  from  the  ''American  Handbook 
for  Electrical  Engineers/'  summarizes  the  current,  voltage  and 
output  relations  between  the  various  converters  and  a  direct- 
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current  generator.*  The  last  two  lines  show  the  relative 
capacity  of  converters  with  different  numbers  of  rings  with 
the  same  total  or  average  armature  heating,  when  run  at 
unity  power-factor  and  at  87  per  cent  power-factor. 

TABLE  II 
Voltage,  Current  and  Output  Ratios 


Converters. 

TV.r! 

genera- 
tor. 

2-ring. 

3-ring. 

4-ring. 

0-ring 
diam- 
etral. 

6-rinc 

double 

delta. 

la-ring. 

D-C.  volts 

100 

100 

100 

100 

100 

100 

100 

A-C.  volts  between 

lines 

■     •     •     • 

71 

61.2 

71 

71 

61.2 

71 

A-C.  volts  between 

rings 

»     >     •     ■ 

71 

61.2 

50 

35 

35 

18 

D-C.  amperes 

100 

100 

100 

100 

100 

100 

100 

A-C.  amp.  in  line  . 

•     ■     •     • 

141 

94 

71 

47 

47 

24 

A-C.  amp.  in  wind- 
ing  

•    •    •    ■ 

100 

71 
137 

55 
55 

50 
37 

47 
26 

47 
26 

45 
20 

Relative  PR  loss. 

Relative  output, for 

same  heat  ins,  uni- 
ty   power -factor 

100 

85 

134 

165 

197 

197 

224 

87%  power-factor. 

■     •     ■     ■ 

•   •  •  « 

99 

115 

129 

129 

135 

Prob.  28-9.  Assume  that  the  three-ring  converter  of  Fig.  303  is 
delivering  1000  amperes  at  120  volts,  but  that  it  is  running  at  87 
per  cent  power-factor.  Plot  current  curves  for  the  middle  coil 
No.  6  similar  to  those  in  Fig.  322,  and  the  curve  of  squares  similar 
to  Fig.  320.  Determine  the  average  heating  of  coil  No.  6.  Com- 
pare with  heating  of  coil  when  machine  is  used  as  a  direct-current 
generator  delivering  same  current. 

Prob.  29-9.  Repeat  Prob.  28,  for  the  tap  coils  No.  2  and  No.  10, 
Pig.  303. 


The  expression 


/-^•k) 


is  the  ratio  of  the  capao- 


-0.62 


ity  of  a  machine  used  as  a  converter  at  unity  power-factor  to  the  capacity 
the  same  machine  used  as  a  direct-current  generator.  The  symbol  n 
stands  for  the  number  of  rings.  It  gives  values  slightly  below  those  in 
the  table. 
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Prob.  30-9.  Repeat  Prob.  28  for  coils  No.  4  and  No.  5,  and  No. 
3  and  No.  11,  Fig.  303. 

Prob.  Sl-9.  From  data  obtained  in  text  and  above  problems^ 
compare  by  averaging  the  heating  effect  of  all  coils  in  one  phase 
capacity  of  this  converter  when  running  at  87  per  cent  power- 
factor,  with  its  capacity  at  unity  power-factor.  Compare  with 
data  in  Table  II. 

136.  Rating  of  Converters.  Overload.  The  rating  of 
an  electrical  machine  is  the  output  marked  on  the  rating 
plate,  and  is  based  on  the  maximum  load  which  can  be  taken 
from  the  machine  without  exceeding  the  standard  tempera- 
ture rise  under  certain  standard  test  conditions.  Converters 
are  rated  on  the  same  basis  as  alternating-current  generators. 
See  A.I.E.E.  Standardization  Rules  as  revised  to  July,  1915. 

Converters  built  for  railway -substations  must  be  able  to 
stand  momentarily  a  large  overload.  Accordingly,  these 
converters,  generally  of  the  25-cycle  type,  are  rated  so  that 
they  can  deliver  twice  normal  load  for  one  minute,  and  one 
and  one-half  normal  load  for  two  hours  without  exceeding 
the  specified  standard  temperature  rise,  and  with  no  serious 
sparking  at  the  brushes. 

The  fact  that  the  alternating  current  and  the  direct  current 
oppose,  and,  to  a  large  extent,  neutralize  each  other  explains 
the  moderate  heating  at  these  overloads.  The  excellence  of 
commutation  is  explained  as  follows.  In  Art.  10  we  learned 
that  in  polyphase  alternators  the  shifting  of  the  magnetic  flux 
due  to  armature  reaction  was  steady  and  toward  the  trailing 
pole-tip.  A  converter  is  merely  an  alternator  used  as  a  syn- 
chronous motor,  the  direction  of  current  relative  to  induced 
e.m.f .  and  field  poles  being  opposite  to  the  direction  in  the  gen- 
erator. Thus  the  shift  of  the  magnetic  flux  due  to  the  alterna- 
ting current  would  be  steady  and  toward  leading  pole-tip.  The 
shift  due  to  the  direct  current,  which  the  machine  might  be 
delivering,  would  be  steady  and  toward  the  trailing  pole-tip. 
Since  the  alternating  current  is  always  practically  proportional 
to  the  direct  current,  each  tends  to  shift  the  flux  almost  an 
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equal  amount,  but  in  opposed  directions.  Thus  the  axis  of 
sparkless  commutation  would  be  practically  the  same  from  zero 
load  to  the  limiting  overload.*  Recent  improvements  have 
put  the  60-cycle  converter  on  a  par  with  the  25-cycle  in  the 
matter  of  ruggedness,  simplicity,  cost  of  operating  and  ability 
to  carry  overload. 

137.  Voltage  Variation  in  a  Converter.  Regulation. 
Owing  to  the  resistance  of  the  armature  and  brushes,  the 
full-load  voltage  of  a  converter  is  somewhat  less  than  the 
no-load  voltage.  But  just  as  the  heating  of  a  converter  is 
less  than  the  heating  of  a  direct-current  generator  delivering 
the  same  load,  so  the  regulation  is  also  less.  This  is  due  also 
to  the  opposing  voltage  drops  in  the  armature  and  the 
opposing  armature  reactions  of  the  direct  and  the  alternating 
components  of  the  armature  current. 

For  example,  the  armature  resistance  of  a  certain  14-pole 

250-volt  300-kw.  60-cycle  converter  was  found  to  be  0.00264 

ohm  when  measured  on  the  direct-current  side.    When  deliv- 

300  000 
ering  full-load  current  of     ^L.     or  1200  amperes  the  drop 

due  to  armature  resistance  would  be  found  as  follows. 

We  have  seen  in  Art.  133  that  the  effective  values  of  the 
resultant  currents  carried  by  the  armature  coils  in  a  three- 
ring  converter  equals  0.75  of  the  direct  current  delivered  by 
the  converter. 

Effective  armature  current,  thus 

=  0.75  X  1200 
=  900  amperes. 

The  average  IR  drop  in  armature,  therefore, 

=  900  X  0.00264  (approximately) 
=  2.4  volts. 

*  Afl  seen  in  Art.  9,  there  is  a  double  frequency  variation  in  the 
armature  reaction  of  a  single-hhase  alternator.  This  causes  poorer 
commutation  in  single-phase  converters,  and  offers  another  reason  why 
single-phase  converters  are  seldom  used* 
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The  IR  drop  at  the  direct-current  brushes,  in  modem  con- 
verters, averages  about  2  volts  for  the  sets  of  both  polarity 
taken  together.* 

The  total  drop  at  full  load  thus  equals 

2  +  2.4  =  4.4  volts. 

44 
Regulation  =  -^^  =  1.8  per  cent. 

This  is  a  fair  value  for  the  regulation  in  the  best  types  of 
separately  excited  converters. 

When  the  converter  is  used  on  a  transmission  S3rstem  with 
step-down  transformers,  the  drop  at  the  direct-current 
brushes  due  to  the  transformer  resistance  and  to  the  line 
resistance  between  the  transformers  and  the  converter  is 
usually  something  over  3  per  cent  of  the  full-load  voltage. 
Thus  the  usual  regulation  is  about  5  per  cent  on  standard 
substation  converters. 

138.  Voltage  Variation  in  Converters.  Pulsation.  The 
voltage  between  the  direct-current  brushes  of  a  converter 
is  never  quite  steady.-  In  addition  to  the  regulation,  or  the 
variation  in  voltage  from  no  load  to  full  load,  there  is  also  a 
periodic  voltage  variation  which  takes  place  with  no  chang- 
ing of  the  load. 

In  Fig.  301,  it  is  seen  that  at  this  instant  the  current  goes 
directly  from  the  rings  to  the  brushes  without  going  through 
the  armature.  The  voltage  across  the  brushes  is  thus  the 
maximum  alternating  voltage  minus,  of  course,  the  drop  in 
the  brushes.  In  Fig.  302,  one-quarter  of  a  cycle  later,  the 
rings  are  delivering  no  current,  so  the  armature  windings  are 
carrying  a  direct  current  only,  which  flows  from  8%  to  Bi 
through  the  two  paths  in  the  armature.  The  brush  voltage 
has  therefore  become  the  induced  voltage  (equal  to  the  maxi- 
miun  alternating  voltage)  minus  the  IR  drop  of  the  armature 
at  this  instant,  as  well  as  the  drop  in  the  brushes.  Thus  the 
voltage  at  the  direct-current  brushes  has  a  pulsation  back 
and  forth  twice  during  every  cycle  equal  to  the  IR  drop  in 

*  Ban  and  Archibald,  "AltematiDg  Cunent  Machinery,"  pages 
441-451. 
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the  armature  when  the  full  direct  current  is  flowing  through 
it.  Due  to  the  armature  reaction  of  double  frequency  and 
the  alternate  motor  and  generator  effect,  this  pulsation  is 
quite  serious  in  a  single-phase  converter,  but  becomes  less  and 
less  as  more  rings  are  added,  being  practically  negligible  in  a 
six-ring  converter.  This  fact  is  brought  out  very  forcibly 
in  Kg.  324, 325  and  326,  which  show  actual  oscillograms  of  the 
voltage  at  the  direct-current  brushes  of  a  converter  when  oper- 
ated as  a  single-phase,  a  two-phase  and  a  three-phase  machine. 

139.  Voltage  Control  of  Converters.  It  has  been  stated 
that  the  alternating  characteristics  of  a  converter  are  those 
of  a  synchronous  motor.  It  will  be  remembered  that 
strengthening  the  field  current  of  a  synchronous  motor 
merely  causes  the  armature  to  take  a  leading  current.  We 
would  naturally  suppose  that  the  field  flux  would  be  increased 
by  a  larger  field  current,  but  the  leading  armature  current  so 
reacts  on  the  field  flux  that  it  remains  practically  the  same 
strength  as  before  the  field  current  was  increased.*  Similarly 
lessening  the  field  current  merely  causes  a  component  of  the 
armature  current  to  lag  and  the  resulting  armature  reliction 
holds  the  field  flux  up  to  its  former  value.  As  the  movement 
of  the  rotor  is  always  in  synchronism  with  the  frequency  of 
the  line,  and  as  changing  the  field  current  does  not  change  the 
amount  of  the  flux,  it  is  evident  that  the  induced  e.m.f.  in 
the  armature  must  remain  practically  constant  throughout 
any  change  in  the  field  current.  Thus  the  voltage  of  a  con- 
verter cannot  be  controlled  by  any  field  control  of  machine. 

But  it  is  often  desirable,  especially  in  railway  work,  to 
raise  the  direct  voltage  at  a  converter  substation  when  the 
load  is  heavy,  in  order  to  keep  the  voltage  normal  at  the  far 
end  of  the  line. 

There  are,  in  common  practice,  five  ways  of  accomplish- 
ing this,  all  of  which,  except  one,  depend  upon  increasing  the 
voltage  at  the  alternating-current  rings.  Since  the  ratio  of 
the  direct  to  the  alternating  voltage  is  practically  constant, 
this  increase  of  the  alternating  voltage  raises  the  direct  voltage. 

*  See  Chapter  I  and  Chapter  VIII  on  Synchronous  Motors. 
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Fia.  324.  OscilloKrams  of  single-phase  operation  of  a  Hynchroiioua 
converter,  4  poles,  60  cycles,  10  kw.,  110  volts  (d-c.).  OtaUogramt 
funtuhed  by  Mr.  C.  W.  Baiea. 


Pia.  325.  Oscillograms  of  the  converter  oC  Fig.  324  operated  as  a  two- 
Note  that  the  direct  voltage  is  much  leas  fluctuate 
OscUlogTams  fumiehtxt  by  Mr.  C.  W.  Saiet. 


Fio.  326.  Operation  of  the  converter  ot  Fig.  324  as  a  three-phase  three- 
/erler.  Note  that  the  direct  voltage  fluctuates  even  less  than 
o-|jhaHe  operation.   OncUlograna  furnished  by  Mr.  C.  W.Balea. 
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First  Extra  taps  on  the  transformers.  A  number  of  taps 
on  the  secondary  of  the  transformers  are  brought  out  to 
switches.  The  converter  runs  on  the  intermediate  taps  at 
the  smaller  loads,  but  as  the  load  increases  and  the  brush 
voltage  falls,  the  rings  are  switched  to  the  higher-voltage 
taps. 

Owing  to  the  large  currents  to  be  switched  there  is  great 
danger  of  fusing  the  contact  points.  For  this  reason,  the 
taps  are  sometimes  brought  out  of  the  primary  coils  of  the 
transformer,  although  switching  of  the  high-tension  currents 
then  requires  somewhat  expensive  and  complicated  apparatus. 

Second,  Induction  regulator.  To  avoid  the  switching 
difficulties  mentioned  above,  it  is  more  customary  to  use  an 
induction  regulator  to  control  the  alternating  voltage  at  the 
rings.  This  device  can  be  made  automatic,  as  explained  in 
Chapter  IV. 

Third.  Synchronous  booster.  A  small  alternating-cur- 
rent generator  is  sometimes  mounted  on  the  same  shaft  as 
the  converter  in  order  to  raise  the  alternating  voltage  at  the 
rings  of  the  converter. '  The  small  generator  is  called  a 
synchronous  booster  and  may  be  either  of  the  revolving-field 
or  of  the  revolving-armature  type.  The  booster,  marked 
S.  G.  B;  in  Fig.  327,  is  of  the  revolving-field  type,  the  revolv- 
ing-armature type  usually  being  placed  inside  the  block  be- 
tween the  collector-rings  and  the  armature  windings  of  the 
converter  proper.  The  armature  of  the' booster  is  connected 
in  series  with  the  supply  line,  and  since  the  booster  and  the 
converter  have  the  same  number  of  j)oles  and  are  on  the 
same  shaft  their  frequencies  are  the  same,  and  they  are  always 
in  synchronism  when  the  converter  is  running  normally. 
Thus  the  voltage  across  the  rings  is  the  sum  of  the  line  volt- 
age and  the  booster  voltage.* 

By  sending  the  direct  current  delivered  by  the  converter 

*  The  booster  may  be  designed  so  that  the  polarity  of  the  field  coils 
may  be  reversed.  In  this  case  the  ring  voltage  may  be  either  the  sum 
or  the  difference  of  the  line  and  the  booster  voltages. 
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through  the  field  coils  of  the  booster,  the  ring  voltage  and  ac- 
cordingly the  direct  voltage  may  be  made  to  regulate  auto- 
matically. Although  this  method  employs  two  separate 
machines  it  produces  a  very  efficient  combination,  often  as 
high  as  95  or  96  per  cent-* 


Fia.  327.  Synchronous  converter  with  synchronous  booster.  The 
booster  is  the  miubII  machine  on  the  right  dircct-coniiecled  to  the  gen- 
erator. The  armature  of  the  booster  is  placed  in  series  with  the  line 
supplying  the  converter.     The  General  Electric  Co. 

Fojirth.  Regulating  or  split  pole.f  The  general  construc- 
tion of  a  regulating-pole  converter  ia  shown  in  Fig.  328a. 
Between  the  main  poles  M,  smaller  regulating  poles  R  are 
placed,  not  in  the  middle  of  the  space  but  slightly  nearer  the 
trailing  pole-tip.  These  regulating  poles  are  excited  inde- 
pendently of  the  main  poles,  and  may  even  be  of  opposite 
polarity  to  the  main  poles  nearest  to  them. 

•  Electric  Journal,  Feb.,  1013. 

f  Adapted  from  General  Electric  Bulletin  No.  4723. 
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In  order  to  study  the  effect  of  these  regulating  poles,  con- 
sider the  action  of  the  main  pole  and  the  r^ulating  pole  on 
a  group  of  armature  conductors  between  the  direct-current 
brushes  a  and  b.  Let  us  assume  that  the  regulating  poles 
are  not  excited  and  that  the  direct  ejn.f .  produced  by  the 


Fig.  328a.  Diagram  of  a  converter  fitted  with  regulating  poles  R. 
Note  that  these  poles  are  placed  near  the  trailing  tip  of  the  main 
pok 


conductors  cutting  the  flux  of  the  main  poles  is  250  volts. 
The  alternating  e.m.f .  for  a  diametral  connection  would  then 
be  0.71  X  250  or  178  volts.  Thus  when  the  e.m.f.  at  the 
direct-current  brushes  is  250  volts,  the  e.mi.  between  any 
two  diametrally  connected  rings  would  be  178  volts. 

If  now  we  keep  the  main  pole  excitation  unchanged  and 
excite  the  regulating  poles  so  that  each  furnishes  20  per  cent 
as  much  flux  as  the  main  pole  nearest  it  and  in  the  same 
direction,  the  direct  voltage  will  become  120  per  cent  of  250 
or  300  volts,  since  the  conductors  between  each  set  of  brushes 
are  cutting  20  per  cent  more  flux  than  before.    Let  us  see 
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what  the  alternating  voltage  has  become  between  any  two 
diametral  taps.  Although  the  wave-form  of  e.mi.  generated 
by  the  flux  of  the  r^ulating  poles  is  composed  largely  of  the 
odd  harmonics,  for  all  practical  purposes,  it  may  be  treated 
as  a  sine  wave  of  the  same  frequency  as  that  set  up  by  the 
main  poles.  There  are  thus  practically  two  sine  waves  of 
e.m.f.  induced  in  each  group  of  armature  conductors  as  it 
passes  each  set  of  main  and  regulating  poles.  The  resulting 
induced  e.m.f .  is  therefore  merely  the  sum  of  these  two  waves. 


Fig.  328b.  Topographic  vector  diagram  of  voltage  between  two  diam- 
etral taps  when  the  converter  is  supplied  with  regulating  poles  of 
20  per  cent  of  strength  of  main  poles.  The  resulting  voltage  OB, 
when  the  regulating  poles  is  excited  in  the  same  direction  as  the  main 
pides,  is  the  vector  smn  of  the  voltage  OA  due  to  the  main  poles,  and 
the  voltage  AB^  due  to  the  regulating  poles,  so  placed  that  the  volt- 
age due  to  them  lags  76*^  behind  the  voltage  induced  by  the  main 
poles.  Vector  OC  represents  the  diametral  voltage  when  the  regulat- 
ing poles  are  reversed. 

But  note  that  the  e.m.f.  due  to  the  regulating  poles  reaches 
its  maximiun  value  much  later  than  the  e.m.f.  due  to  the 
main  pole,  in  fact  there  is  usually  a  phase  difference  of  about 
75^  between  the  two.  (If  the  regulating  poles  were  exactly 
half  way  between  the  main  poles,  the  phase  difference  would 
be  90^,  but  the  regulating  pole  is  about  15^  nearer  the  earlier 
pole.)  We  may  thus  find  the  resultant,  e.mi.  between  any 
two  diametrally  connected  rings  by  means  of  a  vector  dia- 
gram as  in  Fig.  328b.  Vector  OA  represents  the  effective 
ejn.f .  of  178  volts  produced  by  the  flux  from  the  main  poles. 
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Vector  AB  lagging  75°  behind  OA  represents  the  eflfective 
e.m.f.  of  20  per  cent  of  178  or  35.6  volts  produced  by  the 
flux  from  the  regulating  poles  placed  75  time  degrees  later 
than  the  main  poles  and  excited  in  the  same  direction. 
Vector  OB  represents  the  resultant  effective  e.m.f.  of  190 
volts.  Thus  the  regulating  pole  has  increased  the  diametral 
alternating  e.m.f.  190  —  178  or  12  volts  only,  while  it  has 
raised  the  direct  voltage  300  —  250  or  50  volts. 

Similarly,  if  we  reverse  the  flux  in  the  regulating  poles 
keeping  it  still  equal  to  20  per  cent  of  the  flux  in  the  main 
poles,  the  resulting  e.m.f.  between  two  direct-current  brushes 
such  as  a  and  6,  Fig.  328a,  would  be  250  -  50  or  200  volts. 
The  effective  value  of  the  alternating  e.m.f.  between  rings 
connected  to  diametral  taps  would  be  represented  by  the 
vector  OC  of  171  volts  in  Fig.  328b.  This  e.m.f.  is  merely 
the  resultant  of  the  vector  OA  representing  178  effective 
volts  of  the  main  field  and  the  vector  AC  representing  35.6 
effective  volts  of  the  regulating  field.  The  vector  AC  is 
drawn  at  180°  to  vector  AB  because  the  field  and  therefore 
the  induced  e.m.f.  has  been  reversed.  Thus  the  reversed 
regulating  pole  produces  a  change  of  178  —  171  or  7  volts 
in  the  alternating  voltage,  but  a  change  of  250  •-  200  or  50 
volts  in  the  direct  voltage.  The  range  of  the  voltage  at  the 
direct-current  brushes  is  therefore  from  200  to  300  volts  if 
the  main  field  is  kept  constant  and  the  regulating  poles 
changed  20  per  cent  in  each  direction.  The  change  in  the 
alternating-current  rings  would  be  from  171  to  190  volts  at 
the  same  time,  or  about  18  per  cent  as  great  as  the  direct- 
current  change. 

But  the  effective  value  of  the  alternating  voltage  applied 
to  a  converter  is  practically  constant.  Accordingly,  the 
effective  value  of  the  induced  e.m.f.  must  be  made  constant. 
This  is  readily  accomplished  by  changing  the  excitation  of 
the  main  field  enough  to  counteract  the  slight  change  in  the 
alternating  e.m.f.  caused  by  the  regulating  pole.  Thus  in 
Fig.  328c,  the  vectors  OA,  AB  and  OB  are  merely  repro- 
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duced  from  Fig.  328b,  in  which  OA  is  the  alternating  e.m.f. 
due  to  the  main  field,  AB  the  e.m.f.  due  to  regulating  pole 
20  per  cent  as  strong  as  the  main  poles  and  OB  the  resultant 
e.m.f.  of  190  volts  between  rings  diametrally  connected.  The 
direct  voltage  for  this  strength  of  main  poles  and  regulating 
poles  is  300  volts.     If  now  we  decrease  the  strength  of  the 
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Fig.  328c.  Diagram  showing  that  the  voltage  OB,  OBi  and  OBi  be- 
tween diametral  taps  can  be  kept  constant  at  190  volts  by  increas- 
ing the  main-pole  voltage  to  OAi  and  0^12  as  the  regulating  poles 
are  weakened  to  A\Bi  or  even  reversed  to  AiBt'  Thus  the  vector  OB 
is  the  resultant  of  the  main-pole  voltage  OA  and  the  regulating-pole 
voltage  AB,  The  vector  0B\  equals  the  vector  0B\  and  is  the  result- 
ant of  main-pole  voltage  0A\  and  the  regulating-pole  voltage  ^i. 
OBa  is  the  resultant  of  0^42  and  A^B-i.  The  change  in  the  regulating- 
pole  voltage,  however,  changes  the  direct  voltage  proportionately. 

regulating  poles  to  one-half  their  former  value,  so  that  the 
effective  e.m.f.  induced  by  them  is  only  17.8  volts  as  repre- 
sented by  the  vector  AiBi,  and  at  the  same  time  increase  the 
strength  of  the  main  poles  from  OA  to  OAi,  the  resulting 
alternating  e.m.f.  will  have  the  value  represented  by  the 
vector  OBi  which  is  equal  to  the  vector  OB  in  length  because 
they  are  both  radii  of  the  same  arc  BB1B2  of  a  circle. 
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The  value  of  the  vector  OAi  representing  the  strength  of 
the  main  field  may  be  found  by  the  equation 


OAI  =  OBi  -  AiBi  +  OAi  X  AiBi  cos  105^ 

OAi  =  188  volts. 

If  therefore  we  increase  the  main  field  so  that  the  effective 
alternating  e.m.f.  is  188  volts  instead  of  178  volts,  and  at  the 
same  time  decrease  the  regulating  poles  field  so  that  the  alter- 
nating e.m.f.  is  17.8  volts  instead  of  35.6  volts,  we  shall  main- 
tain the  same  effective  value  of  190  volts  for  the  induced 
alternating  e.m.f.  between  rings  diametrally  connected. 

This  change  in  the  main  and  the  regulating  fields  causes  the 

following  change  in  the  voltage  across  the  direct-current 

brushes,  which  was  300  volts  before  the  change,  —  250  volts 

due  to  main  field,  and  50  volts  due  to  regulating  field.    The 

regulating  field  volts  have  been  reduced  one-half  to  25  volts 

188 
and  the  main  field  volts  increased  to  -^  of  250  or  265  volts. 

The  total  direct  voltage  is  therefore  265  +  25  or  290  volts. 
There  is  thus  a  reduction  of  10  volts  across  the  direct-current 
brushes  with  no  change  in  voltage  across  the  alternating- 
current  rings.  Even  with  the  regulating  poles  reversed  the 
alternating  e.m.f.  may  be  kept  constant  by  increasing  the 
main  field,  as  is  seen  from  vector  OB2  which  is  the  resultant 
ring  e.m.f.  for  a  main-field  strength  of  OA2  and  a  reversed 
regulating-field  strength  of  -42^2. 

The  practical  limit  to  the  variation  of  the  voltage  between 
the  direct-current  brushes  is  about  20  per  cent  in  either 
direction  of  polarity  of  the  regulating  poles  or  40  per  cent 
total.  By  means  of  voltage  regulators,  the  currents  through 
the  main-field  coils  and  the  regulating-field  coils  may  be 
automatically  controlled,  thereby  making  the  regulation  of 
the  converter  automatic.  Fig.  328d  shows  the  appearance 
of  a  regulating-pole  converter. 

Fifth.  Compound-wound  converters  with  series  reactances. 
Where  a  converter  regulation  of  from  5  to  10  per  cent  is 
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desircti,  the  fields  of  the  converter  are  often  compounded,  by 
having  scries  field  coils  which  carry  the  current  delivered 
by  the  direct-current  brushes.  Of  course  as  the  current 
varies  in  the  series  windings,  it  can  do  no  more  than 
vary  the  power-factor  of  the  alternating  current  supplied  to 

RaCUlitJDC 


Fia.  328d.    A  repilating-poic  coiivctIit.    Note  that  each  of  the  nj^u- 
latinK  iH>les  ia  nearer  one  main  |K>le  than  the  other  main  pole. 

the  brushes.  But  an  inductive  reactance,  X,  is  placed  in 
series  with  the  converter  across  the  secondary  of  the  trans- 
former as  shown  in  Fig.  329.  The  voltage  between  the  rin^ 
will,  therefore,  equal  the  voltage  of  the  transformer  minus 
(voctorially)  the  voltage  consumed  by  the  reactance.  The 
voltage  required  to  overcome  the  reactance  is  always  90° 
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ahead  of  the  current  through  it.  Thus,  by  causmg  the 
current  to  lead  the  ring  voltage  Bufficieatly,  the  voltage 
across  the  reactance  will  so  combine  with  the  transformer 
voltage  as  to  cause  the  ring  voltage  to  be'  higher  than  that 
which  the  transformer  ^ves.  This  is  very  analogous  to  the 
rise  in  voltage  at  the  end  of  a  long  line  possessing  consider- 
able reactance  when  a  leading  current  is  sent  over  it. 

The  strength  of  the  shunt  fields  is  generally  so  adjusted 
that  at  the  average  load  on  the  converter,  the  power-factor 
will  be  as  nearly  as  possible  unity,  because  the  load-capacity 


"^^11. 


Fig.  329.  The  reactanoe  X  is  placed  in  series  with  the  converter  rings 
across  the  eeoondary  of  the  transformer.  The  voltage  Eb  between 
the  rings  is  always  the  vector  difference  ot  the  voltage  Et  acroM  the 
tranafonner  and  the  voltage  Sz  across  the  reactance  coil. 

and  the  efficiency  are  greatest  at  the  highest  power-factor. 
This  load  is  usually  about  three-quarters  of  the  rated  load  of 
the  converter.  At  less  load  than  this,  the  weakening  of  the 
series  fields  causes  a  lagging  current,  and  at  greater  loads,  the 
strengthening  of  the  series  field  causes  a  leading  current. 

The  rise  in  ring  voltage  as  the  strength  of  series  field  in- 
creases with  the  load  and  advances  the  phase  of  the  current 
is  seen  from  Fig.  330,  331  and  332. 

In  Fig.  330,  the  converter  is  delivering  one-half  rated  load, 
and  the  series  field  combined  with  the  shunt  field  is  so  weak 
that  the  alternating  current  /,  which  is  supplied  by  the 
transformer,  lags  a°  behind  transformer  voltage  Ej-  To  find 
the  ring  voltage  Eg,  draw  vector  Et  to  represent  the  trans- 
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former  voltage  and  vector  /  to  represent  the  transfonner 
current  at  proper  angle  a^  behind  Et^  "The  drop  across  the 
reactance  X  will  lead  the  current  /  by  90^.    Accordingly 


Fio.  330.  Vector  diagram  showing  current  and  voltage  conditions  for 
the  arrangement  of  Fig.  329  when  the  converter  carries  one4ia]f  load. 
The  weak  field  causes  the  current  /  to  lag  a  °  behind  the  transfonner 
voltage  Et'  The  ring  voltage  Er  equals  Et  minus  (vectorially)  the 
voltage  Ez  acroas  the. reactance  coil.    Ex  must  lead  /  by  90*. 


Fig.  331.  Vector  diagram  when  the  converter  carries  three-quarters  of 
fuU  load.  The  current  /  has  increased  and  has  swung  nearer  into 
phase  with  Et  because  the  field  has  become  stronger.  Eb  has  in- 
creased slightly  because  Ex  has  become  more  out  of  phase  with 
Et.  Eb  and  7  are  in  phase  and  converter  is  operating  at  unity 
power-factor. 

draw  J?x(=  IX)  at  90""  to  /,  leading.  Connect  0  and  the  tail 
of  Ex  with  a  vector,  which  will  represent  Eb  in  amount  and 
in  the  proper  phase  relations  to  Et  and  /,  because  the  ring 
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voltage  plus  (vectorially)  the  drop  across  the  reactance  equals 
the  transformer  voltage.  Note  that  at  one-half  load,  the 
current  /  lags  a  little,  ^°,  behind  the  ring  voltage  Er  and  that 
the  ring  voltage  En  is  less  than  the  transformer  voltage  Et- 

In  Fig.  331,  the  load  has  increased  to  three-quarters  full 
load,  the  current  still  lags  a  behind  the  transformer  voltage, 
although  by  a  smaller  amount,  but  is  in  phase  with  the  ring 
voltage  Er,  which  has  increased  slightly,  due  to  the  change 
in  direction  of  7. 

In  Fig.  332,  the  full-load  current  through  the  series  coils 
has  caused  the  current  I  to  lead  the  transformer  voltage  Et. 


Fig.  332.  Vector  diagram  of  conditions  when  the  converter  of  Fig. 
329  is  carrying  full  load.  The  increased  current  /  now  leads  the  volt- 
age Et  because  the  field  has  become  much  stronger.  The  ring  voltage 
Eb  has  now  become  greater  than  the  transformer  voltage  Eti  although 
it  still  equals  Et  ©  Ex. 

The  combination  of  the  drop  across  the  reactance  and  the 
transformer  voltage  now  causes  the  ring  voltage  Er  to  he 
larger  than  the  line  voltage.  Note,  however,  that  the  drop 
across  the  reactance  Ex  still  leads  the  current  by  90°  and  that 
the  transformer  voltage  Et  minus  (vectorially)  this  reactance 
drop  still  equals  the  ring  voltage  Er. 

It  is  the  usual  practice  so  to  arrange  this  combination  that 
the  rise  in  the  ring  voltage,  as  the  load  increases,  causes  the 
direct  voltage  to  rise  just  the  amount  it  loses  on  account  of 
the  increase  in  armature  and  transformer  drop.  This  pro- 
duces practically  constant  direct  voltage  at  the  brushes  from 
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no  load  to  full  load.  It  is  not  good  practice  to  over-com- 
pound a  converter  on  account  of  the  loss  in  capacity  which 
would  be  caused  by  operating  at  less  than  unity  power- 
factor.  The  necessary  reactance  is  generally  obtained  by 
constructing  the  step-down  transformers  with  the  amount 
of  leakage  reactance  required  to  flat-compound  the  con- 
verter used. 

140.  Voltage  and  Power-factor  of  Compound-wound 
Converters  at  Various  Loads.*  For  modern  railway  con- 
verters, the  following  approximate  method  of  computing  the 
terminal  voltage  on  the  direct-current  side  and  the  power- 
factor  at  various  loads  is  sufficiently  correct.  The  voltage 
of  a  transmission  line  usually  varies  from  time  to  time  through 
values  of  several  per  cent,  hence  there  is  no  practical  need 
of  a  more  accurate  determination  of  the  voltage  variation  at 
the  converter  under  various  load  conditions.  However,  it 
may  be  said  for  the  method  here  presented,  that  it  is  as 
precise  as  the  determination  of  the  resistance  and  the  re- 
actance of  a  converter  circuit. 

We  have  seen  that  an  ohmic  (or  IR)  drop  of  5  per  cent  at 
full  load  is  a  fair  value  for  a  modern  converter.  The  syn- 
chronous reactance  drop  of  the  same  converter  will  also  be 
about  5  per  cent.  It  is  good  practice  to  design  the  trans- 
formers to  be  used  for  flat-compounding  with  such  a  con- 
verter with  about  10  per  cent  leakage  reactance.  This  makes 
a  total  reactance  drop  of  15  per  cent. 

The  ampere-turns  in  the  armature  at  full  load  usually  are 
approximately  equal  to  the  ampere-turns  in  the  shunt  field  at 
no  load  when  the  field  current  is  adjusted  to  give  normal 
voltage  at  no  load  and  unity  power-factor. 

The  series  field  at  full  load  has  generally  about  one-half 
as  many  ampere-turns  as  the  shunt  field  at  no  load. 

The  effective  power  loss  at  no  load,  unity  power-factor, 
normal  direct  voltage,  would  be  about  4.5  per  cent  of  the  full- 
load  effective  power,  and  it  would  increase  with  the  load, 
approximately  in  proportion  to  the  ohmic  drop. 

*  For  this  practical  method  the  authors  are  largely  indebted  to  an 
article  by  Mr.  Jens  Bache-Wiig  in  the  Electric  Journal,  for  Nov.,  1910. 
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Example  7.  A  modem  compound  synchronous  converter  was 
designed  to  have  unity  power-factor  and  normal  voltage  at  the 
average  load,  which  would  probably  be  about  three-quarters  of  the 
rated  full  load,  when  a  reactance  was  used  in  series  with  it.  CJom- 
pute  the  power-factor  and  voltage  at: 

(o)  No  load. 
(6)  Half  load. 

(c)  Full  load. 

(d)  At  50  per  cent  overload. 

Data  summary: 

Percent 

Armature  ampere-turns  at  full  load 100 

Shunt  field  amp.-turns  at  no  load,  unity  power- 
factor 100 

Series  field  amp.-turns  at  full  load 50 

Reactance  drop,  total  at  full-load  current 15 

Resistance  drop,  total  at  full-load  current 5 

Effective  power  at  no  load 4  5 

(a)  At  No  Load.  With  the  converter  designed  to  have  unity 
power-factor  at  f  load,  the  shunt  field  rheostat  must  be  so  set  that 
the  sum  of  the  ampere-turns  in  the  shunt  field  and  the  series  field 
*  at  f  load  equals  100  per  cent,  or  the  value  which  it  was  found  the 
shunt  field  alone  must  have  in  order  to  produce  unity  power-factor 
at  no  load,  with  rated  voltage. 

At  three-quarters  load  the  series  field  would  have  the  value 

0.75  of  50  per  cent  =  37.5  per  cent. 
Thus  the  shunt  field  would  be  required  to  have  only 
100  per  cent  —  37.5  per  cent  =  62.5  per  cent. 

That  is,  at  J  load  we  would  set  the  shunt  field  rheostat  so  that  it 
produced  62.5  per  cent  of  the  zero-load  field.  The  series  coils  would 
then  produce  37.5  per  cent. 

At  no  load  the  fields  would  be  under-excited  and  a  lagging  current 
would  flow  in  the  armature.  The  reactive  component  of  this 
current  would  be  the  same  fraction  of  the  full-load  current  that  the 
excitation  is  below  that  rccjuircd  for  unity  power-factor.  The 
fields  are  under-excited  100  —  62.5  or  37.5  per  cent.  Thus  a  lagging 
current  of  37j-  per  cent  of  the  full-load  current  will  flow  in  the 
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armature.    The  current  component  in  phase  with  the  voltage  "will 
be  too  small  at  no  load  to  be  considered.* 

Since  a  full-load  current  causes  5  per  cent  resistance  drop,  this 
37 J  per  cent  current  would  cause  0.375  X  5  per  cent  or  1.88  per  cent 
drop. 

This  resistance  drop  will  be  in  phase  with  the  37|  per  cent  current. 
But  as  this  current  is  wholly  reactive,  this  resistance  drop  lags  90® 
behind  the  impressed  voltage.  So  small  a  value  at  riglit  angles  to 
the  voltage  does  not  appreciably  affect  the  ring  voltage  as  is  seen 
from  Fig.  333,  in  which  the  vector  Er  represents  the  ring  voltage 
(100  per  cent)  and  Ix  the  reactive  current  through  the  armature  at 
no  load.  IxR  then  represents  the  resistance  drop  due  to  this  re- 
active current.  Note  that  no  attempt  is  made  to  draw  the  vectors 
to  scale.  The  smaller  values  could  not  be  represented  if  drawn  to 
the  same  scale  as  the  larger.  For  the  sake  of  clearness,  the  result- 
ant armature  current  is  not  drawn.  In  each  case  it  is  merely  the 
vector  sum  of  the  power  current  and  the  reactive  current. 

A  full-load  current  causes  a  15  per  cent  drop  due  to  reactance. 
Therefore  37|  per  cent  current  will  cause  37j  X  15  per  cent  or 
5.63  per  cent  drop  due  to  reactance.  This  reactance  drop  always 
leads  the  current  by  90°,  thus  the  vector  IxX  represents  the  amount 
and  phase  relation  of  this  reactance  drop.  Note  that  it  is  in  phase 
with  the  ring  voltage  Er.  The  power  component  of  the  current 
would  be  4.5  per  cent,  and  the  IR  drop  in  phase  with  tliis  current 
would  be  0.045  X  5.0  per  cent  or  0.225  per  cent,  which  is  negligible. 
Of  course  the  reactance  drop,  0.045  X  15  per  cent  or  0.675  per  cent 
would  also  be  negligible,  in  comparison  with  Er  which  is  100  per  cent. 

*  Armature  ampere-turns  at  full  load  equal  shunt-field  ampere 
turns  at  no  load,  unity  power-factor.  The  component  of  armature  cur- 
rent which  lags  90*^  behind  the  voltage  produces  a  purely  demagnetizing 
effect  in  a  generator,  or  a  purely  magnetizing  effect  in  a  synchronous 
motor.  Now,  if  the  shunt  field  excitation  is  50  per  cent  below  the  value 
that  will  produce  100  per  cent  power-factor  at  zero  load,  we  have  seen 
that  the  machine  will  take  a  lagging  reactive  component  of  current,  and 
this  component  will  grow  in  (effective)  value  untU  by  its  magnetizing 
action  it  has  restored  the  flux  to  its  former  value,  or  rather  until  it  has 
made  the  counter  e.m.f.  again  just  about  equal  to  the  impressed  e.mi. 
As  the  shunt  field  ampere-turns  had  been  reduced  50  per  cent  (below 
unity  power-factor  value),  enough  lagging  reactive  armature  amperes 
must  flow  to  restore  this  50  per  cent  of  reduced  field  ampere-turns;  and 
as  full-load  armature  current  produces  armature  ampere-turns  equal  to 
field  ampere-turns,  it  will  require  lagging  reactive  armature  amperes 
equal  to  50  per  cent  of  rated  full-load  amperes,  in  order  to  restore  the 
equilibrium  or  make  the  counter  c.m.f.  equal  to  the  impressed  e.m.f. 
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In  order  to  have  a  ring  voltage  of  100  per  cent  at  zero  load,  the 
secondary  transformer  voltage  must  be  100  +  5.63  +  0.23  or 
105.9  per  cent.  That  is,  when  there  is  no  load  on  the  transformer, 
its  secondary  voltage  would  be  105.9  per  cent  of  the  voltage  at  full 
load.  As  the  given  values  of  resistance  and  reactance  included  the 
armature  of  the  converter,  the  terminal  voltage  between  d-c 
brushes  at  no  load  will  also  be  100  per  cent  of  fuU-load  voltage. 


j< 


IpX- 


M. 


IxR 


^ 


100 


FiQ.  333.  Vector  diagram  at  no  load  for  current  and  voUsge  con- 
ditions for  the  compound-wound  converter  of  Ehcample  7.  Er  = 
ring  voltage.  IpR  =  resistance  voltage  drop  due  to  power  compo- 
nent of  current.  IxR  =  resistance  voltage  drop  due  to  reactive  com- 
ponent Iz  of  current.  IpX  »  reactance  drop  due  to  power  component 
of  current.  IzX  —  reactance  drop  due  to  reactive  component  of 
current.  The  transformer  voltage  Er  (not  shown  in  diagram)  » 
IpX  ®  IzX  ©  IpR  ©  IzR  ®Eb^  106.9. 

Power-factor  at  No  Load,  Power-factor  equals  the  relation  be- 
tween effective  and  apparent  power,  or  between  power  component 
of  no-load  current  and  total  current  at  no  load. 

4  5 
Power-factor  at  no  load  =  =  =  12  per  cent. 

V37.5>  +  4.5» 

We  have  seen  in  Chapter  I  that  any  power-factor  below  0.20  is 
practically  the  same  as  zero  power-factor  in  iifi  effect.  Fig.  333  is, 
therefore,  practically  correct  in  that  the  current  lags  90**  behind  the 
voltage.  The  omission  of  the  power  current  from  the  diagram  does 
not  materially  change  the  amount  or  the  phase  relations  of  the 
armature  current. 

As  there  is  only  a  small  current  drawn  from  the  line  under  these 
conditions,  the  low  power-factor  does  not  appreciably  affect  the 
line  power-factor  or  voltage. 

(6)  Half  Load.  At  one-half  load  (meaning  half  of  rated  load 
d-c.  watts  output),  the  power  component  of  the  current  input  is  50 
per  cent,  and  the  IR  drop  due  to  it  will  be  0.50  X  5  per  cent  »  2.5 
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per  cent.  In  Fig.  334,  vector  IpR  represents  the  drop  in  phase  with 
the  power  component  of  the  current,  I  p.  The  reactive  drop  due  to 
this  power  current  equals  0.50  X  15  per  cent  —  7.5  per  cent  and  is 
represented  by  the  vector  IpX  leading  the  current  Ip  by  90^. 

The  serieskfield  amperes  now  equal  0.50  X  50  per  cent  »  25 
per  cent. 

The  shunt-field  ampere- turns  are  constant,  therefore  the  total  fidd 
ampere-tums  =  62.5  +  25  =  87.5  per  cent. 


1.88    1^  2Ji  f^pR 


FiQ.  334.  Vector  diagram  for  half-load  conditions  of  converter  of 
Example  7.  Et  (constant  at  105.9)  «  IpX  ®  IjX  ®  IpR  ®  Er. 
Eb  "  101.2. 

The  converter  is  thus  100  —  87.5  or  12.5  per  cent  under-excited. 

Therefore  a  12.5  per  cent  lagging  reactive  current  flows  in  the 
armature  which  is  represented  by  the  vector  Ix  lagging  90^  behind 
Ip  in  Fig.  334. 

The  IR  drop  in  this  direction  would  be  0.125  X  5  per  cent  or 
0.625  per  cent,  too  small  to  affq^t  the  computation,  as  it  is  at  901° 

to  Er. 

The  reactance  drop,  90°  ahead  of  the  reactive  current,  equals 
0.125  X  15  per  cent  »  1.875  per  cent  and  is  represented  by  the 
vector  Jx^. 

Thus  the  transformer  voltage  Et  in  Fig.  334  is  practically  made 
up  of  the  ring  voltage  E^y  the  reactive  drop  due  to  the  power 
current  IpX,  the  reactive  drop  due  to  the  reactive  current  IxX  and 
the  ohmic  drop  due  to  the  power  current  IpR.  But  Ef  has  the  same 
value  as  at  no  load,  namely,  105.9  per  cent. 
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Therefore, 


or 


105.9» 

(4.38  +  Er) 
Ee 


=  (IpX)'  +  {IxX  +  IpR  +  Eb)\ 
=  7.5'  +  (4.38  +  Ee)\ 

=  Vl05.9«  -  7.5«, 
=  105.6  -  4.4 
=  101.2. 


Pawer-factoT,  Assuming  that  the  watts  lost  increase  in  propor- 
tion to  the  ohmic  drop  due  to  the  power  current,  then  losses  wiU  be 
4.5  +  2.5  =  7  per  cent.  The  power  output  is  50  per  cent  of  full- 
load  output,  therefore 

powe.factor  (appn>x.)  =:  ^^+^^ 

V(50  +  7)«  +  12.5« 

_  total  watts  input 


V(watt8  input)*  +  (reactive  volt  amp.)" 
57.0 


58.4 
=  0.976. 


IM 


U.25 


Ip 


Fig.  335.    Three-quarters  load  conditions  of  converter  of  Example  7. 

Ei  »  101.5. 

Three-quarters  Load. 

At  three-quarters  load: 
The  IR  drop  in  phase  with  the  power  current  =  0.75  X  5 
per  cent  «=  3.75  per  cent  and  is  represented  by  vector 
IpR  in  Pig.  335. 
The  reactance  drop  due  to  power  current  =  0.75  X  15  per 
cent  =:  11.25  per  cent  and  is  represented  by  vector  IpX. 
There  is  no  reactive  current  component  because  at  this  load 
the  fields  are  adjusted  for  unity  power-factor. 
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From  Fig.  335: 

E^T  =  11.25«  +  (3.75  +  En)\ 
(3.75  +  Eb) 

Er 


=  V105.9*  -  11.25*, 

=  105.2  -  3.75 
=  101.5  per  cent. 


(c)  Full  Load. 

At  full  load: 
The  ohmic  drop  due  to  power  current  =  5  per  cent. 
The  reactive  drop  due  to  power  current  =  15  per  cent. 
The  series  field  =  50  per  cent. 
Total  field  =  62.5  +  50  =  112.5  per  cent. 
Over-excitation  =  12.5  per  cent. 


>!-t><X     y\ 


i»x 


% 


FiQ,  336.    Full-load  conditions  of  converter  of  Ebcample  7.    Er  *»  lCl.6. 


Leading  reactive  current  «  12.5  per  cent. 

Ohmic  drop  due  to  reactive  current  »  0.125  X  5  per  cent  » 

0.625  per  cent. 
Reactive  drop  due  to  reactive  current  =  0.125  X  15  per 

cent  =  1.87  per  cent.  *   ' 

This  is  90°  ahead  of  the  reactive  current  and  is  represented 

by  the  vector  IxX  in  Fig.  336. 
The  ring  voltage  from  Fig.  336  can  be  found  by  the  following 

equation: 


105.9*  ={Er  +  5-  1.88)«  +  (16  +  0.63)«, 
{Er  +  3.12) 
Eb 


V105.9*  -  15.63*, 

104.7  -  3.12 
s  101.6  per  cent 
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^         .    ,     r  ^  (100  +  4.5  +  5) 

Power-factor  (approx.)  =     , 

V(100  +  4.5  +  5y+  (12.5)« 

_       total  watts  input  as  per  cent  of  rated  watts  output 

total  volt-amperes  input  as  per  cent  of  rated  watts  output 

=  99.5  leading. 

(d)  Overload  of  60  per  cent. 
At  50  per  cent  overload: 
The  ohmic  drop  due  to  power  ciurent  =  1.50  X  5  per  cent  = 

7.5  per  cent  (=  IpR). 
The  reactive  drop  due  to  power  current  =  1.50  X  15  per 

cent  =  22.5  per  cent  (IpXy  Fig.  337). 
The  series  field  =  1.50  X  50  per  cent  =  75  per  cent. 
Total  field  =  62.5  +  75  =  137.5. 
Over-excitation  =  137.5  —  100  =  37.5  per  cent. 
Reactive  leading  current  =  37.5  per  cent. 
Ohmic  drop  due  to  reactive  current  =  0.375  X  5  per  cent  — 

1.875  per  cent  (=  IxR)' 
Reactive  drop  due  to  reactive  current  =  0.375  X  15  per 

cent  =  5.625  per  cent  (=  /xX). 
The  voltage  at  the  rings  ia  found  from  the  equation  obtained 

from  Fig.  337. 

E*T  =  (Eb  +  7.5  -  5.63)*  +  (22.5  +  1.88)«. 

{Er  +  1.87)  =  \/l05.9*  -  24.38*. 
Et  «  103.0  -  1.87 
*=  101.1  per  cent. 

(150  +  4.5  +  7.5) 


Power-factor  (approx.) 


V(150  +  4.5  +  7.5)«  +  37.5* 
=  97.5  per  cent  leading. 


The  relation  of  load  to  power-factor  and  voltage  at  the  direct-cur- 
rent brushes  of  this  synchronous  converter  is  readily  seen  from  the 
curves  in  Fig.  338.  The  direct-current  voltage  at  no  load  is  plotted 
as  600  volts,  the  usual  railway  substation  voltage.  By  plotting 
these  curves  for  various  combiaations  of  reactances,  and  series-field 
strengths,  it  is  possible  to  ascertain  the  most  desirable  value  for  the 
reactance  and  the  series  field,  when  a  certain  load  is  specified  at 
which  unity  power-factor  must  be  obtained.  The  following  prob- 
lems show  the  results  of  varying  the  resistance,  reactance,  series- 
field  turns,  or  unity  power-factor  load  for  a  given  converter. 
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Prob.  82-9.  Plot  curves  as  in  Fig.  338,  for  the  machine  of 
Example  7,  with  the  specification  that  the  power-factor  shall  be 
unity  at  full  load  instead  of  at  f  load.  What  is  usually  the  dis- 
advantage of  this  specification? 

Prob.  88-9.  Change  the  ampere-turns  in  the  series  field  of  the 
converter  of  Example  7  to  75  per  cent  and  plot  curves  as  in  Fig.  338. 

Prob.  84-9.  'Show  the  effect  on  the  power-factor  and  voltage 
regulation  from  no  load  to  50  per  cent  overload,  if  the  total  react- 
ance had  been  25  per  cent  instead  of  the  15  per  cent  of  Example  7. 


I«-S7^ 


-IxX 


Fig.  337.    Conditions  in  converter  of  Example  7  at  an  overload  of 

50  per  cent.    Eb  »  101.1. 


Prob.  86-9.  Let  the  ohmic  resistance  of  the  converter  in  Ex- 
ample 7  be  10  per  cent  instead  of  5  per  cent  and  replot  the  curves 
of  Fig.  338. 

Prob.  8^9.  Point  out  the  various  sources  of  inaccuracy  in  this 
method  of  computing  the  power-factor  and  voltage  regulation  of  a 
converter,  and  explain  why  they  do  not  lead  to  considerable  errors. 

141.  Use  of  Commutating  Poles  on  Converters.    In 

Art.  132  it  is  stated  that  there  is  practically  no  armature 
reaction  in  a  synchronous  converter.  This  is  strictly  true 
at  low  commutator  speeds  and  moderate  current  output 
per  square  inch  of  brush  surface.    Recently,  however,  the 
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number  of  poles  has  been  cut  down  to  get  more  distance 
between  brush  holders.  This  has  correspondingly  increased 
the  necessary  conmiutator  speed.  Modem  machines  must 
also  stand  momentary  loads  equal  to  twice  the  normal  load. 


1.12       700 


.96  «600< 


.nf  200 


Jfl      100 


Load  OQ  Converter 


1)4        IH 


Fig.  338.  Curves  showing  the  relation  between  load  and  power-factor 
on  the  converter  of  Example  7.  The  voltage  at  the  direct-current 
bruflhes  is  practically  constant. 

Under  these  severe  conditions,  an  armature  reaction  is  ap- 
parent and  the  field  is  shifted  slightly,  but  still  not  enough 
to  cause  poor  commutation  at  the  lower  speeds.  By  means 
of  commutating  poles  with  from  25  per  cent  to  40  per  cent 
as  many  ampere-turns  as  the  armature  has,  the  shift  of  the 
field  flux  has  been  neutralized  as  in  direct-current  dynamos 
and  the  sparking  practically  eliminated.  A  great  increase  in 
the  output  per  pound  weight  and  an  accompanying  decrease 
in  the  cost  per  kilowatt  output  have  resulted.  In  fact,  the 
limiting  factor  which  determines  the  capacity  of  a  machine 
is  now  the  amount  of  heat  which  the  armature  coils  can 
radiate  without  too  great  a  rise  in  temperature,  rather  than 
the  amount  of  current  which  the  brushes  can  take  from  the 
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commutator  without  sparking.    Commutating  poles  are  not 
used  in  regulating-pole  converters. 

142.  Hunting.  Damping  Grids.  S3aichronous  conver- 
ters like  synchronous  motors  are  likely  to  hunt  when  any 
sudden  change  in  the  load  or  in  the  line  voltage  takes  place. 
In  fact,  owing  to  its  slight  armature  reaction,  a  converter  is 
much  more  sensitive  to  these  sudden  changes,  and  has  an 
even  greater  tendency  to  hunt  than  a  synchronous  motor. 
A  60-cycle  converter  is  more  sensitive  than  a  25-cycle,  the 
reason  being  that  for  the  same  speed  it  must  have  more  poles, 
and  hence  less  space  between  brushes.  Accordingly,  the 
same  mechanical  displacement  out  of  the  synchronous  posi- 
tion would  mean  greater  electrical  phase-displacement  in  a 
60-cycle  converter,  and  hence  greater  s3aichronizing  current. 

In  converters,  hunting  is  likely  to  cause  not  only  falling 
out  of  step,  but  also  destructive  sparking  at  the  direct- 
current  brushes,  even  '^ flashing  over"  from  brush  to  brush. 
The  flux  set  up  by  the  armature  rotates  with  respect  to  the 
armature  at  synchronous  speed,  in  the  opposite  direction  to 
the  rotor,  and  thus  stands  still  with  respect  to  the  field  poles. 
But  when  the  armature  swings  back  and  forth,  behind  and 
ahead  of  the  synchronous  position,  its  conductors  cut  the 
field  flux  correspondingly,  and  may  set  up  large  momentary 
circulatory  currents  in  those  conductors  which  are  short- 
circuited  by  the  brushes. 

Hunting  is  effectually  prevented  under  normal  conditions 
by  the  use  of  damping  grids  or  squirrel-cage  windings  of 
heavy  copper,  set  in  the  pole-faces  as  shown  in  Pig.  240  and 
297.  These  grids  form  closed  circuits  for  the  eddy  currents 
induced  by  oscillation  of  the  armature  flux,  which  offer  an 
opposing  torque  to  the  swinging  of  the  rotor.  However,  they 
lower  the  efficiency  of  the  converter  somewhat  more  than 
one  per  cent.  No  converter,  however,  should  be  expected 
to  operate  satisfactorily  on  a  line  having  much  over  10  per 
cent  line  drop,  unless  the  line  is  especially  free  from  periodic 
variations  in  voltage  and  frequency  such  as  are  often  caused 
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by  the  pulsation  of  the  prime  movers.  A  large  line  drop 
means  great  line  resistance,  and  great  line  resistance  means 
a  limiting  of  the  synchronizing  current,  and  thus  a  limiting 
of  the  force  which  tends  to  keep  the  rotor  in  synchronism* 

Damping  grids  are  never  made  to  enclose  any  part  of  the 
commutating  poles,  as  they  would  tend  to  choke  any  sudden 
increase  or  decrease  of  the  flux  in  these  poles.  This  would 
cause  the  commutating  action  of  the  poles  to  lag,  and  spark- 
ing would  occur  until  the  commutating  flux  could  change 
properly. 

143.  Starting  Synchronous  Converters.  There  are  three 
common  methods  of  starting  synchronous  converters. 

(a)  By  Means  of  a  Small  Induction  Motor  mounted  on  the 
same  shaft.  This  induction  motor  has  one  fewer  pair  of 
poles  than  the  converter,  and  consequently  is  able  to  raise 
the  speed  above  the  synchronous  speed  of  converter.  This 
enables  the  converter  to  be  synchronized  readily. 

(6)  As  a  Direct-current  Motor.  The  converter  is  brought 
up  to  speed  as  a  direct-current  motor  and  synchronized  by 
controlling  the  strength  of  the  shunt-field  current.  It  would 
require  but  a  comparatively  low  direct  voltage  to  start  the 
motor  and  bring  it  up  to  synchronous  speed,  but  the  direct 
voltage  must  also  be  high  enough  to  force  sufficient  current 
through  the  field  coils  to  produce  unity  power-factor,  as  soon 
as  the  converter  is  thrown  on  the  alternating-current  line. 
Otherwise  large  reactive  currents  will  flow  in  the  armature. 

(c)  By  the  Induction-motor  Effect  on  the  Converter  Itself. 
This  is  the  most  common  and  cheapest  method  of  starting. 
Half-voltage  taps  are  generally  brought  out  from  the  second- 
ary of  the  transformer.  When  the  double-throw  switch  is 
thrown  to  the  starting  position  it  -merely  connects  these 
half-voltage  taps  to  the  rings.  This  supplies  enough  current 
to  start*  the  armature,  but  not  enough  pressure  to  produce 
excessive  currents  in  it.  If  the  pole-faces  were  not  laminated 
strong  enough  eddy  currents  would  be  induced  in  the  iron  of 
*  See  Chap.  VII,  Introduction,  Art.  04  and  95. 
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the  poles  by  this  armature  current  to  start  the  rotor.  But 
although  the  pole-faces  are  laminated,  and  the  eddy  currents 
are  very  small,  still  the  damping  grids  which  are  built  into 
the' pole-faces  to  prevent  hunting  serve  as  circuits  for  the 
induced  eddy  currents  which  produce  sufficient  torque  to 
bring  the  rotor  practically  up  to  s3mchronous  speed. 

The  procedure  in  starting  a  converter  by  the  induction- 
motor  action  is  as  follows: 

(1)  Open  the  "field-break-up"  switch  marked  F.B.S.  in 
Fig.  328.  Attach  the  voltmeter  to  indicate  the  voltage  of 
the  direct-current  brushes. 

(2)  Close  the  double-throw  linenswitch  to  the  starting 
position  and  the  armature  begios  to  rotate.  With  the  "  field- 
break-up  "  switch  open,  the  direct-current  voltmeter  indicates 
the  voltage  set  up  by  the  armature  conductors  cutting  the 
flux  induced  in  the  field  by  the  reactive  currents  drawn  from 
the  line  by  the  armature.  The  voltmeter  needle  will  at  first 
swing  back  and  forth  until  the  machine  is  running  nearly  in 
synchronism.  In  about  one-half  minute  the  steady  indica- 
tion of  the  direct-currqnt  voltmeter  in  one  direction  will  show 
that  the  converter  is  running  at  s3rnchronous  speed. 

(3)  If  the  converter  is  self-exciting  the  direct-current 
voltmeter  may  now  indicate  that  the  polarity  of  the  brushes 
is  the  reverse  of  what  is  desired.  In  that  case,  close  the 
"field-break-up"  switch  in  the  reverse  direction  (which  is 
usually  downward).  This  connects  the  shunt  field  directly 
across  the  armature  in  the  '* reverse"  direction,  —  that  is,  so 
that  the  flux  due  to  the  shunt  coils  opposes  and  tends  to 
neutralize  the  flux  set  up  by  the  armature  current.  Since 
the  armature  is  now  rotating  in  synchronism,  the  flux  pro- 
duced by  the  armature  current  will  be  stationary  and  tend  to 
keep  the  poles  energized.  If  the  shunt-field  current  is  strong 
enough  to  overcome  this  flux  set  up  in  the  poles  by  the  arma- 
ture currents,  the  induced  e.m.f.  becomes  zero,  and  the  volt- 
meter needle  will  indicate  this.  The  armature  flux  being 
thus  pushed  out  of  the  poles  into  the  spaces  between  the  poles 
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immediately  seeks  the  next  poles,  which  of  course  have  the 
opposite  polarity.  Thus  the  poles  produced  by  the  armature 
flux,  which  it  must  be  remembered  are  stationary  in  space 
when  the  armature  is  rotating  at  synchronous  speed,  have 
been  forced  to  leave  one  pole  and  enter  the  next.  The  arma- 
ture synchronous  position  has,  therefore,  been  changed  by 
the  amount  of  one  pole.  It  is  customary  to  say  that  the 
armatm^  has  ''slipped  a  pole." 

The  voltmeter  will  now  begin  to  indicate  in  the  reverse 
direction,  because  all  the  poles  have  reversed.  If  the  field 
current  is  allowed  to  flow,  it  will  flow  in  the  direction  oppo- 
site to  that  in  which  it  has  been  flowing  (because  the  voltage 
is  reversed)  and  will  tend  to  neutralize  the  new  polarity  of  the 
poles  just  as  the  first  field  current  neutralized  the  old  polar- 
ity. Thus  the  same  process  of  "slipping  a  pole "  would  occur 
again.  Therefore,  at  the  instant  the  voltmeter  begins  to 
show  a  reversed  polarity,  the  field  switch  must  be  thrown  up 
into  the  running  position. 

(4)  It  may  happen,  however,  that  when  the  field  switch  is  thrown 
down  to  make  the  armature  slip  a  pole,  the  flux  caused  by  the  arma- 
ture current  is  too  strong  and  the  reversed  field  current  cannot 
overcome  it.  The  armature  will  continue  to  rotate,  but  in  a  very 
unstable  condition,  without  slipping  a  pole. 

In  this  case,  throw  the  field  switch  back  to  normal  position,  open 
the  starting  switch  an  instant,  and  let  the  armature  fall  slightly 
below  synchronous  speed.  Then,  close  the  starting  switch  to 
starting  position  again  and  wait  for  the  machine  to  come  up  to 
synchronism  again.  If  the  polarity  is  still  wrong,  repeat  opening 
and  closing  of  starting  switch  until  the  polarity  becomes  correct  and 
macblQe  is  running  in  synchronism. 

Then  throw  the  starting  switch  to  running  position,  adjust  the 
shunt  field  rheostat  so  that  the  direct  voltage  and  the  power-factor 
are  normal. 

If  the  converter  is  separately  excited  from  direct-current  bus- 
bars, the  polarity  cannot  become  reversed,  so  the  field-break-up 
switch  need  not  be  of  the  double-throw  type. 

144.  Field-break-up  Switch.  The  field-break-up  switch 
mentioned  in  the  previous  article  is  used  to  open  the  field 
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windings  at  several  points,  usually  four  or  five.  During  the 
starting  of  a  converter,  until  the  armature  gets  up  to  syn- 
chronous speed,  the  revolving  magnetic  flux  set  up  by  the 
alternating  current  in  the  armature  windings  is  cutting  the 
field  windings  at  such  a  rate  as  to  induce  high  e.m.f.'s  in 
the  separate  field  coils.  In  fact,  the  field  coils  are  acting  like 
the  secondary  windings  in  a  transformer  during  this  time.  As 
these  field  coils  have  a  large  number  of  turns  and  are  normally 
in  series  with  one  another,  the  induced  e.m.f.'s  add  up  and 
produce  a  voltage  across  the  field  terminals,  sometimes  as 
high  as  from  six  to  seven  thousand  volts.  To  prevent  the 
production  of  this  high  voltage,  which  is  likely  to  puncture 
the  insulation,  the  field  coils  are  disconnected  from  one 
another  by  the  field-break-up  switch.  The  result  is  that  as 
the  switch  opens  the  field  at  five  points  there  are  not  much 
more  than  a  thousand  volts  across  the  insulation  at  any  place. 

Prob.  87-9.  Make  a  sketch  of  the  complete  ele.ctrical  connec- 
tions necessary  for  a  self-excited  shunt-wound  three-phase  con- 
verter to  start  on  the  alternating-current  side  irom  half  voltage 
taps  on  the  transformers.  Show  alternating-current  bus-bars,  (ul 
switches,  transformers  and  connections,  shunt  field,  field  rheostat, 
break-up  and  reversing  switch,  direct-current  voltmeter  and  direct- 
current  bus-bars. 

145.  Brush-raising  Device.  In  addition  to  a  fidd- 
break-up  switch,  a  commutating-pole  converter  is  usually 
suppUed  with  a  brush-raising  device.  While  the  armature 
is  running  below  synchronism,  the  rotating  field  set  up  by 
the  alternating  current  in  the  armature  windings  not  only 
cuts  the  field  coils,  but  also  the  armature  coils  and  induces  a 
voltage  in  them.  The  commutating  poles  are  always. im- 
mediately over  the  armature  conductors  which  are  short- 
circuited  by  the  brushes.  Thus  a  magnetic  path  of  low 
reluctance  is  offered  to  the  flux  set  up  about  these  short- 
circuited  conductors.  The  cutting  of  this  strong  flux  in- 
duces voltage  enough  to  set  up  short-circuit  currents  which 
bum  the  brushes  and  roughen  the  commutator. 
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The  brush-raising  device  marked  R  in  Fig.  339  and  340  is 
operated  by  the  lever  L  and  is  used  to  lift  all  the  brushes,  ex- 
cept two  small  pilot  brushes,  during  the  process  of  starting  the 
converter.    The  two  small  brushes,  one  positive  and  one  nega- 


Fio.  33il.  Brush-raising  device.  By  throwing  over  a  lever,  the  brushes 
are  rai^d  from  the  comiiiutator  during  the  prociiss  of  starting.  The 
General  Electric  Co. 

tive,  are  to  indicate  polarity  and  to  supply  current  to  excite 
the  field.  These  brushes  are  so  narrow  that  they  shortKsircuit 
fewer  conductors  and  the  sparking  at  them  is  very  slight. 

The  alternating  current  required  for  starting  a  commutat- 
ing-pole  converter  with  the  brushes  raised  is  less  than  that 
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required  to  start  converters  Dot  using  the  commutating  poles 
with  the  brushes  down,  and  all  sparking  is  eUminated. 

146.  Equalizer  Connections.  All  converter  armature 
windings  which  at  any  instant  occupy  the  corresponding 
position  under  poles  of  like  polarity  are  joined  t<^tber  by 
heavy  copper  straps  called  equulizers.  Thus  if  the  machine 
were  a  12-pole  converter  all  six  conductors  which  at  a  certain 


Fia.  340.    The  arrows  marked  E  indicate  the  equalizer  connections. 
The  device  marked  S.  L.  S.  ia  the  "Speed  Limiting  Switch."     The 

General  Electric  Co. 

instant  lay  each  exactly  under  the  middle  of  a  north  pole 
would  be  joined  together  by  an  equalizer.  This  brings  all 
these  conductors  and  their  respective  commutator  segments 
to  exactly  the  same  potential.  Correspondingly  situated 
conductors  may  vary  somewhat  in  the  voltage  which  is 
induced  in  them,  due  to  unequal  air  gaps  or  unequal  pole 
strengths.  Unequal  resistances  of  conductors  and  connec- 
tions might  cause  unequal  voltage  drops  in  the  conductors. 
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Thus  the  voltage  across  all  pairs  of  brushes  would  not  be 
exactly  the  same,  and  since  all  the  positive  brushes  and  all 
the  negative  brushes  are  in  parallel,  heavy  equalizing  cur^ 
rents  would  circulate  between  brushes  of  the  same  polarity 
in  order  to  bring  all  correspondingly  placed  conductors  to 
the  same  potential.  The  equalizing  connections  perform 
this  duty  and  prevent  the  local  currents  from  flowing  through 
the  brushes  and  producing  sparking. 

Fig.  340  shows  these  equalizing  connections  at  E.  The 
copper  strips  running  back  radially  are  the  connections  to 
the  rings.  The  equalizer  connections  are  the  conductors 
banded  together  and  secured  by  a  V-shaped  clamp  over  the 
edge  of  the  armature  core. 


Fid.  341.    Electromagnetic  end-play  device.    The  Oenemi  EUctric  Co. 

147.  End-play  Device.  In  order  that  the  brushes  do  not 
wear  grooves  in  the  commutator  and  collector-rings,  the 
armature  is  made  to  play  back  and  forth  along  the  line  of  its 
shaft.  On  large  converters  an  electromagnet  pulls  on  the 
end  of  the  shaft  and  draws  the  armature  slightly  out  of  its 
field.     This  motion  breaks  the  current  in  the  electromagnet 
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automatically,  and  the  field  pulls  the  armature  back.  This 
makes  the  contact  again,  which  sets  up  another  current  in  the 
electromagnet.  The  electromagnet  and  contact  maker  is 
called  an  end  play  device  and  is  usually  mounted  at  one  end  of 
the  shaft,  as  shown  in  Fig.  341.  It  causes  the  armature  to 
play  smoothly  back  and  forth  in  the  natural  period  of  oscilla- 
tion of  the  armature,  so  that  the  brushes  wear  evenly  on  the 
entire  surface  of  the  commutator  and  collecting-rings. 

Another  device,  entirely  mechanical,  consists  of  a  ball  and 
ball-race  pressed  against  the  end  of  the  shaft  by  a  spring. 
The  plane  of  the  race  is  not  quite  perpendicular  to  the  shaft. 
Thus  when  the  rotating  shaft  carries  the  ball  around  to  the 
position  where  the  distance  between  the  shaft  and  race  is  less 
than  the  diameter  of  the  ball,  the  spring  gives  a  longitudinal 
thrust  to  the  shaft,  and  pushes  the  armature  out  of  the  center 
of  the  field.  As  in  the  magnetic  device,  the  field  then  draws 
the  armature  back  and  the  operation  is  repeated. 

148.  Flashing  at  the  Direct-current  Brushes.  Under 
certain  abnormal  conditions  an  arc  is  likely  to  be  formed 
and  maintained  between  two  direct-current  brushes  of 
unlike  polarity,  to  the  detriment  of  the  brushes  and  rigging. 
This  action  is  called  "flashing"  or  "flashing-over,"  and  is 
generally  caused  by  a  "ground"  or  "short-circuit"  on  the 
direct-current  lines.  The  large  current,  which  flows  between 
the  brushes  and  the  commutator,  at  the  instant  of  the  short 
circuit,  vaporizes  some  of  the  carbon  and  forms  a  gas  around 
the  brushes.  The  alternating  current  supplied  at  this  instant 
is  so  large  that  it  causes  a  drop  in  the  alternating  voltage. 
The  direct-current  circuit  breakers  now  let  go,  and  the  alter- 
nating voltage  surges  up  to  an  abnormal  value.  This  sets 
up  a  high  voltage  between  adjacent  commutator  segments 
and  the  carbon  vapor  ofifers  a  path  of  comparatively,  low 
resistance,  so  arcs  are  set  up  from  segment  to  segment  until 
the  brushes  are  practically  short-circuited  by  the  vapor  paths 
thus  formed.  The  normal  alternating  voltage  is  sufficient 
to  maintain  this  arc,  now  that  it  is  once  started,  and  unless 
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the  attendant  cuts  the  converter  from  the  line,  the  brush- 
holders  and  commutator  may  be  severely  injured. 

It  has  been  shown  in  Art.  138  that  severe  hunting  also  may 
cause  "flashing  over.'' 

Although  it  would  be  possible  to  prevent  most  "flash- 
overs"  by  locking  the  alternating-current  and  the  direct- 
current  circuit  breakers  together,  it  is  usually  not  considered 
desirable  to  disconnect  the  machine  from  the  alternating- 
current  line  and  take  the  trouble  to  go  through  the  process 
of  starting  up  and  synchronizing  again.  It  is  much  more 
desirable  to  use  extra  care  in  designing  the  converter  in  order 
to  minimize  the  likelihood  of  flashing  and  to  protect  the 
converter  on  the  alternating-current  side  by  independent 
time-limit  relays,  which  disconnect  the  converter  from  the 
alternating-current  line  only  when  the  machine  continues  to 
draw  an  overload  from  the  mains.  For  this  reason  600  volts 
is  usually  considered  the  safe  upper  limit  for  the  voltage  of 
the  direct-current  brushes,  although  1200-volt  and  even  1500- 
volt  converters  have  been  built  for  25-cycle  systems.  Six 
hundred  volts  call  for  such  a  value  of  normal  voltage  be- 
tween commutator  segments  as  will  give  a  high  factor  of 
safety  against  flashing. 

In  street-railway  service  it  has  been  found  that  if  the 
feeders  are  not  tapped  into  the  trolley  lines  too  near  the  sub- 
stations, the  reactance  and  resistance  of  the  line  between  the 
converter  and  any  short  circuit  limits  the  size  and  sudden 
growth  of  the  short-circuit  current  so  that  flash-overs  are 
rare  occurrences. 

149.  Motor-converter.  In  order  to  secure  steadiness  in 
operation  and  ease  in  starting,  a  synchronous  converter  is 
sometimes  mounted  on  the  same  shaft  with  a  large  slow  speed 
induction  motor  having  the  same  number  of  poles  as  the  con- 
verter. The  two  machines  are  connected  in  series  with  each 
other*  or  in  "concatenation"  as  it  is  called.  The  stator 
windings  of  the  induction  motor  are  connected  directly  to 

*  See  Chap.  VII,  Art.  105. 
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the  line.  The  rotor  of  the  motor  is  of  the  wound  type  and  is 
connected  directly  to  the  armature  of  the  converter.  No 
rings  are  necessary,  because  both  rotors  are  on  the  same 
shaft.  In  this  way  the  induction  motor  receives  all  the 
electrical  power  from  the  line,  uses  about  half  of  it  to  drive 
the  combination  and  sends  the  remainder  of  it  at  half  fre- 
quency to  the  converter. 

That  the  alternating  current  delivered  to  the  converter 
has  one-half  the  frequency  of  the  line  may  be  seen  from  the 
following: 

At  the  instant  the  induction  motor  is  thrown  on  the  line, 
as  we  have  seen  in  Chapter  VII,  the  frequency  of  the  e.m.f. 
induced  in  the  rotor  equals  the  frequency  of  the  line.  As  the 
rotor  gets  up  speed,  the  frequency  of  this  e.m.f.  induced  in 
the  rotor  becomes  less  and  less  until  it  finally  becomes  zero 
as  the  rotor  attains  synchronous  speed,  which  it  would  ap- 
proach very  closely  if  unloaded.  The  value  of  this  inducetl 
e  Jn.f.  is  also  gradually  decreasing  in  proportion  as  the  speed 
increases,  so  that  at  synchronous  speed  it  would  be  zero. 

On  the  other  hand,  the  value  of  the  e.m.f.  induced  in  the 
armature  of  the  converter  is  zero  at  the  instant  the  induction 
motor  is  thrown  on  the  line.  Thus  a  very  large  current  is 
delivered  by  the  rotor  of  the  induction  motor  to  the  conver- 
ter armature.  But  as  the  speed  rises,  the  e.m.f.  induced  in 
the  armature  winding  increases  and  cuts  down  this  current. 
Thus  the  current  dies  out  for  two  reasons,  —  the  induced 
e.m.f.  in  the  rotor  of  the  induction  motor,  which  maintains 
the  current,  is  decreasing  as  the  speed  rises,  and  the  e.m.f. 
induced  in  the  armature  windings,  which  opposes  the  current, 
is  increasing  as  the  speed  rises.  When  the  shaft  has  reached 
one-half  synchronous  speed,  the  e.m.f.  induced  in  the  armature 
windings  has  just  risen  to  the  value  which  the  e.m.f.  induced 
in  the  rotor  winding  has  fallen  to.  If  the  speed  increased 
still  further,  the  e.m.f.  induced  in  the  armature  would  send  a 
reverse  current  back  to  tlie  induction  motor  converter  rotor. 
The  converter  would  thus  be  acting  as  a  generator  and  in 
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delivering  power  would  tend  to  slow  down.  Its  induced 
e.m.f.  would  fall  again,  and  the  induced  e.m.f.  in  the  rotor 
would  rise  in  proportion.  Equilibrium  is  thus  maintained 
,  at  practically  half-speed. 

The  converter  is  thus  running  on  a  30-cycle  current  if  the 
line  frequency  is  60  cycles  and  is  accordingly  more  stable. 
The  objection  to  this  arrangement  is  the  greater  initial  cost 
and  the  low  power-factor  at  which  the  induction  motor  must 
operate  on  account  of  running  at  one-half  synchronous  speed. 

160.  Inverted  Converter.  Speed-limiting  Switch.  The 
synchronous  converter  can  be  used  to  convert  direct  current 
into  alternating  current.  When  so  used  it  is  called  an  in- 
verted converter. 

The  use  of  inverted  converters  is  limited  to  two  cases: 

(a)  When  a  generating  station  is  called  upon  to  supply  a 
local  direct-current  load  and  a  distant  alternating-current 
load.  A  converter  is  then  used  at  times  straight  to  help 
the  direct-current  generators,  and  at  times  inverted  to  help 
the  alternators. 

(6)  When  a  direct-current  system  wishes  to  supply  a  dis- 
trict at  a  distance  from  the  central  plant,  one  converter  is 
used  inverted  at  the  central  station  to  change  the  power  to 
alternating  current  for  high  voltage  transmission,  and  another 
at  the  distant  district  as  a  straight  converter  to  convert  it 
back  to  direct  current  for  use. 

The  main  difficulty  encountered  in  operating  a  converter 
in  the  above  manner  is  to  keep  the  speed  constant,  and  hence 
the  frequency  of  the  alternating  current  steady.  The  speed 
of  a  straight  converter  is  fixed  by  the  frequency  of  the  sys- 
tem, but  an  inverted  converter  is  merely  a  direct-current 
shunt  motor  and  its  speed  depends  upon  the  strength  of  the 
field  fiux.  Now  if  the  fields  are  excited  from  a  constant- 
voltage  source  of  direct  current,  the  converter  acts  like  an 
alternator.  If  the  deUvered  alternating  current  leads  the 
alternating  voltage,  then,  as  we  saw  in  Art.  9  and  10,  the 
armature  reaction  strengthens  the  field  fiux.    This  merely 
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causes  the  voltage  of  an  alternator  to  rise;  but  since  the  speed 
of  a  shunt  motor  depends  upon  the  strength  of  the  field,  this 
increase  of  field  strength  will  cause  the  converter  to  slow 
down,  and  make  a  corresponding  decrease  in  the  frequency 
of  the  current  delivered.  At  unity  power-factor  the  arma- 
ture reaction  neither  strengthens  nor  weakens  the  field,  so 
the  speed  is  not  altered. 

When  the  converter  delivers  a  lagging  current,  however, 
the  field  flux  is  weakened  by  the  armature  reaction,  just  as 
described  in  Art.  9  and  10  for  the  case  of  an  alternator.  This 
weakened  field  causes  the  converter  speed  to  rise,  and  to  in- 
crease the  frequency.  An  increase  in  the  frequency  may 
increase  the  inductive  reactance  of  the  circuit  and  cause  the 
current  to  lag  still  more.  This  causes  a  still  further  weaken- 
ing of  the  field  and  an  increase  in  the  speed,  and  so  on  until 
the  speed  becomes  dangerously  high.*  It  is  evident  that  for 
successful  inverted  operation  of  converters  excited  by  a  con- 
stant-voltage source  of  direct  current,  some  kind  of  speed- 
limiting  switch  is  necessary. 

A  common  type  of  this  switch  is  operated  by  a  centrifugal 
governor.  A  weight  is  mounted  on  the  end  of  the  shaft  in 
such  a  way  that  as  the  speed  increases  the  weight  is  forced 
further  from  the  shaft.  Such  a  device,  marked  S.  L.  S.,  is 
shown  attached  to  the  end  of  the  shaft  of  the  converter  in 
Fig.  340.  Before  the  speed  reaches  a  dangerous  value,  the 
weight  has  been  forced  out  so  far  that  it  hits  and  closes 
a  switch  which  short-circuits  a  no-voltage  release  on  the 
direct-current  circuit  breaker.  The  opening  of  this  breaker 
disconnects  the  driving  power  from  the  converter.  This 
switch  is  usually  mounted  on  one  end  of  the  converter  shaft 
and  the  end-play  device  on  the  other  end,  but  they  are  some- 
times combined. 

The  speed-limiting  device  does  not  cause  the  converter  to 
run  at  uniform  speed,  —  it  merely  prevents  the  speed  from 

*  Inductive  reactance  equals  2irfL.  Thus  if  the  frequency  /  in- 
creasee,  the  total  reactance  is  increased  in  exact  proportion. 
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becoming  dangerously  high.  By  exciting  the  inverted  con- 
verter from  a  shunt-wound  generator  connected  to  the  con- 
verter shaft,  the  speed  may  be  held  very  nearly  constant. 
The  field  of  the  exciter  is  run  very  much  below  saturation 
and  any  slight  increase  in  speed  causes  a  large  increase  in 
voltage  and  thus  an  increased  field  current  in  the  converter. 

Of  course  if  a  converter  is  running  inverted  in  parallel  with 
alternators  of  large  capacity,  there  is  no  danger  of  its  racing. 
It  then  acts  exactly  like  another  alternator  running  in  parallel. 
If  the  field  is  t<\o  weak  it  draws  a  lagging  current  from  the 
other  alternators:  if  too  strong,  a  leading  current,  just  as  any 
other  alternator  Vould,  as  explained  in  Art.  25,  28  and  29. 

On  the  other  himd,  when  operating  as  a  straight  converter 
in  parallel  with  other  converters,  there  is  danger  of  racing,  if 
at  any  time  the  voltage  of  the  alternating-current  supply 
is  lost  (through  a  short  circuit  or  otherwise)  and  at  the 
same  time  the  direct-current  power  is  maintained  across 
the  brushes  by  some  external  source  of  supply,  such  as  a 
storage  battery.  It  then  operates  as  an  inverted  converter, 
and  if  there  is  considerable  inductive  reactance  in  any  circuit 
that  may  exist  between  the  alternating-current  rings,  a 
lagging  current  will  be  pumped  through  it  with  the  resulting 
danger  of  racing.  It  is  essential,  then,  that  all  converters 
be  equipped  with  a  speed-limiting  device,  reverse-current 
breaker  on  the  direct-current  side,  and  low-voltage  release 
coils  on  the  alternating-current  breakers.  The  whole  danger 
lies  in  the  converter  becoming  disconnected  from  the  alter- 
nating-current source  of  power.  When  properly  connected, 
the  shunt  field  may  be  completely  killed  and  still  the  con- 
verter would  not  race.  As  we  have  seen,  it  would  then 
merely  take  a  large  lagging  current  from  the  alternating- 
current  lines. 

161.  Parallel  Operation  of  Converters.  Converters 
operating  in  parallel  are  subject  to  the  same  conditions  as 
direct-current  generators  operating  in  parallel.  The  same 
precautions  must  be  taken  for  an  equal  distribution  of  the 
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load  among  the  various  machines,  as  arc  taken  to  assure  the 
proper  distribution  of  load  among  direct-current  generators 
operating  in  parallel.  In  the  case  of  compound  convert^ers, 
the  terminals  from  which  the  series-field  leads  start  must  all 
be  connected  through  switches  to  an  equalizing  bus-bar.  In 
putting  a  converter  into  service  and  in  parallel  with  other 
converters,  the  switch  to  this  equalizing  bar  should  be  thrown 
in  before  the  main  switches  are  closed.  This  allows  the 
series  field  to  receive  some  current  from  the  machines  already 
running.  Then  close  the  negative  switch  (the  series  field 
being  on  the  negative  side),  the  direct-current  circuit  breakers 
and  the  positive  switch,  in  the  order  given.  Adjust  the 
rheostats  in  the  fields  of  the  machines  until  each  converter 
takes  its  share  of  the  load. 

When  converters  are  run  in  parallel  on  both  the  direct- 
and  the  alternating-current  side,  each  converter  should  take 
its  power  through  a  separate  set  of  transformers;  otherwise, 
all  the  machines  must  have  exactly  the  same  armature  re- 
sistance, lead  resistance,  brush  resistance  and  brush  setting, 
in  order  that  each  machine  take  its  share  of  the  load.  These 
conditions  are  practically  impossible.  When  the  converters 
are  operating  in  separate  banks  the  distribution  of  the  load 
may  be  changed  by  changes  in  the  shunt  field,  the  series  field, 
the  equalizer  circuit  and  the  setting  of  the  brushes.  While 
changing  the  brush  setting  will  change  the  direct  voltage 
across  the  converter  and  thus  change  the  strength  of  the 
shunt  field  and  the  compounding,  it  is  likely  to  cause  spark- 
ing. It  is  usually  better  to  have  the  brushes  on  all  the 
machines  set  for  sparkless  commutation,  and  as  nearly  as 
possible  at  similar  positions,  and  to  rely  upon  the  changes  in 
other  respects  to  distribute  the  load  properly. 

The  regulation  of  the  converters  should  be  suited  to  the 
characteristics  of  the  load.  Thus  converters  in  parallel  with 
storage  batteries  should  have  a  drooping  voltage  charac- 
teristic or  poor  regulation,  otherwise  the  batteries  will  not 
carry  their  share  of  the  load.  In  general,  we  have  seen  that 
the  machine  with  the  greatest  compounding,  or  having  the 
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most  rising  or  least  drooping  characteristic,  always  takes  the 
greatest  share  of  the  load. 

162.  Efficiency  and  Losses.  The  accompanying  table 
is  from  the  "American  Handbook  for  Electrical  Engineers" 
and  gives  the  efficiency  and  distribution  of  losses  of  a  typical 
60-cycle  and  a  25-cycle  converter.  The  values  are  all  in  per 
cent  of  input  at  full  load 


TABLE  III 
Converter  Losses  and  Efficiencies 


Kw.  rating 

Frequency 

Core  loss 

Armature  RP . . . 
Shunt  field  RP . 

Brush /2/2 

Bearing  friction 
Brush  friction.. 
Efficiency 


163.  Mechanical  Structure  of  Converters.  The  transfer 
of  electrical  energy  in  a  converter  takes  place  in  the  con- 
ductors without  going  through  the  intermediate  step  of 
mechanical  energy.  Thus  the  mechanical  construction  does 
not  have  to  be  as  heavy  as  for  a  motor  or  generator  handling 
the  same  amount  of  electrical  energ>^  The  shaft,  bearings, 
bracing  of  the  windings,  etc.,  have  to  be  constructed  strong 
enough  only  to  withstand  centrifugal  forces  and  the  small 
torque  set  up  to  overcome  the  friction,  core  loss,  copper  loss, 
windage,  etc. 

164.  Three-wire  System.  Dobrowolsky  Method.  When 
a  synchronous  converter  is  supplying  a  three-wire  direct- 
current  system,  the  neutral  wire  is  brought  back  to  the  neu- 
tral point  of  the  transformer  secondaries  as  in  Fig.  8a,  First 
Course.  In  this  way,  the  unbalanced  current  carried  by  the 
neutral  wire  returns  to  the  system  at  the  neutral  point  and 
enters  the  armature  winding  through  the  collecting-rings. 

An  arrangement  similar  to  this  is  often  used  in  connection 
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with  a  direct-current  generator  in  order  to  get  the  advantage 
of  three-wire  distribution.  The  armature  is  tapped  at  points 
180  electrical  degrees  apart  and  brought  out  to  two  collector- 
rings  (like  the  tapping  on  the  armature  of  a  two-ring  con- 
verter), and  a  single-coil  auto-transformer,  called  a  balaocer 
coil,  is  connected  across  the  two  rings.  Fig.  342  shows  the 
balancer  coil  AB  connected  to  a  two-pole  generator  at  the 
points  a  and  h  which  are  180°  apart.    The  rings  are  omitted 


Fi«.  342.  Diagram  of  a  Dobrowolsky  three-wire  direct-current  gen- 
erator. The  balancer  coil  AB  is  connected  to  the  two  diametral 
laps  a  and  6  on  the  armature.  The  neutral  wire  comes  to  the  middle 
point  N  of  the  balancer  coil. 

to  give  clearness  to  the  connections.  The  point  a  will  always 
be  as  much  below  the  voltage-level  (potential)  of  the  brush 
Bi  as  the  point  b  is  above  the  voltage-level  of  the  brush  B^, 
regardless  of  what  position  the  armature  may  be  passing 
through.  The  middle  A'  of  the  auto-transformer  or  balance 
coil  AB  is  always  just  as  far  below  the  volt^e-Ievel  of  a  as  it 
is  above  the  voltage-level  of  the  point  b.  Therefore  we  see 
that  the  point  A""  is  always  just  as  far  below  the  voltage-level 
of  brush  S]  as  it  is  above  the  voltage-level  of  brush  Bi;  in 
other  words,  it  is  electrically  midway  between  the  positive  and 
the  negative  mains  at  all  times,  or  is  in  fact  a  neutral  point  for 
the  direct-current  distributing  system.  The  balancer  coil  has  a 
low  resistance.    Just  as  the  central  point  of  the  transformer 
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connected  across  the  rings  of  a  two-ring  converter  would  be 
the  neutral  point  of  the  converter,  so  the  central  point  N  of 
this  balancer  coil  is  the  neutral  point  of  the  direct-current 
generator  and  will  therefore  allow  a  direct  current  to  flow 
through  it,  but  will  oppose  the  flow  of  an  alternating  current. 
The  alternating  voltage  induced  in  the  armature  conductors 
will  always  be  sending  an  exciting  current  through  the  coil 
equal  to  the  effective  value  of  the  induced  voltage  divided  by 
the  impedance  of  the  coil  at  the  frequency  at  which  the 


Fia.  343a.  Diagram  o(  a  Dobrowolaky  three-wire  direet-current  gen- 
erator equipped  with  two  balancer  coila  in  order  to  distribute  the 
out^t-baloDce  current  more  uniformly  throughout  the  lumature 
windiogB. 

voltage  alternates.  Thus,  if  the  induced  voltage  had  approx- 
imately a  sine  wave-form  and  was  240  volts  at  the  direct- 
current  brushes,  the  effective  value  across  the  balancer  coil 
would  be  0.707  of  240  or  169  volts.  Assuming  300  ohms  as 
the  impedance  (being  practically  all  reactance,  at  the  fre- 
quency of  the  machine),  the  exciting  current  would  be  igj 
or  0.58  ampere.  Thus  ouly  this  very  small  alternating 
current  would  be  flowing  although  the  machine  was  deliver- 
ing 240  volts,  because  the  reactance  chokes  back  an  alterna- 
ting current. 
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Now  assume  the  three-wire  direct-current  system  is  un- 
balanced as  in  Fig.  342,  by  the  positive  side  taking  100 
amperes  and  the  negative  only  80  amperes.  The  neutral 
which  must  then  carry  20  amperes  is  connected  at  the  exact 
central  point  C  of  the  balancer  coil.  The  low  resistance  coil 
offers  very  little  opposition  to  the  flow  of  direct  current. 


Flu.  343b.  A  photograph  of  the  Dobrowolsky  three-wire  direct-cur- 
rent generator  equipped  with  two  balancer  coils  installed  in  the 
power  plant  of  Wentworth  Institute.  The  Wvstinghtnue  BUctric  &■ 
lHJg.  Co. 

Thus  10  amperes  direct  current  flows  in  through  one-half  of 
the  coil  and  10  amperes  through  the  other  half,  as  in  this  way 
the  least  resistance  is  offered  to  the  flow.  These  two  cur- 
rents flowing  in  opposite  directions  around  the  core  exactly 
neutralize  the  magnetic  effect  of  each  other  and  so  do  not  dis- 
turb the  alternating  exciting  current. 
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In  order  to  more  evenly  distribute  the  neutral  current 

among  the  armature  windings  and  thus  decrease  the  heating, 

'tr       it  is  customary  to  use  two  balancer  coils  connected  to  the 

generator  through  four  collecting-rings.     In  Fig.  343a  the 

rings  are  omitted  for  the  sake  of  clearness,  but  note  that  the 

r         neutral  current  enters  the  armature  at  four  points  a,  6,  c,  d, 

—        instead  of  at  two  (a  and  6),  as  in  Fig.  342.    The  appearance 

of  a  Dobrowolsky  generator,  equipped  with  four  rings  for 

two  balancer  coils  is  shown  in  Fig.  343b. 

RECTIFIERS 

For  changing  alternating-current  power  in  small  quantities 
into  direct-current  power  there  are  several  devices  much  less 
expensive  than  the  motor-generator  or  the  synchronous  con- 
verter. These  are  called  rectifiers  and  are  of  three  types,  (o) 
the  mercury  arc,  (6)  the  electrolytic  and  (c)  the  vibrating. 

166.  Mercury-arc  Rectifier.  By  far  the  most  common 
rectifier  is  the  mercury  arc,  which  is  widely  used  to  rectify 
alternating  currents  for  the  purpose  of  charging  storage 
batteries  and  operating  arc  lights.  A  picture  of  a  mercury 
arc  rectifier  is  shown  in  Fig.  344  and  a  connection-diagram  in 
Fig.  345. 

The  glass  tube  containing  the  mercurj*^  is  exhausted  until 
a  very  low  pressure  is  obtained.  There  are  two  wells,  B  and 
X,  which  contain  mercury,  and  two  positive  graphite  elec- 
trodes A  and  A',  generally  called  the  anodes. 

The  anodes  A  and  A'  are  connected  to  opposite  sides  of 
the  line  from  the  transformer.  A  coil  of  high  reactance  but 
of  low  resistance  (Ti  —  7^2)  is  also  connected  across  the  trans- 
former. The  negative  side  of  the  battery  to  be  charged,  or 
of  the  arcs  to  be  lighted,  is  connected  to  the  middle  point  C  of 
the  reactance  coil,  and  the  positive  side  to  the  large  mercury 
well  at  B.  The  small  mercury  pool  at  X,  which  is  merely 
used  to  start  the  arc,  is  connected  through  a  resistance  R  to  one 
side  of  the  transformer  line.  There  is  such  a  high  resistance 
oflfered  by  the  gap  between  the  mercury  wells  that  it  would 
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take  many  thousand  volts  to  start  a  current  through  it,  so  a 
starting  device  is  necessary.  The  tube  is  tilted  until  a  bridge 
of  mercury  is  formed  across  the  space  between  B  and  X.  This 
offers  a  path  from  wire  E  through  resistance  R,  from  X  to  B, 
through  the  Imttcry  to  C,  through  half  the  reactance  coil  Ti,  to 
the  other  side  of  the  circuit  D.    An  alternating  current  would 


Fig.  344.    The  tube  of  the  BinRlc-phsBc         Fig.  345.    Diagram  of  the 
mercury  arc  rectifier.     The  Geritral  connecUonsforthcsin^c- 

Elcclrie  Co.  phase  mercury-arc  recti- 

fier o(  Fig.  344. 

therefore  flow  through  this  path.  If  the  tube  is  now  tilted 
back,  an  arc  is  formed  which  vaporizes  some  of  the  mercurj' 
and  so  charges  it  with  electricity  that  the  resistance  is  cut 
down  between  the  points  A'  and  B  between  and  the  points  A 
and  B.  Now  mercury  vapor  possesses  the  quality  in  common 
with  almost  all  metallic  vapors  of  allowing  a  current  to  pass 
easily  in  one  direction  and  hardly  at  all  in  the  other  direc- 
tion.   Thus  the  current  can  now  easily  pass  from  either  A 
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or  A'  to  fi,  depending  upon  whether  A  or  A^  happens  to  be 
positive  at  this  instant.  If  A'  happens  to  be  positive,  a 
current  is  immediately  set  up  through  the  vapor  between 
A'  and  B,  and  flows  from  A'  to  5,  through  the  battery  to  C, 
through  Ti  to  the  other  side  (D)  of  the  transformer  B.  At 
the  next  instant  A'  has  become  negative  and  A  positive. 
Practically  no  current  can  flow  back  from  B  to  A',  but  since 
A  is  now  positive,  a  current  flows  from  A  to  B  through  the 
vapor,  then  through  the  battery  to  C,  through  T2  to  the  side 


a 


20- 
S.IO' 


Fig.  346.  Curve  a  represents  the  current  in  the  lead  wire  at  A  of 
the  rectifier  of  Fig.  345.  Curve  b  is  the  current  in  the  lead  wire  at 
A\  Curve  c  is  the  current  in  the  lead  wire  at  B.  Note  that  curve 
c  is  merely  the  sum  of  curves  a  and  b,  and  that  none  has  negative 
values. 

E  of  the  transformer.    Thus  the  current  through  the  battery 
is  always  in  one  direction. 

But  the  mercury  arc  has  the  properties  of  any  other  arc,  — 
it  requires  a  voltage  to  maintain  it.  Now  when  E  is  chang- 
ing from  positive  to  negative,  or  vice  versa,  there  is  an  instant 
when  the  voltage  is  zero,  and  at  this  instant  the  arc  tends 
to  go  out;  The  inductive  reactance  of  the  coils  Ti  and  T2 
is  used  for  the  purpose  of  preserving  the  arc.  For,  as  we 
have  seen,  a  current  is  set  up  in  T\  before  the  voltage 
from  A'  to  B  dies  out.  This  current,  during  the  decay 
of  the  voltage  from  A'  to  fi,  tends  to  keep  up  its  strength 


682  ALTEHNA  TING-CUIiRENT  ELECTRICITY 

because  of  the  inductance  of  the  coil  7*1  and  thus  jumps 
through  the  vapor  from  -4  to  6  forming  a  local  circuit, 
— -from  A  to  B,  through  the  battery,  through  Ti  to  ^4 
again.  So,  even  before  A  I)ecomes  positive  on  account  of 
the  secondary  transfonner  voltage,  a  current  is  already  flowing 
frani  ^  to  B,  and  it  is  merely  increased  by  the  rising  positive 
voltage  from  A  to  B.  Thus  the  currents  overlap  one  another, 
as  it  were,  and  maintain  a  result;mt  current  flowing  through 


Fill.  347.  OacilloRrams  taken  on  a  Ocncral  Electric  mercurj'-«K! 
rpctifipr,  rated  60  cycles;  volts,  d-c.  30/118;  a-c.  110/220;  amperes, 
d-c.  30,  Upper  curve;  direct  current,  23.6  amperes.  Middle  curve: 
direct  voltaf^e,  99.4  volts.  Lower  curve:  alternating  voltaRc,  220 
volls.      Lilies  marke<i   X  are  zero  linea.      The  Oetund  Electric  Co. 

the  tube  continuously.  In  Fig,  346,  curve  a  is  a  copy  of  an 
oscillogram  taken  of  the  current  flowing  into  the  tube  at  .4, 
and  ruTvc  b  is  an  oscillogram  of  the  current  flowing  into  the 
tube  at  A'.  Not«  that  neither  current  has  a  negative  loop. 
Curve  c  is  an  oscillogram  of  the  current  flowing  out  of  the 
tube  at  B  into  the  batt<>ry.  Note  that  it  is  merely  the  sum 
of  curves  a  and  b  and  th.it  it  never  falls  to  zero,  although  it 
pulsiitcs  and  is  full  of  ripples.     Fig.  347  shows  the  direct- 
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current  curve,  direct-voltage  curve  and  the  alternating- 
voltage  curve  obtained  by  an  oscillograph,  from  a  General 
Electric  mercury-arc  rectifier. 

The  current  in  the  opposite  direction  (from  mercury  well 
to  carbon  anode)  is  not  entirely  shut  off.  A  small  "in- 
verse" current  will  always  flow  in  this  direction,  and  it  may 
at  any  instant  become  large  enough  to  cause  a  short  circuit, 
—  for  instance,  when  the  tube  gets 
old  and  the  vacuum  falls  off.  This 
allows  the  inverse  current  to  assume 
very  great  proportions  and  destroys 
the  rectifying  action.  In  fact  any 
cause  which  lowers  the  vacuum  will 
allow  the  inverse  current  to  be  set 
up.  Mercury  will  sometimes  con- 
dense on  the  side  of  the  tube  and 
drop  on  the  red  hot  carbon  anodes 
This  vaporizes  the  drop  of  mercury 
and  instantly  lowers  the  vacuum. 
The  tube  thus  practically  forms  a 
short  circuit  on  the  alternatinp;- 
current  line,  since  the  current  can 
flow  both  ways  through  it  with  very 
little  resistance.  Precautions  are 
therefore  taken  in  designing  the 
shape  of  the  tube  to  prevent  mercury 
globules  from  coming  into  contact  ^^^^'  ^48.  Diagram  ai  con- 
with  the  carbon  anodes.  "^^^^«"«  ^^^  ^  thixK-phasc 

rr,!  .  -I      m  i    m        mercur>'-arc  rectifier. 

The  reactance  coils  Ti  and  T2 
may  be  omitted  if  a  special  transformer  w^ith  large  leakage 
reactance  is  used,  having  the  secondary  divided  into  two 
equal  coils.  The  negative  of  the  batteries  is  then  brought 
to  the  juncture  of  these  two  secondary  windings,  which 
perform  the  duties  of  both  reactance  coils  Ti  and  T2  and 
also  of  the  secondary  winding  DE, 

A  tube  constructed  for  use  on  a  three-phase  circuit  works 
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even  better  than  a  single-phase  tube.  Fig.  348  shows  the 
connection  for  a  three-phase  tube.  Note  that  the  return 
from  the  battery  is  brought  back  to  the  neutral  juncture  of 
the  three  Y-connected  transformer  coils.  The  front  and  rear 
appearance  of  a  mercury-arc  battery-charging  equipment  is 
shown  in  Fig.  349. 


Front  Rear 

Fio.  349.    Front  and  rear  views  of  a  General  Electric  mercury-are 

rectifying  outfit  for  cbarging  storage  batteries. 

166.  Rating  and  Efficiency  of  Mercury-arc  Rectifiers. 
The  most  common  size  of  tube  for  chat^ng  storage  batteries 
is  built  of  glass  with  a  maximum  capacity  of  30  amperes 
direct  current,  and  with  a  minimum  current  of  5  or  6 
amperes.    If  the  current  in  these  tubes  is  raised  much  above 
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30  amperes,  the  glass  becomes  too  hot  and  soon  breaks  down 
by  taking  on  a  coating  of  mercury  which  short-circuits  the 
terminals.  If  the  current  drops  below  5  or  6  amperes,  the 
arc  "goes  out"  and  the  tube  must  be  tilted  up  and  started 
again.  In  other  words,  it  takes  5  or  6  amperes  to  keep  the 
mercury  sufficiently  vaporized  and  electrified  to  maintain 
an  arc. 

Other  sizes  in  glass  are  rated  at  10,  20,  40  and  50  amperes 
maximum.  Steel  tubes  deliver  as  high  as  300  atoiperes  direct 
current.  They  can  be  built  for  practically  any  voltage  by 
making  the  distance  between  the  anode  and  the  mercury  well 
(or  cathode)  great  enough.  Tubes  have  been  built  to  operate 
on  6000  volts.  The  direct  voltage  may  be  made  any  value 
between  20  per  cent  and  52  per  cent  of  the  alternating  voltage 
of  the  transformer  secondaries  and  the  direct  current  1^  to  2^ 
times  the  alternating  current.  The  drop  across  the  tube  is 
always  14  volts  in  the  battery-charging  type  and  25  volts  in 
the  series-lighting  type,  regardless  of  what  the  impressed  volt- 
age is.  The  efficiency  tiien  depends  entirely  upon  the  voltage 
at  which  the  tube  is  operated;  in  fact,  in  those  operating  on 
high  voltage,  the  tube  loss  is  negligible,  the  efficiency  depend- 
ing upon  the  efficiency  of  the  transformer.  In  practice,  the 
combined  efficiency  of  the  transformers  and  tubes,  etc.,  ranges 
from  80  per  cent  to  92  per  cent.  The  power-factor  is  about 
90  per  cent.  The  regulation  is  excellent,  depending  entirely 
upon  the  drop  in  the  transformers  and  reactance  coils,  since  the 
drop  in  the  bulb  does  not  change  at  all  with  the  load.  The 
life  depends  upon  the  temperature  at  which  the  bulb  is  run, 
—  a  low  temperature  resulting  in  an  indefinitely  long  life. 

167.  Electrolytic  Rectifier.  Many  metals  immersed  in 
some  solution  offer  a  high  resistance  to  the  passage  of  an 
electric  current  when  it  is  flowing  from  the  metal  to  the  solu- 
tion, but  yet  offer  a  very  low  resistance  when  current  flows 
from  the  liquid  to  the  metal.  In  the  case  of  aluminum,  it  is 
practical  to  make  commercial  use  of  this  property  for  recti- 
fying alternating-current  power  in  relatively  small  amounts. 
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A  plate  of  aluminum  and  a  plate  of  lead  are  placed  in  an 
electrolyte,  generally  a  solution  of  neutral  ammonium  sul- 
phate. The  aluminiun  will  allow  a  current  to  flow  from  the 
lead  through  the  solution  to  the  aluminum  plate  with  not 
much  resistance,  but  offers  a  high  resistance  to  the  flow  from 
the  aluminum  through  the  electrolyte  to  the  lead  plate. 

Such  a  cell  is  called  an  elec- 
trolytic rectifier. 

An  arrangement  of  four  cells 
is  generally  used  when  an  alter- 
nating current  is  to  be  rectified 
for  charging  storage  batteries, 
as  in  Fig.  350.  When  the  side 
B  of  the  transformer  is  positive, 
the  current  can  flow  through 
cell  I  from  the  lead  to  the 
aluminum,  but  not  much  current 
can  get  through  cell  II  as  it 
would  have  to  pass  from  the 
aluminum  to  the  lead.  There- 
fore, it  is  forced  through  the 
battery  to  point  D.  From  here, 
it  can  flow  through  cell  IV,  from 
lead  to  aluminum  again,  and 

Fig.  350     Diagram  of  connec-  ^^^j^  ^^^  ^^j^^^  ^j^^  ^   ^j  ^^^ 
tion  of  four  aluminum  cells  to  oi*     -i     i 

be  used  aa  an  electrolytic  reo-  transformer.      bmiUarly,    when 
tifier.  A  becomes  positive,  the  current 

flows  from  A  through  cell  II, 
through  the  battery  and  cell  III  to  the  side  B  of  the 
transformer. 

The  efficiency  of  this  arrangement  depends  upon  the  tem- 
perature of  the  electrolyte;  being  about  30  per  cent  for  an 
equipment  for  charging  a  6-volt  battery,  if  the  temperature 
does  not  rise  above  30°  C,  but  becoming  very  small  as  the 
aluminum  cells  get  hot.  In  order  to  operate  at  the  proper 
temperature,  the  aluminum  plates  should  each  have  an  area 
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of  about  2  square  inches  for  each  ampere  which  ia  delivered 
to  the  battery.  Thus  to  charge  a  battery  at  the  rate  of  10 
amperes,  each  aluminum  cell  should  have  an  aluminum  ptato 
of  about  20  square  inches  and  a  lead  plate  of  about  the  same 
area,  and  should  hold  nearly  a  quart  of  electrolyte.  The 
amount  of  current  is  regulated  by  the  resistance  R.  Os- 
cillograms for  an  electrolytic  rectifier,  furnished  by  the 
General  Electric  Co.,  are  shown  in  Fig.  351. 


Fiu,  351.  Oscillogrania  made  by  the  General  Electric  Co.  on  a  Faria 
Electrolytic  Rectifier,  rated  30  amperes,  110  volts.  Upper  curve: 
direct  current.  Middle  curve;  direct  voltage.  Lower  curve: 
alternating  voltage.    The  lines  marked  X  are  zero  lines. 

168-  Vibrating  Rectifier.  For  supplying  from  three  to 
eight  amperes  direct  current  for  charging  storage  batteries 
from  an  alternating-current  circuit,  a  vibrating  rectifier  like 
that  in  Fig.  352  ia  sometimes  used.  The  operation  may  be 
understood  by  referring  to  Fig.  353.  Across  one-half  of  the 
transformer  secondary  arc  connected  in  series  two  magnets 
called  the  a-c.  magnets.  Note  that  the  winding  on  one  is 
reversed  so  that  at  any  given  instant  they  both  present  the 
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same  polarity  to  the  magnet  called  the  d-c.  m^net.  During 
one-half  the  cycle  they  will  present  a  north  pole  to  the  d-c. 
magnet  and  during  the  other  half  a  south  pole.  The  d-o. 
magnet  which  is  free  to  move  about  its  center  is  energize<I 
from  the  battery  which  is  being  charged  and  its  poles  are 
permanent  tluring  the  charging  process.  Thus  at  any  instant 
one  end  will  be  attracted  to  an  a-c,  magnet  and  the  other  eQ<! 
will  Ix!  repelled  by  the  other  magnet.  As  the  a-c,  m^nets 
reveree  their  polarity,  the  other  end  of  the  d-c.  magnet  is 


Fio.  352.     A  vibrating  rectifier.     The  ircsiinpAausr  Electric  &  MJg.  Co. 

drawn  up  and  the  first  repuLsod.  Thus  the  d-c.  magnet 
vibrates  in  synchronism  with  the  alternations  in  the  alternat- 
ing-current line.  As  it  vibrates  it  makes  and  breaks  contacts 
at  the  points  X  and  Y. 

Assume  that  the  end  marked  5  of  the  transformer  is  pasi- 
tive  at  a  given  instant.  This  makes  contact  points  Y  positive 
at  that  instant,  and  the  two  a-c.  magnets  will  Ix;  presenting 
north  poles  to  the  d-c.  magnet.  Now  if  the  battery  terminal 
marketl  .If  happens  to  Iwi  the  positive,  then  the  left  end  of  the 
d-c.  magnet  will  Ix"  a  north  pole  and  will  be  repulsed  by  the 
a-c.  magnet,  and  the  right-hand  end  will  be  attracted.  This 
makes  a  contact  at  Y  and  opens  the  circuit  at  X.  The  a-c. 
current  from  5,  therefore,  enters  the  conducting  strip  on  the  d-c. 
magnet  at  Y,  flows  through  this  strip  to  the  aide  of  battery 
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circuit  marked  Af ,  through  the  battery  to  N  and  then  back  to 
the  transformer.  At  the  next  instant,  the  current  dies  out 
and  a  spring  brings  the  d-c.  magnet  back  to  the  position  in 
Fig.  353.  The  contact  is  thus  broken  at  the  instant  when 
the  current  is  zero,  and  no  sparking  results.  Then  the  end 
5  of  the  transformer  becomes  negative  and  the  current  flows 
in  the  opposite  direction  through  the  a-c.  magnet  coils, 
making  them  present  south 
poles  to  the  d-c.  magnet. 
The  left  end  of  the  d-c. 
magnet  is,  therefore,  at- 
tracted up  and  the  right 
end  is  repulsed  down>  mak- 
ing a  contact  at  X.  This 
connects  M  through  the 
d-c.  magnet  and  contact 
X  with  the  end  3  of 
the  transformer,  which,  we 
have  seen,  is  now  positive. 
Thus  the  lead  M  is  still 
positive,  and  an  intermit- 
tent direct  current  is  de- 
livered to  the  batteries. 
Note  that  it  makes  no 
difference  whether  the  pos- 
itive or  the  negative  side 
of  the  battery  is  connected 
to  M  or  N.  If  the  nega- 
tive side  is  connected  to  M,  instead  of  the  positive,  as  in 
the  above  explanation,  it  merely  magnetizes  the  d-c.  magnet 
in  the  opposite  direction  and  the  rectifying  takes  place  in 
the  reverse  order  so  that  the  current  is  always  delivered  to 
the  proper  battery  lead.  Fig.  354  shows  the  alternating 
voltage,  direct  voltage  and  direct  current  as  taken  by  an 
oscillograph  on  a  General  Electric  Co.  vibrating  rec- 
tifier. 


M 


^^^^ 
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Fig.  353.  Diagram  of  connections  of  a 
vibrating  rectifier.  From  the  Electric 
Journal. 
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159.  Difference  between  Currents  Delivered  by  Rec- 
tifiers and  by  Converters.  The  current  from  a  rectifier 
cannot  be  used  in  a  circuit  containing  inductance  because  ita 
pulsations  would  set  up  eddy  currents  and  would  also  cause 
hysteresis  loss.     It  would,  therefore,  not  be  well  to  excite  the 


FlO.  354.  OBcillograma  taken  cm  &  Gpneral  Electric  Vibraling  Rm> 
tifier,  rated  115  volts,  6.8  amperes  {alternating  current)  and  4.7 
amperes,  direct  current.  Upper  curve:  alternating  voltage.  Mid- 
dle curver  direct  voltage.  Lower  curve:  direct  current.  The  rec- 
tifier is  charging  a  three-cell  battery. 

field  of  an  alternator  with  the  current  delivered  by  a  rectifier. 
The  curves  of  direct  voltage  as  shown  in  the  oscillogranw 
of  Fig.  347,  351  and  354  are  smoothed  out  and  sustained 
Iwcause  in  every  case  batteries  are  being  chai^d.  The  cur- 
rent delivered  by  a  converter,  on  the  other  hand,  is  usually 
as  steady  as  that  delivered  by  a  direct-current  generator  and 
can  be  used  for  any  purpose  calling  for  direct-current  power. 


SUMMARY  OF  CHAPTER  IX 


A  SYNCHRONOUS  CONVERTER  is  a  synchronous  motor, 
the  revolving  armature  of  which  is  fitted  with  both  a  commutator 
and  collecting-rings.  Alternating-current  power  supplied  to  the 
rings  drives  the  machine  as  a  synchronous  motor  and  direct- 
current  power  can  be  taken  from  the  armature  by  means  of 
brushes  bearing  on  the  commutator. 

A  COMPARISON  OF  THE  SYNCHRONOUS  CONVERTER 
with  a  motor-generator  capable  of  converting  the  same  amount 
of  power  from  alternating  to  direct  current  shows  that  the 
synchronous  converter: 

(a)  Is  more  efficient  if  not  too  much  auxiliary  apparatus  is 
needed  to  control  voltage,  etc. 

(b)  Weighs  less  and  occupies  less  space. 

(c)  Costs  less,  —  about  $11.00  per  kilowatt  for  the  larger 
units. 

(d)  In  the  smaller  sizes,  is  hard  to  start  and  instable  on  a 
line  where  sudden  changes  in  load  or  voltage  occur.  Induction 
motor-generators  have  the  advantage  in  these  two  particulars. 

(e)  The  direct  voltage  cannot  be  controlled  separately  from 
the  power-factor  as  in  a  sjmchronous  motor-generator. 

(f)  Cannot  be  used  to  improve  power-factor  or  the  regulation 
of  line  without  great  loss  in  capacity  as  can  a  synchronous 
motor-generator. 

THE  RATIO  OF  THE  ALTERNATING  E.M.F.  to  the  direct 
e.m.f.  of  a  synchronous  converter  is  practically  fixed,  as  follows: 


Number  of  phases. 

Under  ideal 
conditions. 

1 

Under  actual  conditions.        i 

1 

Full  Innd, 
straight. 

Full  load, 
inverted. 

One,  two,  six  (diametral). . . 
Three  or  six  (double  delta). 

0.707 
0.612 

0.71 
0.62 

0.675 
0.580 

THE  RATIO  OF  THE  ALTERNATING  CURRENT  PER 
RING  TO  THE  DIRECT  CURRENT  is  as  follows  for  unity 
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power-factor  and  100  per  cent  efficiency.    Correction  can  easily 
be  made  for  other  power-factors  and  efficiencies. 

Single-phase  (two  rings)  I^  =  1.41  la 

Two-phase  (four  rings)  Jg  »  0.707  la 

Three-phase  (three  rings)  Js  =  0.943 1^ 

Six-phase  (six  rings)  Je  =  0.471  la 

la  =  direct  current  per  main  lead. 

SIX-PHASE  CONVERTERS  ARE  OPERATED  ON  THREE- 
PHASE  systems  usually  by  connecting  the  secondaries  of  the 
transformers  to  the  armature  through  the  rings,  either  Di- 
AMETRALLY  or  in  DOUBLB  DELTA,  as  shown  diagrammatically 
below.  — 


Diametral.  Double  delta. 

THE  CURRENTS  FLOWING  IN  THE  ARMATURE  COILS 
are  combinations  of  the  direct  currents  SUPPLIED  TO  the  brushes 
and  the  alternating  currents  SUPPLIED  BT  the  rings.  There  is 
thus  a  motor  effect  and  a  generator  effect  on  the  armature.  In 
a  single-phase  converter  these  effects  alternate  and  tend  to 
make  the  machine  unstable,  but  in  a  polyphase  converter  they 
are  both  continuous. 

THE  CAPACITY  OF  A  POLYPHASE  CONVERTER  is 
greater  than  the  capacity  of  the  same  machine,  based  on  the 
same  heating  effect,  if  operated  as  a  direct-current  generator. 
Since  the  alternating  currents  and  the  direct  currents  in  the 
armature  windings  partly  neutralize  each  other,  the  heatLng  of 
the  armature  coils  is  less  in  a  converter  than  in  the  same 
machine  run  as  a  direct-current  generator  and  delivering  tiie 
same  power. 

The  following  table  shows  the  capacities  of  the  same  machine 
operated  with  various  numbers  of  rings,  in  comparison  with  its 
capacity  as  a  direct-current  generator  with  the  same  average 
heating. 
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Relative  Capacitt  of  Converters 


• 

rW3. 

glBD- 

arator. 

Convortets. 

2-ring. 

3-rizi«. 

4-ring. 

6-ring 
dia- 
metral. 

ft-rinff 

doubM 

delta. 

12-riDg. 

Relative  output, 
unity  power- 
factor  

87%  power-factor 

100 

85 

■   •   ■  • 

134 
99 

165 
115 

197 
129 

197 
129 

224 
135 

AT  UNITY  POWER-FACTOR,  THE  TAP  COIL  IS  THE 
HOTTEST  part  of  the  armature  and  the  mid-coil  the  coolest. 

When  the  power-factor  becomes  less  than  miity,  the  hottest 
spot  moves  to  one  side  of  the  tap  coil.  The  average  heating  is 
greatly  increased  for  a  slight  decrease  in  the  power-factor,  and 
consequently  the  capacity  is  greatly  decreased. 

THE  RATING  OF  SYNCHRONOUS  CONVERTERS,  the 
output  marked  on  the  name  plates,  is  based  upon  the  maximum 
load  which  they  can  deliver  without  exceeding  the  standard 
maximum  temperature  rise  under  standard  conditions  of  test 
Converters  built  for  railway  service  are  usually  rated  so  that 
they  can  deliver  twice  their  normal  load  for  one  minute,  and  one 
and  one-half  normal  load  for  two  hours,  without  exceeding  the 
specified  standard  temperature  rise  and  with  no  serious  sparking 
at  the  brushes. 

THE  REGULATION  OF  A  CONVERTER  is  exceUent, 
usually  being  about  2  per  cent  from  no  load  to  full  load  due  to 
the  armature  impedance,  and  only  6  per  cent  when  the  drop  due 
to  the  total  impedance  of  the  Une,  transformers  and  armature  is 
considered. 

THE  DIRECT  VOLTAGE  of  a  single-phase  converter  tends 
to  pulsate,  due  to  the  alternate  generator  and  motor  effect  of  the 
current  in  the  windings.  This  pulsation  is  practically  elimi- 
nated when  the  converter  is  operated  as  a  polyphase  machine,  — 
the  more  phases,  the  steadier  the  direct  voltage. 

THE  VOLTAGE  AT  THE  DIRECT-CURRENT  BRUSHES 
may  be  controlled  by: 

(a)  Extra  taps  on  the  transformers.  The  ring-connections 
are  shifted  to  higher  voltage  taps  as  the  brush  voltage  tends  to 
lower. 
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(b)  Indttction  regulators,  as  explained  in  Chapter  IV,  Art  68. 

(c)  Synchronous  boosters.  A  small  alternating-current  gen- 
erator is  mounted  on  the  same  shaft  Its  alternating-current 
terminals  are  connected  in  series  with  the  transformer  second- 
aries across  the  rings.  The  field  coils  are  in  series  with  tiie 
direct-current  leads  of  the  converter.  The  alternating  ejn.f. 
of  the  booster  is  therefore  proportional  to  the  direct  current 
delivered  by  the  converter. 

(d)  Regulating  or  split  poles,  placed  on  the  converter  frame 
between  the  main  poles.  These  poles  add  to  the  direct  ejn.f. 
and  to  the  alternating  e jn.f.  But  the  alternating  ejn.f.  added 
is  nearly  90^  out  of  phase  with  the  e.m.f.  produced  in  the  arma- 
ture winding  by  the  flux  from  the  main  poles,  and  therefore  the 
resultant  alternating  ejn.f.  is  not  increased  as  much  as  tiie 
direct  e.m.f .  By  decreasing  the  flux  of  main  poles  sufficiently, 
the  alternating  ejn.f.  may  be  kept  constant,  and  equal  to  flie 
impressed  e  jn.f .  This  lessening  of  the  flux  of  the  main  poles, 
however,  does  not  decrease  the  direct  e.m.f .  as  much  as  the  flux 
from  the  regulating  poles  increases  it.  Thus  the  direct  voltage 
may  be  raised  or  lowered  20  per  cent  without  changing  the 
alternating  e.m.f. 

(e)  Compound  field  windings  with  series  reactance. 

The  series  coils  carry  the  direct  current  delivered  by  flie 
converter.  Therefore  as  the  direct-current  load  changes,  the 
field  strength  changes  and  a  corresponding  change  is  produced 
in  the  phase  relations  between  the  alternating  current  and  volt- 
age supplied  to  the  rings.  A  reactance  is  connected  in  series  with 
the  transformer  supplying  the  rings.  The  transformer  voltage 
must  therefore  overcome  the  drop  in  the  reactance  and  flie 
induced  counter  e.m.f.  at  the  rings.  When  there  is  a  large 
leading  component  in  the  alternating  current,  the  drop  across 
the  reactance  has  practically  a  180°  phase  relation  to  the  ring 
e.m.f.  and  therefore  a  larger  part  of  the  transformer  voltage  is 
applied  to  rings  than  when  there  is  a  smaller  leading  component 
in  the  current  Thus  the  voltage  applied  to  the  rings  rises  when 
the  current  has  a  sufficiently  large  leading  component  and  vice 
versa.  The  induced  direct  voltage  rises  accordingly.  This 
scheme  is  practicable  for  producing  a  change  of  from  6  to  10 
per  cent  in  the  induced  direct  voltage;  that  is,  of  producing 
nearly  flat-compounding  for  an  internal  drop  of  from  6  to  10  per 
cent  from  no  load  to  full  load.  The  reactance  is  usually  so 
proportioned  as  to  produce  unity  power-factor  at  average  load 
(generally  |  full  load).    At  all  loads  below  this,  the  power-factor 
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18  lagging;  at  all  loads  above,  it  is  leading.  For  practical 
method  of  detennining  the  voltage  at  the  direct-current  brushes 
and  the  power-factor  at  various  loads,  see  Art.  140. 

COMMUTATING  POLES  ARE  OFTEN  USED  ON  CON- 
VERTERS to  increase  the  commutating  facilities.  This 
enables  the  converters  to  run  at  higher  speeds  and  still  commu- 
tate  without  excessive  sparking  at  the  brushes.  This  restdts  in 
fewer  poles  with  less  weight  and  cost  per  kflowatt  output 

CONVERTERS,  LIKE  SYNCHRONOUS  MOTORS,  ARE 
LIKELY  TO  HUNT  unless  their  pole-faces  are  equipped  with 
squirrel-cage  windings,  to  act  as  DAMPBRS. 

SYNCHRONOUS  CONVERTERS  CAN  BE  STARTED  in 
the  following  ways: 

(a)  By  means  of  a  small  induction  motor  with  fewer  poles 
than  the  converter,  mounted  on  the  same  shaft. 

(b)  From  the  direct-current  bu&-bars,  as  a  direct-currentmotor. 

(c)  By  the  induction-motor  effect  between  the  armature  and 
the  squirrel-cage  windings  on  the  poles.  See  detailed  directions 
for  starting  by  this  method  in  Art  148. 

A  FIELD-BREAK-UP  SWITCH  is  connected  in  the  field 
circuit  so  that  the  field  may  be  opened  at  several  points.  This 
prevents  the  e.m.f.  induced  in  the  field  coUs  by  the  rotating 
armature  flux  from  becoming  great  enough  to  puncture  the 
insulation. 

A  BRUSH-RAISING  DEVICE  is  attached  to  a  converter 
having  commutating  poles  to  prevent  the  brushes  (during  the 
process  of  starting)  from  forming  short  circuits  in  those  coils 
immediately  under  the  commutating  poles.  The  alternating 
flux  in  the  armature  cuts  these  coils,  and  the  commutating  poles 
form  paths  of  low  reluctance.  Therefore  destructively  large 
currents  would  flow  in  these  coils  if  they  were  short-circuited  by 
the  brushes  remaining  on  the  commutator. 

EQUALIZER  CONNECTIONS  join  together  all  armature 
windings  which  occupy  corresponding  positions  under  like  poles, 
so  that  any  equalizing  currents  can  flow  through  these  equalizers, 
rather  than  through  the  brushes,  in  order  to  bring  all  corre- 
sponding points  to  the  same  potentiaL  This  cuts  down  the 
tendency  to  spark  and  to  heat  the  commutator. 

END-PLAY  DEVICES  are  often  installed  to  give  the  arma- 
ture a  lateral  motion  along  the  shaft,  and  prevent  the  brushes 
from  wearing  grooves  in  the  commutator. 

FLASH-OVERS  BETWEEN  BRUSHES  of  opposite  polarity 
may  take  place  when  a  short-circuit  occurs  in  the  direct-current 
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line.  Due  to  the  heated  carbon  vapors  liberated  .from  the 
brushesy  the  arc  may  persist  and  damage  the  brush  rigging  and 
commutator  unless  the  converter  is  "  cut-out ''  of  service.  To 
prevent  flash-overs,  resistance  should  be  inserted  in  the  direct- 
current  leads  near  the  converter. 

A  MOTOR-CONVERTER  is  a  concatenated  arrangement  of 
a  low-speed  induction  motor  (with  a  wound  rotor)  mounted  on 
the  same  shaft  with  the  converter.  The  stator  windings  of  the 
induction  motor  are  connected  to  the  line.  The  rotor  windings 
are  tapped  directly  to  the  armature  windings  of  the  converter. 
This  arrangement  has  the  advantage  of  enabling  the  converter 
to  operate  on  a  frequency  of  half  that  of  the  linOi  and  results  in 
a  greater  stability. 

A  CONVERTER  IS  SAID  TO  BE  INVERTED  when  it  is 
receiving  direct-current  power  and  delivering  alternating 
current.  This  use  is  sometimes  resorted  to  when  a  power 
station  is  called  upon  to  deliver  direct-current  power  to  a  local 
district  and  at  the  same  time  to  supply  power  to  distant  con- 
sumers. An  inverted  converter  acts  like  a  shunt  motor.  It  is 
difficult,  therefore,  to  maintain  the  speed  of  the  converter  con- 
stant and  the  frequency  steady.  A  leading  current  strengthens 
the  fields  and  causes  a  decrease  in  the  speed.  A  liigging 
current  may  weaken  the  field  to  such  an  extent  that  the  increase 
in  speed  is  likely  to  burst  the  armature. 

A  SPEED  LIMITING  DEVICE  is  therefore  instaUed  which 
disconnects  the  converter  from  the  Une  as  the  speed  approaches 
the  danger  point. 

CONVERTERS  ARE  OPERATED  IN  PARALLEL  under  the 
same  conditions  as  direct-current  generators.  More  factors, 
however,  enter  in  to  disturb  the  distribution  of  the  load  among 
the  paralleled  machines.  When  converters  are  run  in  parallel  on 
both  the  direct-current  and  the  alternating-current  sides,  each 
transformer  should  take  its  power  from  a  separate  bank  of 
transformers.  The  characteristics  of  the  converters  should  be 
suited  to  the  nature  of  the  load. 

THE  MECHANICAL  STRUCTURE  OF  CONVERTERS  is 
much  lighter  than  that  of  a  motor  or  of  a  generator  handling  the 
same  amount  of  power,  because  the  transfer  of  energy  takes 
place  in  the  conductors,  not  having  to  go  through  the  process  of 
being  changed  into  mechanical  energy. 

IN  THE  DOBROWOLSKY  THREE-WIRE  DIRECT-CUR- 
RENT  GENERATOR  one  or  more  balancer  coils  of  low  reast- 
ance  and  high  reactance  are  connected  diametrally  to  the  amia* 
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tare  windings  fhrongh  collector-rings.  The  third  wire  is  brought 
to  the  middle  points  of  these  coils  wliich  are  of  the  same  potential 
as  tiie  neutral  point  of  the  armature  windings.  The  direct  current 
from  the  neutral  wire  can  flow  through  the  balancer  coils  because 
of  the  low  resistance,  but  the  alternating  ejn.f.  induced  in 
armature  windings  between  the  taps  is  able  to  force  only  a  very 
small  ezdting  current  through  the  balancer  coils  on  account  of 
the  high  reactance. 

RECTIFIERS  ARE  USED  TO  CONVERT  small  amounts  of 
alternating-current  power  to  direct-current  power.  The  com- 
mon types  are: 

(a)  The  mercury  arc, 

(b)  The  electrolytic, 

(c)  The  vibrating. 

THE  MERCURY  ARC  RECTIFIER  is  the  most  common 
^ype,  and  is  used  generally  for  charging  storage  batteries  and 
operating  direct-current  arc  Ughts.  The  glass  tabe  containing 
a  small  amount  of  mercury  is  exhausted  to  a  very  low  pressure. 
The  passage  of  an  electric  spark  through  the  tabe  vaporkes 
some  of  the  mercury  and  allows  the  passage  of  a  current  in  one 
direction  only  through  the  tabe,  when  an  alternating  voltage  is 
impressed  upon  its  terminals.  Almost  no  reverse  current  will 
flow  as  long  as  a  good  vacuum  is  maintained.  Thus,  by 
its  use,  a  direct  current  (but  of  a  fluctuating  nature)  may  be 
obtained  from  an  alternating-current  source  of  supply.  The 
voltage  drop  across  the  tabes  is  constant,  being  14  volts  in  one 
type  and  26  volts  in  the  other.  Thus  the  efficiency  depends 
entirely  upon  the  voltage  at  which  the  tabes  are  operating.  The 
efficiency  of  tabe  and  transformer  usually  ranges  from  80  per 
cent  to  92  per  cent.  The  power-factor  is  about  90  per  cent 
The  regulation  is  excellent  and  the  life  indefinite,  if  run  at  a  low 
temperature.  The  common  glass  tabe  has  a  maximum  capacity 
of  30  amperes  and  a  minimum  of  6  amperes.  The  capacity  of 
steel  tabes  runs  as  high  as  800  amperes.  They  can  be  built  to 
run  on  any  voltage  and  be  adapted  to  either  constant-current  or 
constant-voltage  operation. 

ELECTROLYTIC  RECTIFIERS,  commonly  made  by  im- 
mersing plates  of  lead  and  plates  of  aluminum  in  ammonium 
sulphate,  are  sometimes  used  to  rectify  small  currents  (as 
high  as  ten  amperes).  The  cell  offers  a  high  resistance  to  the 
flow  of  a  current  from  the  aluminum  through  the  electrolyte  to 
the  lead,  but  a  low  resistance  to  the  passage  of  a  current  in  the 
opposite  direction.    The  efficiency  is  about  80  per  cent  when  the 


698  ALTERNATING^URRENT  ELECTRICITY 

temperature  is  below  30^  C.  The  temperature  can  be  kept  low 
if  not  more  than  |  ampere  per  square  inch  of  aluminum  plate 
area  is  rectified. 

IN  A  VIBRATING  RECTIFIER  an  electromagnetic  reversing 
switch  is  operated  by  the  alternating  current,  so  that  it  reverses 
the  alternating-current  connections  to  a  given  pair  of  terminals 
in  synchronism  with  the  alternations  of  the  e jn.f.  Thus  the 
terminals  are  maintained  always  at  the  same  polarity.  The 
common  type  will  supply  from  three  to  eight  amperes. 

THE  DIRECT  CURRENT  DELIVERED  BT  RECTIFIBRS 
DIFFERS  from  that  delivered  by  synchronous  converters 
mainly  in  thkt  it  always  pulsates  more  or  less,  while  the  current 
from  a  converter  is  always  steady.  Rectifiers  are  therefore  not 
suitable  for  supplying  current  to  inductive  circuits. 


PROBLEMS  ON   CHAPTBR  IX 

Prob.  89-0.  The  following  data  are  reported  in  the  Electric 
Journal,  Vol.  IX,  page  609.  In  a  pipe  and  tube  plant  at  Etna,  Pa., 
the  average  power-factor  of  the  load  on  the  generators  was  0.52 
lagging.  A  motor-generator  converter  was  added  having  a  1000- 
kv-a.  synchronous  motor.  W}ien  this  set  is  running  at  full  load 
with  0.209  power-factor  leading,  the  power-factor  of  the  main 
generator  becomes  98  per  cent. 

(a)  What  was  the  total  kilovolt-ampere  output  of  the  generators 
before  the  motor-generator  converter  was  added? 

(6)  What  was  the  eiBFective  power  output  of  the  generator  before 
the  converter  was  added? 

Prob.  80-9.  After  the  motor-generator  converter  of  Prob.  38 
was  added  to  the  plant: 

(a)  What  was  the  apparent  output  (kv-a.)  of  the  generators? 

(6)  What  was  the  effective  power  output  (kw.)  of  the  gener- 
ators? 

Prob.  40-9.  At  an  efficiency  of  82  per  cent  for  the  motor- 
generator  converter  of  Prob.  38,  what  direct-current  power  was 
delivered  by  the  set? 

Prob.  41-9.  The  transformers  in  Fig.  355  are  diametrally 
connected  to  the  six-ring  converter. 

(a)  What  is  the  voltage  between  adjacent  rings? 
(6)  What  is  the  voltage  ratio  of  the  transformers? 

(c)  Taps  are  brought  out  to  three  auxiliary  bus-bars.  What  is 
the  >roltage  between  these  auxiliary  bus-bars  when  the  converter  is 
running? 

(d)  What  is  the  phase-difference  between  the  voltage  of  the 
auxiliary  bus-bars  in  (c)  and  the  secondary  voltage  of  the  trans- 
formers? 

(e)  What  is  the  voltage  of  the  auxiliary  bus-bars  when  the 
switches  a,  b  and  c  are  open?  (From  the  Electric  Journal,  June, 
1911.) 

Prob.  42-9.  (a)  In  Fig.  312,  what  is  the  phase  angle  between 
the  induced  e.m.f.  in  part  aci  of  the  armature  and  the  impressed 
voltage  of  coil  Ci? 

(b)  What  is  the  phase  angle  between  the  induced  e.m.f.  of  oci 
and  the  impressed  voltage  of  coil  B^? 
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FiQ.  355..    Diagram  of  a  converter  connected  diametrally  to  trans- 
formers.   Auxiliary  buB-bars  are  tapped  to  every  other  ring. 

(c)  f^om  parts  (a)  and  (6)  of  the  problem  determine  the  phase 
angle  between  the  voltage  of  transformer  C  and  transformer  B, 
Does  it  check  with  the  three-phase  relation? 

Prob.  43-9.  Fig.  356  shows  three  transformers  delta-connected 
to  a  three-phase  transmission  Une  and  interconnected-star  to  a  three- 
ring  converter.  This  arrangement  is  common  practice  in  conver- 
sion for  a  three-wire  direct-current  system. 
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If  the  direct  voltage  to  neutral  is  110  volts  at  full  load  and  the 
transformers  have  a  voltage  ratio  of  10  to  1  with  the  secondaries 
in  series,  find: 

(a)  Voltage  between  tapping  points  on  the  converter. 

(b)  Voltage  across  each  secondary  coil  of  the  transformeis. 

(c)  Voltage  from  tapping  points  on  converter  to  neutral. 

(d)  Voltage  between  alternating-current  mains. 

S-Phaae  A.C. 


Fig.  356.  Diagram  of  a  converter  with  the  taps  brought  out  to  the 
transformer  secondaries  which  have  an  interconnected-star  arrange- 
ment for  the  purpose  of  furnishing  a  neutral  for  the  three-wu'e 
direct-current  system. 

Prob.  44-9.  With  converter  of  Prob.  43  running  at  unity  power- 
factor,  the  efficiency  is  90  per  cent  when  500  amperes  are  being 
delivered  at  the  direct-current  brushes. 

(a)  On  this  balanced  load,  what  power  is  each  transformer 
delivering? 

(b)  What  is  the  phase  angle  between  the  current  and  the  im- 
pressed voltage  of  each  coil? 

(c)  What  current  flows  in  each  secondary  coil  of  the  transformers? 
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Prob.  45-9.    Connect  to  a  6-ring  converter  the  double-tee  con- 
.       , ,       ,  ,  .    nection  of  transformers  shown  in  Fk. 

LimULJUSJ  357. 

^5a(wwiwwww*wH^^  py^l,^  4^9^    ^  p^^^^  customer  has 

to  make  a  choice  from  the  two  equip- 
ments enumerated  below.  Either  will 
serve  his  purpose  equally.  Data  from 
Elec.  Journal,  Apr.,  1915. 

(I)  Rotary  converter  —  300  kw.,  3- 
phase,  60-cycle,  275  volts,  direct-current, 
compoimd-wound,  900  r.p.m.,  self-start- 
Fia.  357.  Transformers  ing  from  a-c.  side  with  three  110  kv-a. 
connected  in  double-tee.  transformers,  2300/170  —  85  volts,  at 
The  percentage  of  turns  from  $4280  to  $4350. 
in  each  branch  is  indi-  (II)  Synchronous  motor  —  350  kv-a., 
cated  by  the  numbers  on  3-phase,  60-cycle,  2300  volts,  rotating 
the  coils.  field,  direct-connected  to  300  kw.  —  275 

volts,  commutating  pole,  compound- 
wound,  direct-current  generator,  900  r.p.m.  and  direct-connected 
exciter,  at  from  $4650  to  $4895. 


Efficiencies  of  Equipments 


At  per  cent  load  (kv-a.) . . . 
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What  percentage  saving  is  made  on  the  investment  if  equipment 
I  is  chosen? 

Prob.  47-9.  The  load-factor  for  the  equipments  in  Prob.  46 
would  be  about  20  per  cent  and  the  average  load  would  be  50  per 
cent  throughout  250  days  of  9  hours  each.  Cost  of  electrical 
energy  is  Ij  cents  per  kw-hr. 

(a)  Compute  the  yearly  saving  in  power  cost  based  on  average 
load,  if  converter  is  used. 

(6)  What  is  the  yearly  saving  as  a  percentage  of  investment? 

Prob.  48-0.  The  resistance  of  a  converter  line  and  transformers 
is  10  per  cent.  Unity  power-factor  is  desired  at  one-half  load. 
Other  specifications  are  as  in  Example  7.  What  inductive  re- 
actance should  be  used  in  order  to  produce  practically  flat-com- 
pounding from  no  load  to  full  load? 
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.66913 

.74314 

.90040  1.1106 

4S* 

10' 

596 

748 

455   193 

50' 

10' 

.67129 

.74120 

.90669  1.1041 

50' 

ao' 

.57833 

580 

.70691   106 

40' 

20' 

344 

.73924 

.91009  i.oon 

40' 

30' 

.58070 

412 

.71329  .4019 

30' 

30' 

559 

728 

.91633   913 

30* 

40' 

307 

242 

.71709  1.3934 

20' 

40' 

773 

531 

.92170   860 

20' 

80' 

543 

.81072 

.72211   848 

10' 

50' 

.67987 

333 

.92709   786 

10' 

ss* 

.58779 

.80902 

.72654  1.3764 

64* 

4S* 

.68200 

.73135 

.98262  1.0724 

47* 

10' 

.56014 

730 

.73100   680 

50' 

10' 

412 

.7»»7 

.98707   661 

50* 

»' 

248 

558 

547   597 

40' 

20' 

624 

737 

.94345   599 

40' 

so* 

482 

386 

.73996   614 

30' 

30' 

.68835 

587 

.94896   538 

30' 

40' 

716 

212 

.74447   432 

20' 

40' 

.68046 

337 

.95451   477 

20' 

w 

.59949 

.80038 

.74900   851 

10' 

50' 

856 

.73136 

.96006   416 

10' 

ar* 

.60182 

.79864 

.75356  1.8270 

68* 

44* 

.69466 

.71984 

.96569  1.0855 

M* 

10' 

414 

688 

.75812   190 

50' 

10' 

675 

732 

.97133   295 

50' 

SO' 

645 

512 

.76272   111 

40' 

20' 

.69883 

529 

.97700   235 

40* 

30' 

.60676 

335 

.76738  .8032 

30' 

30' 

.70091 

325 

.98270   176 

30* 

40' 

.61107 

.79158 

.77196  1.2954 

20' 

40' 

296 

.71121 

.98843   117 

20* 

50' 

387 

.78980 

.77661   876 

10* 

50' 

505 

.70916 

.99420   068 

10' 

46* 

.70711 

.70711  1.00000  1.0000 

tt* 

oos 

win 

eot  ten 

008 

An 

oot   ten 

53°  to  50* 


46°  to  62< 
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Table  II 

1  cu.  ft.  of  water  weighs  62.5  lb. 

1  horse  p>ower  »  33,000  ft  lb.  per  minute. 

1  kilowatt  =1.34  horse  power. 

1  B.t.u.  «  780  ft.  lb. 

1  cu.  iQ.  of  copper  weighs  0.3195  lb. 

1  cu.  in.  of  aluminum  weighs  0.0063  lb. 

1  cu.  ft.  of  I  uLu^n  j  anthracite  coal  weighs  approx.'  |  ^  «  ' 

1  cu.  ft.  of  I  u^QUgn  I  bituminous  coal  wdghs  approx.  j-g  iu* 

1  barrel  of  crude  oil  »  41  gal.  «  310  lb. 

1  ton  »  2000  lb. 

Resistance  per  mil-foot  of  copper  at  20^  C.  •    •    10.371  ohms.* 

Tehperatttre  Ck>BFnGiENTB  OF  Rbsistancb* 


Atcrc. 

At  arc. 

Commercial  Copper 

Commercial  Aluminum    .... 

0.00427  ^ 

... 

0.00393 
0.0039 

*  Circular  of  ihe_Bureau  qf  Standeurda,  No,  31. 
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APPENDIX  B 


Table  I 


PROPERTIES  OF  ANNEALED  COPPER  WIRE 


B.ftS. 
case- 

Ana  in 
ciro. 
mils. 

Diftmetei 

4 

r  in  mils. 

I 

Number 

of  strands 

in  cable. 

Reeistanoe 

per  mile  at 

20*  C.  or 

68»F. 

Weight  per  mile 

in  pounds 

(approx.). 

flolid. 

Stranded. 

(approx.). 

Solid. 

Stranded. 

14 

4,107 

64.05 

73 

7 

13.3 

65.6 

70 

12 

6,530 

80.81 

92 

7 

8.40 

104 

108 

10 

10,380 

101.9 

116 

7 

5.27 

166 

172 

8 

16,510 

128.5 

146 

7 

3.31 

264 

269 

6 

26,250 

162.0 

184 

7 

2.08 

420 

428 

5 

33,100 

181.9 

206 

7 

1.65 

530 

544 

4 

41,740 

204.3 

232 

7 

1.31 

667 

682 

3 

52,630 

229.4 

260 

7 

1.04 

841 

866 

2 

66,370 

257.6 

292 

7 

0.824 

1062 

1,087 

1 

83,690 

289.3 

333 

7 

0.656 

1337 

1,368 

0 

105,540 

324.9 

375 

7 

0.518 

1687 

1,730 

00 

133,080 

364.8 

419 

7 

0.412 

2127 

2,190 

000 

167,810 

409.6 

470 

7 

0.328 

2682 

2,740 

0000 

211,600 

460.0 

528 

19 

0.259 

3381 

3,470 

250,000 

500.0 

575 

19 

0.217 

•  •  •  • 

4,090 

300,000 

547.7 

630 

19 

0.185 

4,890 

350,000 

591.6 

681 

19 

0.159 

5,740 

400,000 

632.5 

729 

37 

0.137 

6,570 

450,000 

670.8 

773 

37 

0.122 

.... 

7,470 

500,000 

707.1 

815 

37 

0.111 

.... 

8,210 

550,000 

741.6 

855 

37 

0.100 

9,020 

600,000 

774.6 

893 

37 

0.0898 

.... 

9,850 

650,000 

806.2 

929 

37 

0.0845 

10,660 

700,000 

836.7 

964 

37 

0.0793 

11,480 

750,000 

866.0 

998 

61 

0.0739 

12,320 

800,000 

894.4 

1031 

61 

0.0687 

13,130 

900,000 

948.7 

1093 

61 

0.0633 

14,850 

1,000,000 

1000 

1151 

61 

0.0528 

16,420 

i;250,000 

1118 

1289 

61 

0.0438 

20,300 

1,500,000 

1225 

1413 

91 

0.0304 

24,600 

1,750,000 

1323 

1526 

91 

0.0311 

•  1  •  t 

28,700 

2,000,000 

1414 

1631 

127 

0.0275 

1111 

32,800 

(707) 


708  ALTERNA  TING-CURRENT  ELECTRICITY 

TABLE  II 

PitoPBRnsa  OP  Aluuinom  Wirk 

Aluminum  Cables 

The  commercial  sizes  of  stranded  aluminum  cables,  made  by  tlte 
Alumioum  Company  of  America,  are  not  even  circular  mil  and 
B.  &  S.  sizes,  but  are  of  such  cross  sections  as  to  give  the  same 
conductivity  a^  even  circular  mil  and  B.  &  S.  sizes  of  copper  cables 
of  97  per  cent  conductivity.  In  the  following  table  the  first  four 
columns  are  taken  from  a  pamphlet  entitled  "  Instnictiona  for  In- 
stallation and  Maintenance  of  Aluminum  Electrical  Conductors," 
issued  by  the  Aluminum  Company  of  America  in  1914. 

(American  Handbook  tot  ElaetriBal  Eminew) 


B.  *S.g«!eor 

Ctamt  per  mile  ■! 

W«Kh 

,.™.d. 

ci«ukr3^ 

Ubu>) 

Dintn- 

M'CofWF. 

-"^       1 

ctoppB-m 

. 

btroi 

cabla. 
iiKhv. 

™,a. 

.^-. 

Solid. 

6 

41,740 

7 

2.147 

2.194 

200 

203,3 

6 

52,630 

7 

1-703 

1.740 

253 

256-1 

4 

66,370 

7 

1,350 

1.380 

319 

3Z3.1 

3 

83,640 

7 

1.071 

1.094 

402 

406.6 

2 

105,530 

7 

0.8486 

0.86S 

507 

S13.a 

1 

133,220 

7 

a 

0.6720 

0.689 

640 

647.3 

0 

167,800 

7 

jl 

0.5342 

0.546 

806 

818.4 

OO 

211,950 

7 

000     266.800 

7 

OOOO!     336,420 

7 

250,0001     397,500 

19 

300,000     477,000 

19 

350,000      556,500 

19 

400,000      036,000 

37 

460,000     715,600 

37 

500,000     795,000 

37 

.650,000     874.500 

37 

600,000     954,000 

37 

650,000  1,033,500 

37 

700,000  1,113,000 

37 

760,000  1,192,500 

37 

800,000  1,272,000 

61 

850,000  1,351,500 

61 

900,0001  1,431,000 

61 

960,000  1,515,000 

61 

1,000,0001  1,590,000 

61 

1 
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TABLE  III 


(From  American  Handbook  for  Eleetrical  Enginem) 

60-Ctcle  Reactance  of  Soud  Non-magnetic  Wibeb* 

Ohms  per  Mile  of  Each  Wire  of  a  Single-phase  or  of  a  S3rmmetrical 

Three-phase  Line 


Siieof 

wire, 

eir.  mils. 

or  A.W.G. 


1.000.000 

750.000 

600.000 

350,000 

250,000 

0000 

000 

00 

0 

1 

2 
4 

6 
8 
10 
12 
14 
16 


Diam.  of 

wire, 

inches. 


0000 

8060 
7071 
5016 
5000 

4600 
4096 
3648 
3240 
2883 
2576 
2043 
1620 
1285 
1019 
0.08081 
0.00408 
0.06062 


1 
0 
0 
0 
0 
0 
0 
0 
0 
0 
0 
0 
0 
0 
0 


Inches  between  wirss,  center  to  oenlsr. 


0.1145 
0.1319 
0.1565' 
1782 
1986 
2087 
2228 
2368 
.2509 


0. 
0. 
0. 
0. 
0. 
0. 


0.2650, 
0.2791 
0.30721 
0.3353 
3635 
3917 
4196 
4479 
4762 


0.2478 
0.2652 
0.2886 
3115 
3319 
3420 
3561 
3701 
3842 
0.3985 
0.4124 
4403 
4686 
4969 
5248 
5531 
5813 
6092 


0. 
0. 
0. 
0. 
0. 
0. 


6 

9 

12 

18 

24 

0.8318 

0.3811 

0.4158 

0.4652 

0.5003 

0.3493 

0.^986 

0.4336 

0.4826 

0.51/6 

0.3739 

0.4230 

0.4581 

0.6074 

0.5421 

0.3865 

0.4448 

0.4795 

0.6288 

0.6640 

0.4158 

0.4652 

0.5003 

0.5483 

0.6844 

0.4260 

0.4754 

0.5101 

0.6506 

0.5845 

0.4403 

0.4893 

0.5244 

0.6734 

0.6065 

0.4543 

0.5033 

0.5384 

0.5877 

0.6224 

0.4682 

0.5176 

0.5523 

0.6017 

0.6364 

0.4826 

0.5310 

0.6666 

0.6156 

0.0507 

0.4965 

0.5465 

0.6806 

0.6300 

0.6647 

0.5348 

0.5738 

0.6099 

0.6578 

0.6829 

0.5527 

0.6021 

0.6368 

0.6861 

0.7208 

0.5810 

0.6600 

0.6660 

0.7140 

0.7481 

0.6088 

0.6382 

0.6883 

0.7423 

0.7774 

0.6371 

0.6865 

0.7212 

0.7706 

0.8063 

0.6654 

0.7144 

0.7485 

0.7885 

0.8335 

0.6883 

0.7427 

0.7774 

0.8268 

0.8618 

30 


0.5270 
0.6448 
0.5683 
0.5806 
0.6116 
0.6213 
0.6356 
0.6486 
0.6636 
0.6778 
0.0818 
O.riOl 
0.74M) 
0.7782 
0.8045 
0.8324 
08607 
0 


BiseoT 

wire. 

cir.  mils. 

orA.W.G. 

8 

1.000.000 

0.6493 

750(000 

0.5666 

600.000 

0.6815 

360.000 

0.6180 

250.000 

0.6334 

0000 

0.6435 

000 

0.6576 

00 

0.6718 

0 

0.6858 

1 

0.6887 

2 

0.7140 

4 

0.7418 

6 

0.770S 

8 

0  7885 

10 

0.8264 

12 

0.8647 

14 

0.8826 

16 

0.8108 

Feet  between  wires,  center  to  center. 


0.6844 
0.0017 
0.6862 
0.6481 
.6684 
6786 
6825 
.7065 
.7204 
.7348 
.7487 
.7770 
8048 
.8332 
8614 
8883 
8176 


0. 

0. 

0. 

0. 

0. 

0. 

0. 

0. 

0 

0. 

0 

0 

0 


0.8458 


5 

6 
0.6334 

8 

0.6115 

0.6684 

0.6288 

0.6507 

06858 

0.6683 

0.6756 

0.7108 

0.6783 

0.6071 

0.7321 

0.6866 

0.7174 

0.7625 

0.7057 

0.7276 

0.7627 

0.7186 

0.<7416 

0.7766 

0.7336 

0.7559 

0.7906 

0.7476 

0.7688 

0.8048 

0.7618 

0  7838 

08188 

0.7758 

0.7881 

0.8328 

0.8041 

0.8260 

0.8611 

0.8320 

0.85^ 

08883 

0.8603 

0.8826 

0.8172 

0.8886 

0.8105 

0.8455 

0.81(6 

0.8387 

0.8734 

0.8448 

0.8670 

1.002 

0.8780 

0.8848 

1.030 

10 


0.6856 
0.7128 
0.7874 
0.7683 
0.7796 
0.7896 
0.8038 
0.8177 
0.8317 
08460 
0.8598 
08882 
0  8161 
0.9444 

0  8727 

1  001 
1.029 
1.057 


15 

20 

0  7446 

0.7796 

0.7618 

0.7970 

0.7868 

0.8216 

0.8083 

0.8433 

0.8286 

0.8687 

0.8388 

0.8739 

0.8628 

0.8878 

0  8671 

0.8018 

0  8810 

0.8161 

0.8850 

0.8301 

0.8083 

0.8440 

0.8372 

08723 

08655 

1.001 

0  8938 

1  028 

1.022 

1.057 

1.050 

1.085 

1.078 

1.113 

1.106 

1.141 

26 


0. 

0 

0. 

0. 

0 

0. 

0. 

0. 


8068 
8241 
8486 
.8705 
8909 
9010 
.9150 
.8288 
0.8428 
0  8572 
0  8712 
08884 
1.027 
1.056 
1.084 
1.112 
1.140 
1.168 


*  The  reactances  given  in  this  table  also  apply,  with  a  practically  negligible  [error,  to 
ordinary  stranded  wires  of  the  tame  cro89-aeeiion, 

25 
For  25-cyole  reactance  multiply  values  in  table  by  =r  or  0.417. 
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TABLE  IV 

(Amorican  Handbook  (or  Electrical  Engineers) 

Capacitance  to  Neutral*  of  Smooth  Round  Wibbs 

Microfarads  per  Mile  of  Each  Wire  of  a  Single-phase  or  of  a 

Symmetrical  Three-phase  Line 


Siaeof 

■ 

Diam. 
of  wire, 
inches. 

Inches  between  wires,  center  to  center. 

wire. 
A.W.G. 

1 

3 

6 

9 

12 

18 

24 

30 

0000 

0.4600 

0.06332 

0.03490 

0.02741 

0.02438 

0.02261 

0.02051 

0.01924 

0.01836 

000 

0.4006 

0.05802 

0.03336 

0.02647 

0.02364 

0.02197 

0.01998 

0.01877 

0.01798 

00 

0.3648 

0.05366 

0.03198 

0.02559 

0.02293 

0.02136 

0.01947 

0.01832 

0.01752 

0 

0.3240 

0.04995 

0.03009 

0.02177 

0.02227 

0.02078 

0.01899 

0.01790 

0.01713 

1 

0.2803 

0.04676 

0.02951 

0.08400 

0.02165 

0.02024 

0.01854 

0.01749 

0.01670 

2 

0.2576 

0.04400 

0.02842!  0.02328 

0.02106 

0.01972 

0.01810 

0.01710 

0.01640 

•  4 

0.2043 

0.03937 

0.02645 

0.02195 

0.01997 

0.01876 

0.01729 

0.01638 

0.01573 

6 

0.1620 

0.03566 

0.02475 

0.02077 

0.01898 

0.01789 

0.01655 

0.01571 

0.01512 

8 

0.1285 

0.03262 

0.02326 

0.01971 

0.01809 

0.01710 

0.01587 

0.01510 

0.01455 

10 

0.1019 

0.03006 

0.02194 

0.01875 

0.01728 

0.01637 

0.01524 

0.01453 

0.01402 

12 

0.08081 

0.02787 

0.02076 

0.01788 

0.01654 

0.01570 

0.01466 

0.01400 

0.01353 

14 

0.06408 

0.02o99 

0.01970 

0.01709 

0.01586 

0.01509 

001412 

0.01351 

0.01307 

10 

0.05062 

0.02434 

0.01874 

0.01630 

0.01523 

0.0U52 

0  01362 

0.01305 

0.01264 

Siseof 
wire. 

Feet  between  wires,  center  to  center. 

A.W.G. 

3 

4 

5 

6 

8 

10 

15 

20 

25 

0000 

0.01769 

0.01674 

0.01607 

0.01556 

0.01482 

0.01429 

0.01342 

0.01380 

0.01246 

000 

0.01730 

0.01639 

0.01574 

0.01525 

0.01464 

0.01403 

0.01319 

0.01265 

0.01227 

00 

0.01692 

0.01604 

0.01543 

0.01496 

0.01427 

0.01378 

0.01297 

0.01245 

0.01907 

0 

0.01656 

0  01572 

0.01512 

0.01467 

0.01401 

0.01354 

0.01275 

0.01225 

0.01189 

1 

0.01621 

0.01540 

0  01483 

0.01440 

0.01376 

001330 

0.01255 

0.01206 

0.01171 

2 

0.01587 

0.01510 

0.01455 

0.01413 

0.01352 

0.01308 

0.01235 

0.01187 

0.01153 

4 

0.01525   0.01453 

001402 

0.01363 

0.01306 

0.01265 

0.01196 

0.01152 

0.01120 

6 

0.01467 

0.01400 

0.01353 

0.01317 

0.01263 

0.01225 

0.01160 

0.01118 

0.01068 

8 

0.01413 

0.01351 

0.01307 

0.01273 

0.01223 

0.01187 

0.01126 

0.01067 

0.01068 

10 

0.01363 

0.01306 

0.01264 

0.01233 

0.01186 

0.01152 

0.01094 

0.01057 

0.01030 

12 

0.01316 

0.01263 

0.01224 

0.01194 

0.01150 

0.01118 

0.01064 

0.01020 

0.01003 

14 

0.01273 

0.01223 

0.01187 

0.01159 

0.01117 

0.01087 

0.01036 

0.O1002 

9.000777 

1« 

0.01232 

0.0U85 

0.01151 

0.01125 

0.01065 

0  01057 

0.01008 

[>.000'^  0.000536 

*  The  capacitance  between  wires  equals  ono-half  the  values  given  in  this  table. 
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TABLE  V 
60-Ctclb  Charging  Current  in  Line  of  Smooth  Round  Wires 

(Adapted  from  American  Handbook  for  Eleotrical  Engineers) 
Charging  current  on  each  line  wire,  in  amperes  per  mile  »  {currenl  from 


table)  X 


(volte  to  neutral) 


1,000,000 

Amperes  in  Each  Wire  of  Line  One  MUe  Long,  for  Each  1,000,000 

Volts  to  Neutral 


Biaeof 

wire^ 

A.W.G. 

Diam. 
of  wire, 
inches. 

Inches  between  wires,  center  to  center. 

1 

3 

6 

9 

12 

18 

24 

30 

0000 

0.4600 

23.87 

13.16 

10.38 

9.191 

8.524 

7.732 

7.253 

6.922 

000 

0.4000 

21.87 

12.58 

9.979 

8.912 

8.283 

7.532 

7.076 

6.760 

00 

0.3648 

20.23 

12.06 

9.647 

8.645 

8.053 

7.340 

6.907 

6.605 

0 

0.3240 

18.83 

11.57 

9.338 

8.396 

7.834 

7.159 

6.748 

6.458 

1 

0.2893 

17.63 

11.13 

9.048 

8.162 

7.630 

6.990 

6.594 

6.319 

2 

0.2S76 

16.59 

10.71 

8.777 

7.940 

7.434 

6.824 

6.447 

6.183 

4 

0.2043 

14.84 

9.972 

8.275 

7.629 

7.073 

6.518 

6.175 

5.930 

6 

0.1620 

13.44 

9.331 

7.830 

7.155 

6.745 

6.239 

5.923 

6.700 

8 

0.1285 

12.30 

8.769 

7.430 

6.820 

6.447 

5.983 

6.693 

5.485 

10 

0.1010 

11.33 

8.271 

7.069 

6.515 

6.171 

6.745 

5.478 

5.286 

12 

0.06061 

10.51 

7.827 

6.741 

6.236 

5.919 

5.527 

5.278 

5.101 

14 

0.06406 

9.796 

7.427 

6.443 

5.979 

5.689 

5.823 

5.093 

4.927 

10 

0.05062 

9.176 

7.065 

6.168 

6.742 

5.474 

5.135 

4.920 

4.765 

Stieof 

wire, 

A.W.G. 

Feet) 

between 

wires,  cei 

ater  tcoc 

tnter 

8 

4 

5 

6 

8 

10 

15 

20 

25 

0000 

0.660 

6.311 

6.068 

5.866 

5.587 

5.387 

6.069 

4.848 

4.697 

000 

6.522 

6.179 

5.934 

5.749 

5.482 

5.289 

4.973 

4.769 

4.626 

00 

6.379 

6.047 

5.817 

5.640 

5.380 

5.195 

4.890 

4.694 

4.550 

0 

6.243 

5.926 

5.700 

5.531 

5.282 

5.106 

4.807 

4.618 

4.483 

1 

6.111 

5.806 

5.591 

5.420 

5.188 

5.014 

4.731 

4.547 

4.415 

2 

5.983 

5.093 

5.485 

5.327 

5.097 

4.831 

4.656 

4.475 

4.347 

4 

5.740 

5.478 

5.286 

5.139 

4.924 

4.769 

4.509 

4.343 

4.222 

6 

5.531 

5.278 

5.101 

4.966 

4.762 

4.618 

4.373 

4.215 

4.102 

8 

5.327 

5.093 

4.927 

4.799 

4.611 

4.475 

4.245 

4.098 

3.989 

10 

5.139 

4.924 

4.705 

4.648 

4.471 

4.343 

4.124 

8.985 

3.883 

12 

4.961 

4.762 

4.614 

4.501 

4.836 

4.215 

4.011 

8.879 

3.781 

14 

4.799 

4.611 

4.475 

4.369 

4.211 

4.096 

3.906 

3.778 

3.686 

10 

4.645 

4.467 

4.339 

4.241 

4.090 

8.985 

8.800 

3.683 

3.595 

25 


For  25  cycles  the  dialling  current  equals  gg  or  0.417  of  the  values  in  this  table. 
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TABLE  VI 
Capacitance  to  Neutral*  of  Standard  Strands 

(American  Handbook  for  Electrical  Engineers) 

Microfarads  per  Mile  of  each  Conductor  of  a  Single-phase  or  of  a 

Symmetrical  Three-phase  Line 


Siseof 

cable. 

CM.  or 

A.W.G. 

• 

Diam. 

of  strand, 

inches. 

Inches  between  conductors,  center  to  center. 

1 

3 

6 

9 

12  - 

18 

24 

ao 

1.000.000 

1.152 

0.0654 

0.0383 

0.0325 

0.0294 

00260 

0.0240 

0.0226 

760,000 

0.M8 

0.0606 

0.0361 

0.0300 

0.0281 

0  0249 

0.0231 

0.0218 

500.000 

0.814 

0.134 

0.0452 

0.0333 

0.0289 

0.0264 

00236 

0.0219 

0.0208 

350,000 

0.681 

0.0955 

0.0413 

0.0312 

0.0273 

0.0251 

00225 

0.0210 

O.O20O 

260.000 

0.575 

0.0776 

0.0383 

00295 

0.0260 

0.0240 

0.0216 

0.0202 

0.0192 

0000 

0.528 

0.0713 

0.0369 

00286 

0.0253 

0.0234 

00212 

00196 

0.0189 

000 

0.470 

0.0644 

0.0852 

0.0276 

0.0245 

0.0227 

00206 

0  0193,  0.0184 

00 

0.418 

0.0690 

0.0836 

0.0266 

0.0238 

0.0221 

0  0201 

0.0189  0.0180 

0 

0.873 

0.0544 

0.0322 

0.0258 

0.0231 

0.0214 

0  0196 

0.0184 

0.0176 

1 

0.332 

0.0506 

0.0309 

0.0249 

0.0224 

00209 

0.0191 

0.0180 

0.0172 

2 

0.292 

0.0470 

0.0296 

0.0241 

0.0217 

0.0203 

0  0186 

0  0175 

0.0168 

4 

0.232 

0.0417 

0.0275 

0.0227 

0.0205 

0.0193 

0.0177 

0.0168 

0.0161 

6 

0.184 

0.0376 

0.0256 

0.0214 

0.0196 

0.0184 

0.0169 

0.0161 

0.0154 

Siaeof 

Fe 

etbetwei 

anoondu 

etors,  cei 

iter  to  center. 

cable, 
CM.  or 

A.W.G. 

3 

4 

5 

6 

8 

10 

15 

20 

25 

1.000.000 

0.0215 

0.0202 

0.0193 

0.0185 

0.0175 

0.0168 

0.0156 

0.0148 

0.0143 

750.000 

0.0209 

0.0196 

0.0187 

0.0180 

0.0170 

0.0163 

0.0152 

0.0145 

0.0140 

500,000 

0.0200 

00188 

0.0179 

0.0173 

0.0164 

0.0157 

0.0147 

0.0140 

0.0135 

350.000 

0.0192 

00181 

0.0173 

0.0167 

0.0159 

0  0153 

0.0143 

0.0136 

00132 

250,000 

00185 

0.0175 

0.0168 

0.0162 

0.0154 

0.0148 

0.0139' 

0.0133 

0.0129 

0000 

0.0182 

0.0172 

0.0165 

0.0160 

00152 

0.0146 

0.0187 

0.0131 

0.0127 

000 

0.0178 

0.0168 

0.0161 

0.0156 

0.0149 

00143 

0.0135 

0.0129 

0.0126 

00 

0.0174 

0.0165 

0.0158 

0  0153 

0.0146 

00141 

0.0132 

0.0127 

0.0123 

0 

0.0170 

0.0161 

0.0155 

0.0150 

0.0143 

0.0138 

0.0130 

0.0125 

0.0121 

1 

0.0156 

0.0158 

0.0152 

0.0147 

0.0141 

0  0136 

0.0128 

0.0123 

0.0119 

2 

0.0162 

0.0154 

0.0149 

0.0144 

0.0138 

0.0133 

0.0126 

0.0121 

0.0117 

4 

0.0156 

0.0148 

0.0143 

0.0139 

0.0135 

0.0129 

0.0122 

0.0117 

0.0114 

6 

0.0160 

0.0143 

0.0138 

0.0134 

0.0129 

0.0125 

0.0118 

0.0114 

0.0111 

*  The  capacitance  btivnen  conductors  equals  one-half  the  values  civen  in  this  table. 
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TABLE  VII 
60-Ctcxb  Charging  Current  in  Line  of  Standard  Strands 

(Adapted  from  Amerioan  Handbook  for  Electrical  EnsineerB) 
Charging  current  on  each  line  wire^  in  amperes  per  mile  =  (current  from 


table)  X 


(volts  to  neutral) 
1,000,000 


Approximate  Amperes  in  Each  Wire  of  One-mile  Line  for  Each 

1,000,000  volts  to  neutral 


Bixeof 

Diam. 

of  strand. 

inches. 

Inches  between  cables,  center  to  center. 

CM.  or 
;   A.W.G. 

1 

3 

6 

9 

12 

18 

24 

30 

1.000.000 

750.000 

500.000 

350.000 

250.000 

0000 

000 

00 

0 

1 

2 

4 
6 

1.152 
0.908 
0.814 
0.081 
0.575 
0.528 
0.470 
0.418 
0.373 
0.332 
0.202 
0.232 
0.184 

60.5* 

36.0 

20.3 

26.9 

24.3 

22.2 

20.5 

19.1 

17.7 

15.7 

14.2 

20.9 
19.1 
17.0 
15.6 
14.4 
13.9 
13.3 
12.7 
12.1 
11.6 
11.2 
10.4 
9.65 

14.4 
13.6 
12.6 
11.8 
11.1 
10.8 
10.4 
10.0 
9.73 
9.39 
9.00 
8.66 
8.07 

12.3 
11.6 
10.9 
10.3 
9.80 
964 
9.24 
8.97 
8.71 
8.44 
8.18 
7.73 
7.35 

11.1 
10.6 
9.05 
9.46 
9.05 
8.82 
8.56 
8.33 
8.07 
7.88 
7.66 
7.28 
6.94 

9.80 
9.39 
8.90 
8.48 
8.14 
7.99 
7.77 
7.58 
7.39 
7.20 
7.01 
6.67 
6.37 

9.06 
8.71 
8.26 
7.92 
7.62 
7.46 
7.28 
7.13 
6.94 
6.79 
6.60 
6.33 
6.07 

8.52 
8.22 
7.84 
7.54 
7.24 
7.13 
6.94 
6.79 
6.63 
6.48 
6.33 
6.07 
5.81 

Sixeof 

cable. 

CM.  or 

A.W.G. 

Feet  between  cables,  center  to  center. 

3 

4 

6 

6 

8 

10 

15 

20 

25 

1.000.000 

750.000 

500.000 

350.000 

250.000 

0000 

000 

00 

0 

1 

2 

4 

6 

8.14 
7.88 
7.54 
7.24 
6.97 
6.86 
6.71 
6.56 
6.40 
6.26 
6.11 
5.88 
5.66 

7.62 
7.39 
7.09 
6.82 
6.60 
6.48 
6.33 
6.22 
6.07 
5.96 
5.81 
5.58 
5.89 

7.28 
7.05 
6.75 
6.52 
6.33 
6.22 
6.07 
5.96 
5.84 
5.73 
5.62 
5.39 
6.20 

6.97 
6.79 
6.52 
6.30 
6.11 
6.03 
5.88 
5.77 
5.66 
5.54 
5.43 
5.24 
5.06 

6.60 
6.41 
6.18 
6.99 
6.81 
6.73 
6.62 
6.50 
5.30 
6.32 
6.20 
5.01 
4.86 

6.33 
6.15 
5.92 
5.77 
5.58 
6.50 
6.39 
5.32 
5.20 
6.13 
6.01 
4.86 
4.71 

6.88 
5.73 
5.54 
6.39 
6.24 
6.16 
6.00 
4.96 
4.90 
4.83 
4.75 
4.60 
4.45 

6.58 
6.47 
5.28 
6.13 
6.01 
4.94 
4.86 
4.79 
4.71 
4.64 
4.56 
4.41 
4.30 

6.39 
5.28 
6.09 
4.08 
4.86 
4.79 
4.71 
4.64 
4.56 
4.49 
4.41 
4.30 
4.18 

For  26  cyolee  the  charging  current  equals  =x  or  0.417  of  the  values  in  this  table. 
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ALTEKNATING-CVRRENT  ELECTRICITY 


TABLE  VIII 

Hemp-Cbntbb  Ck)FPBR  Cable  * 

Made  of  6  wires  around  a  hemp  center 

{The  American  Brass  Co,) 


aw  of  cables 

Diamet«rof  win. 

Outoide  diuiMtor, 

A.W.G. 

inch. 

indu 

0000 

0.1879 

0.564 

000 

0.1672 

0.502 

00 

0.1480 

0.447 

0 

0.1326 

0.398 

1 

0.1181 

0.354 

2 

0.1052 

0.316 

3 

0.0037 

0.281 

4 

0.0835 

0.250 

*  Standard  Handbook  ior  Eleotrioal  Enginean. 
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i.  i.  I  i.  i.  1 1 1 1 1 1  i. 

Yolto  between  Wires. 

Cturve  /,  Appendix  B.     Spacing  of  conductors  for  spans  up  to  200  ft. 
Fh>m  Still's  "  Overhead  Electric  Power  Transmission." 
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INDEX  TO   SECOND  COURSE 


Aging  of  tranfiformer  steel,  147 
Air-blast  t3rpe  of  transformer,  123 
Airi^p,    effect    of    in   induction 

motor,  481 
Alternators,  advantage    of    high 

efficiency  in,  9 
armature  reaction,  24,  28 
calculation  of  regulation,  45 
causes  of  unsteady  voltage,  23 
effect  of  armature  reactance  on 

terminal  voltage  of,  25 
effect  of  loading,  2 
effect  of  load  on  voltage  of,  19 
effects  of  unsteady  voltage,  22 
excitation  of,  54 
features  of,  a  buyer  should  con- 
sider, 1 
heating,  2 

load  capacity  of,  55 
losses  in  typical,  11 
performance  of,  1 
regulation  and  control  of,  1 
relation   of   load   to   efficiency 

of,  10 
short  circuits  in,  58 
synchronous  impedance,  43 
synchronous  reactance,  43 
tests  of  efficiency  of  typical,  18 
usual    values    of    power-factor 

of,  20 
voltage  regulation  of,  19 
Alternators,    paralleled,     leading 

currents  in,  110 
Alternators,  polyphase,  armature 

reaction  in,  40 


Alternators  in  parallel,  72 
disconnecting  from  bus-bars,  108 
distribution  of  load,  98,  102 
frequency,  control  of,  107 
governing  speed  of,  102 
phantom  load,  87 
power-factor  of,  105 
sharing  of  load,  74 
similar  to  direct-current  gener- 
ators in  parallel,  73 
synchronizing  currents,  87 
Bynchronizing  of,  78 
Cfynchronizing  power,  92 
voltage,  control  of,  107 
Aluminum-cell  lightning  arrester, 

409 
Aluminum-ceU  rectifier,  685 
Armature  current  of  synchronous 

motor,  542 
Armature  reactance,  effect  of  on 

regulation  of  alternator,  25 
Armature  reaction,  28 
Armature  reaction,  effect  on  main 

field,  26 
Armature  reaction  in  alternators, 

24 
Armature  reaction  in  polyphase 

alternators,  40 
Asychronous  generator,  491 
Asynchronous  motors,  427 
Auto-transformers,  225 

B 

Balanoer-ooil    for    Dobrowolsky 

generator,  676 
Banking  transformers,  199 
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INDEX  TO  SECOND  COURSE 


Banks  of  transformers,  parallel 
connection  of  three-phasei  262 

Big  Bend  -  Oakland  transmis- 
sion line,  362 

Binding  of  two  electric  charges,  360 

Bmt  flux  density  in  transformers, 
139 

Booster,  synchronous,  639 

Bracing  of  windings  of  alter- 
nators, 59 

Break-down  point  of  induction 
motor,  466 

Brush-raising  device,  664 

C 

Cables,  overhead,  capacitance  of, 

374 
Capacitance,  of  long  transmission 
line,  362 
of  overhead  cables,  374 
of  underground  cables,  404 
to  ground,  371 
to  neutral,  376 
Capacity       (electrostatic),       see 

Capacitance 
Capacity,  of  alternators,  55 
of  six-ring  converter,  632 
of  three-ring  converter,  628 
relative,  of  two-ring,  three-ring 
and  six-ring  converters,  621 
Capacity  reactancej  362 
of  long  transmission  lines,  381, 
383 
Cascade  arrangement  of  induction 

motors,  488 
Charging  current,  364,  379,  381 
effect  of  e.m.f.  of  non-sine  wave- 
form on,  390 
Choke  coils,  407 

Circle     diagram    for     induction 
motors,  497 
for  synchronous  motors,  559 


Circular  field  of  induction  motorSy 

508 
Commuting  poles  on  converters, 

659 
Compensating  winding  in   series 

motors,  525 
Compensate,  line  drop,  348 
starting,  (or  polyphase  induo- 
tion  motor,  454 
CompensatcMT  type  of  feeder  volt- 
age regulator,  281 
Compound-wound  converters,  647 
Concatenation  of  arrangement  of 

induction  motors,  488 
Condensers,  365 
capacity  of,  373 
in  series,  373 
in  parallel,  372 
effect  of  alternating  voltage  on, 

379 
synchronous,  109,  567 
Condenser    type   of    transformer 

terminal,  126 
Constant-current  transformer,  173, 

290 
Constant  losses  in  alternator,  12 
Constant-potential     transformer, 

172 
Constant  voltage  regulaticNi  by 

synchronous  reactors,  570 
Contact-making  voltmeter,  348 
Control  of  converter  voltage,  637 
Converter,  synchronous,  586,  587 
brush-raising  device  on,  664 
capacity  of  six-ring,  632 
capacity  of  three-ring,  628 
commutating  poles  in,  659 
compound-wound,  647 
control  of  direct  voltage,  637 
current  ratios  in,  604 
damping  grids,  661 
diametral   connections   to  six- 
ring,  607 


INDEX  TO  SECOND  COURSE 


719 


GoQverter,    double-delta   connec- 
tion, 612 

efficiency,  675 

end-plan  device,  667 

equalizer  connections  on,  666 

field-break-up  switch  on,  663 

heating  in,  621 

hunting  in,  660 

induction  motor  effect,  661 

inverted,  602,  671 

losses  in,  675 

mechanical  structure,  675 

motor  and  generator  actions  in, 
618 

overload,  634 

parallel  operation  of,  673 

rating  of,  634 

ratio  of  direct  e.m.f.  to  alter- 
nating e.m.f.,  594 

regulation,  635 

regulating  pole,  640 

relative  capacities  of  two-,  three- 
and  six-ring,  621 

rotary  (see  Converter,  synchro- 
nous) 

six-phase,  597 

six-phase   on   three-phase   sys- 
tems, 607 

split  pole,  640 

starting,  661 

three-phase,  597 

versus  motor-generator,  588 
Cooling  of  transformers,  121 
Ck>o]ing  vanes  on  rotor,  4 
Copper    losses    in    transformers, 
146 

method  of  measuring,  147 
Core-loss  current,  135 
Core  losses  in  alternators,  13 
Core  loss  of  transformer,  144 

method  of  measuring,  147 
Corona,  loss,  410 

critical  voltage,  410 


Counter    e.m.f.    of    synchronous 

motor,  542 
Critical  voltage  (corona),  410 
Current,  charging,  364,  379,  381 
Current-limiting  reactance  coils,  59 
Current  of  induction  motor,  when 

starting,  457 
when  loaded,  463 
Current  ratios  in  converter,  604 
Current  surges,  405 

D 

Damping  grids  in  synchronous 
motors,  577 

Damping  grids  on  converters,  660 

Delta-delta  connection  of  trans- 
formers,  236 

Delta-star  connection  of  trans- 
formers, 235 

Diametral  connection  of  trans- 
formers to  converters,  246, 607 

Dielectric,  366 

Dielectric  power,  405 

Disconnecting  alternators  from 
bus-bars,  108 

Disruptive  critical  voltage 
(corona),  410 

Distributing  lines,  323 

Distributing  transformers,  152 

Distribution  of  load,  on  paralleled 
alternators,  98,  102 
not  controlled  by  field  excita- 
tion, 105 

Dobrowolsky  direct-current  gen- 
erator, 675 

Double-delta  connection  of  trans- 
formers to  converter,  246 

Double-star  connection  of  trans- 
formers, 233 

Double-tee  connection  of  trans- 
formers to  six-ring  converter, 
702 
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E 

Economy  versus  efficiency,  15 
Eddy-current  loss  in  tranaformers, 

145 
Effective  resistance  of  armature 

of  alternator,  24 
Efficiencies  of  typical  alternators, 

18 
Efficiency,  advantage  of  high,  9 
affected  by  economy,  15 
of  converters,  675 
relation  of  load  to,  10 
what  good  efficiency  is,  15 
Electricity,  theory  of,  368 
Electrified  bodies,  forces  between, 

369 
Electrolytic  rectifier,  685 
End-play  device  on  converter,  667 
Equalizer    connections    on    con- 
verters, 666 
Equalizer  rheostats,  55 
Equivalent  harmonic,  137 
impedance  drop,  181 
reactance  drop,  181 
resistance  drop,  181 
resistance  and  reactance,  176 
Excitation  for  alternators,  54 
Exciting  current  of  transformer, 
134 
effect  of  over-voltage  on,  160 


Farad,  365 
Feeders,  72 
Feeder  voltage  regulators,  280,  348 

automatic,  285 

compensator  type,  281 

induction  t3rpe,  281 
Field-break-up  switch,  663 
Field  excitation  governs  power- 
factor     of     alternators     in 
parallel,  105  i 


Field  strength,  effect  of  in  syn- 
chronous motor,  550 
most  economical,  553 
V-curves  of,  553 
Fifth  harmonic,  392 
Fixed    charges    on    transmission 

line,  326 
Flashing  at  brushes  of  converters, 

668 
Fluctuating   load^  effect    of    on 

capacity  of  alternator,  4 
Flux    density    (B^),    importance 
of,  139 
effect  of  frequency  upon,  141 
effect  of  voltage  upon,  141 
Flux  in  transformer  varies  accord- 
ing to  sine  law,  131 
Frequency     changer,     induction 

motor,  494 
Frequency,  choice  of,  324 
effect  of  wrong  frequency  on  in- 
duction motor,  483 
of  alternators,  control  of,  107 
standard,  324 
Friction  and  windage  losses,  13 
Fundamental  harmonic,  392 

G 

Generator  action  in  converters,  618 
Generator,  induction,  491 
Governing  of  alternator's  speed, 

102 
Governor,  speed  regulation,  102 
Grids,  damping,  in  [synchronous 

motors,  571 
Grids,  damping,  on  converters,  660 
Grounding    of    switchboard    in- 
struments, 297 


Harmonic,  equivalent,  137 
fundamental,  392 
minor,  392 
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Heating  of  alternators,  A.I.E.E. 

rules,  6 
Heating  of  alternators,  2 
Heating  of  converter,  621 
Heating  of  transformers,  122 
Horn  gap,  407 

Hot  spots  in  transformer  coils,  122 
Hunting,  in  converters,  660 
in  paralleled  alternators,  94 
of  synchronous  motors,  577 
Hysteresis  current  of  transformer, 

134 
Hs^steresis   loss   in   transformers, 
122,  134,  144 


Impedance  drop,  equivalent,  181 
effect  of  unequal,  214 
expressed  in  percentage,  184 
of  transformer,  176 
of    transformers    connected   in 

parallel,  175 
ratio  of  paralleled  transformers, 

202 
short  circuit  test  for,  182 
synchronous,  43 

Induction  generator,  491 

Induction  motor,  effect  of  air  gap, 
481 
effect  of  rotor  resistance,  473 
effect  of  wrong  frequency,  483 
effect  of  wrong  voltage,  483 
effect     in     synchronous     con- 
verters, 661 
loaded  characteristics  of,  463 
magnetic  leakage,  465 
performance  curves,  467 
puU-out  torque,  466 
speed-torque  curve,  464 

Induction   motor,   polyphase,   as 
frequency  changer,  494 
as  induction  generator,  491 


Induction  motor,  polyphase,  con- 
struction of,  429 
circle  diagram,  497 
in  cascade,  488 
rotating  field  of,  440 
slip  of,  434 
speed  control  of,  486 
starting  characteristics,  446 
starting  compensator  for,  454 
starting  torque,  452 
synchronous  speed  of,  433 
theoiy  of,  432 
Induction  motor,  single^hase,  cir- 
cular field,  506 
methods  of  starting,  510 
shading  coil,  512 
Induction    regulator    with    con- 
verter, 639 
Induction  t3rpe  of  feeder  voltage 

regulator,  281 
Instrument  transformers,  298 
Insulation  of  transformer  wind- 
ings, 141 
Interleaved  transformer  coils,  166 
Inverted  converter,  602,  611 
Iron  core  loss  in  transformers,  122 
Iron  losses  in  transformers,  144, 

149 
Irregular   wave  forms  of  e.m.f., 
effect   of   on    charging    cur- 
rent, 390 


K 


Knee  of  saturation  curve,  136 


Laminations  in  transformer  core, 

thickness  of,  146 
Leading    currents    in    paralleled 

alternators,  110 
Leakage  (magnetic)  in  induction 

motor,  465 
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Leakage     reactance,     of     tnuia- 
fonneTy  164 
fluxes,  165 

Lens'  law  for  tnmrformer  in- 
duction, 129 

Lightning  aneBten,  406 
aluminum  aireater,  409 

Lightaing  diachaigeB,  effect  of  on 
line,  405 

Tjghtning  protection,  407 

Line  drop  compensaton,  348 

Line  regulation,  332 

Load  capacity  of  altematon,  55 

Load  component  of  tranrformer 
current,  132 

Load  curve  for  central  station,  331 

Load  distribution,  on  paralleled 
alternators,  78,  102 
not   controlled   by   field   exci- 
tation, 105 

Load  factor,  143 

Load,  maximum  of  synchronous 
motor,  547 

Load  voltage,  how  to  compute,  345 

Long  transmission  lines,  362 
regulation  of,  400 

Losses  in  alternators,  11 

Losses  in  converters,  675 

M 

Magnetic  field  rotating,  440 

Magnetic  leakage  in  induction 
motor,  465 

Magnetic  power  component  of 
transformer  current,  134 

Magnetic  separators,  in  repulsion 
motor,  519 

Magnetizing  current  of  tran»- 
former,  130 

Mechanical  forces  in  transformer 
coils,  175  ' 

Mechanical  structure  of  con- 
verters, 675 


I 


Mesh  connection  of  tnuufonner, 
240 

Mercuiy-arc  rectifier,  679 
efficiency  of,  684 
rating  of,  683 
three-phase  operation^  683 
wave-form    of    direct   current 
firom,  681 

Microfarad,  365 

Midooil,  heating  of,  in  converter. 
621 

Minor  harmonic,  392 
third  harmonic,  392 
fifth  harmonic,  392 

Motor  acticMi  in  converten,  618 

Motor-converter,  669 

Motor-gmerator  converter,  586 

Motors,  asynchronous,  427 
p<Jyphase  induction,  429 
series,  521 
compensating  winding,  525 
reactance  leads  in,  528 
resistance  leads  in,  528 
^mchronous,  108 
armature  current  of,  542 
as  condensers,  567 
as  phase  modifiers,  567 
as  voltage  regulaUxB,  570 
circle  diagram  for,  557 
counter  e.m.f .  of,  542 
damping  grids  in,  577 
effect  of  field  strength,  550 
hunting  of,  577 
maximum  load  of,  547 
most  economical  field  strength 

of,  553 
running  torque  of,  541 
speed  of,  541 
starting,  579 
structure  of,  541 
synchronous  position  of,  542 
V-curves  for,  553 
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N 
NoQ-aging  of  silicon  steel,  147 

O 

Oil  ducts  in  transformers,  122 

Oil  in  transformers,  122 

QU-^witch,  62 

Open-delta  connection  of  trans- 
formers, 258 

Oscillations  of  current,  405 

Output  of  alternators  limited  by 
temperature  rise,  4 

Overhead  cables,  capacitance  of, 
374 

Overload,  rating  of  converters,  634 

Over-voltage,  effect  of  on  trans- 
formers, 156 


Parallel  connection  of  transform- 
ers, 175 
Paralleling    transformers,    proper 
conditions  for,  201 
unequal  impedance  ratios,  214 
unequal  ratios  of,  206 
unequal  reactance  ratios,  218 
Parallel  operation  of  alternators, 
72 
lamp  synchroscope,  80 
sharing  of  load,  74 
synchronizing,  78 
Parallel  operation  of  converters, 

673 
Peak  load,  154 

Percentage  method  of  expressing 
imf)edanoe,     resistance,     re- 
actance, etc.,  184 
Performance  curves  of  induction 

motor,  467 
Performance  of  generators,  1 
Performance  of  induction  motors 
from  circle  diagram,  497 


Phantom  load  on  altematora,  87 

Phase-modifiers,  567 

Phase  relations  between  flux  and 
induced  e.m.f.  in  transformer, 
129 

Pipes,  cooling  (of  a  transformer), 
123 

Polarity,     of     paralleled     trans- 
formers, 201,  203 
A.I.E.E.  rules  for  marking,  203 
determination  of,  204 

Poles,  commutating,  on  convert- 
ers, 656 

Polyphase  alternators,  armature 
reaction  in,  40 

Polyphase  connections  of  trans- 
formers, 199,  231 
possible  combinations  for  three- 
phase,  232 

Polyphase  induction  motor,  con- 
struction of,  429 
in  cascade,  488 
speed  control  of,  486 

Power  capacity  of  transformers, 
122 

Power-factor  effect  of  power- 
factor  of  load  on  voltage  of 
alternator,  19 

Power-factor,  effect  on  regulation 
of  transformer,  170 
effect  on  regulation  of  altemar 
tors,  20 

Power-factor  of  alternators  in 
parallel  controlled  by  field 
excitation,  105 

Power-factor  of  induction  motor, 
when  starting,  457 
when  loaded,  463 

Power-factor,  usual  value  of,  on 
alternators,  20 

Power,  synchronizing,  92 

Practical  vector  diagram  for  trans- 
formers, 168 
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Primary  coils  of  transformer,  121, 
126 

Pull-out     torque     of     induction 
motor,  466 
rotor  resistance  effect  on,  478 

Pulsation    of    converter,    direct- 
voltage,  636 

R 

Rating  of  converters,  634 
Ratio  of  a  transformer,  127 
Ratio  (turn)  of  transformer,  187 
Reactance  (armature),  effect  of  on 
terminal    voltage    of    alter- 
nator, 25 
Reactance,  capacity,  362 
Reactance  coils,  current  limiting,  59 
Reactance,  equivalent,  176 
Reactance  leads  in  series  motors, 

528 
Reactance,  leakage,  164 
Reactance    ratios    of    pMuralleled 
transformers,  202 
effect  of  unequal  ratios,  218 
Reactance,  series  in  armature,  94 
Reactance,  series  with  converter, 

647 
Reactance,  synchronous,  43 
Reaction,   armature,   in   alterna- 
tors, 24 
Reactors,  synchronous,  570 
Rectifiers,  586,  679     ' 
electroljrtic,  685 
function  of,  120 
mercury-arc,  679 
three-phase  operation,  682 
wave-form  of  direct-current,  681 
Regulating  pole  in  converter,  640 
Regulation,     constant    by    syn- 
chronous reactors,  570 
in  short  transmission  line,  unity 
power-factor,  332 


Regulation,  less  than  mdty  power- 
factor,  335 
Regulation  of  altematois,  A.I.E.E. 
rule  for,  47 
automatic,  53 

poor  to  limit  shcxt-circuit  cur- 
rents, 59 
synchronous  impedance  method, 
45 
Regulation,  effect  of  power-factor 
on,  170 
of  generators,  1 
ci  long  transmission  Une,  400 
of  transformer,  A.I.E.E.  rules, 

186 
of  three-phase  line,  341 
of  three-phase  line  with  delta- 
connected  load,  344 
of  transformer  voltage,  164,  166 
importance  of,  172 
Regulation,  voltage  of  altematofs, 
19 
of  converters,  635 
Regulators,  feeder  voltage,  280, 
348 
compensator  type,  281 
induction  type,  281 
Regulator,  induction,  with  con- 
verter, 639 
Relay,  62 

Repulsion  motor,  for  starting  of 
single-phase  inducticxi  motors, 
512 
Repulsion  motor,  514 
magnetic  separaton,  519 
operating  characteristios,  517 
Redstance  (effective)  of  armature 

of  alternator,  24 
Resistance,  equivalent,  176 
Resistance  leads  in  series  motor, 

428 
Rise  in  vdtage  at  end  of  long  un- 
loaded line,  398 
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Rotary  converter,  see  Converter, 

synchroaotis 
Rotating  magnetic  field,  440 
Rotor  of  induction  motor,  429 

squirrel-cage,  431 

wound  rotor,  431 
Rotor    resistance    of    induction 
motor,  effect  of,  473 

^ect  on  starting  torque,  456 

S 

Saturation  curve,  136 
Scott  transformer,  249 

current  relations  in,  254 
Secondary   coils   of   transformer, 

121,  126 
Series  motor,  521 

compensating  winding,  525 

reactance  leads  in,  528 

resistance  leads  in,  528 
Series  reactance  in  armature,  94 
Series  transformers,  298 

for  lighting  circuits,  308 

impedance  of  secondary  circuit 
of,  303 
Shading  coil  for  single-phase  in- 
duction motors,  512 
Shell  t3rpe  of  three-phase  trans- 
formers, 275 
Short  circuits,  on  alternators,  58 

limited  by  reactance  coils,  59 
Short-circuit  test  for  impedance 

of  transformers,  182 
Short  transmission  lines,  323 
SUicon  steel  for  transformers,  145 

non-aging  of,  147 
Single-phase  induction  motor,  506 

circular  field,  508 

methods  of  starting,  510 

repulsion  motor,  512,  514 

shading  coil,  512 

aplit-phasQ.  511 


Six-phase  converter,  597 

on  three-phase  systems,  607 
Six-phase  from  three-phase,  237 
diametral    connection    to   con- 
verters, 246 
mesh  connection  of  transform- 
ers, 240 
Six-ring  converters,  capacity  of, 
632 
connected  to  transformers  con- 
nected double-tee,  702 
connections  of  transformers  to, 

246 
diametral  connection,  607 
double-delta  connection,  612 
relative  capacity  of,  621 
Size  of  wire,  for  three-phase  line, 
338 
in  transmission  line,  323,  325 
Skin-effect  of  current,  24 
Slip,  of  induction  motor,  434 
Speed   control   of   polyphase  in- 
duction motor,  486 
Speed  of  synchronous  motor,  541 
Speed  regulation  of  alternators  in 

parallel,  102 
Speed-torque  curve  of  induction 

motors,  464 
Split-phase    starting    of    single- 
phase  induction  motors,  511 
Split-pole  converter,  640 
Squirrel-cage  rotor  of  induction 

motor,  431 
Squirrel-cage*  windings  in  synchro- 
nous motors,  577 
Star-star    connection    of    trans- 
formers^ 233 
Star  connection  of  transformers 
from  three-phase  to  six-phase 
transformation,  240 
Starting  characteristics  of  poly- 
phase induction  motor,  446 
current,  457 
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Btartiiig  characteristios  of  p(Ay- 
fduwe  inductkm  motor,  power- 
factor,  457 
torque,  452 
Starting   compenaator   for   poly- 
phase induction  motor,  454 
Starting  methods  of  sin^e-phase 
induction  motors,  510 
as  repulsion  motor,  512,  514 
shading  coil,  512 
split^hase,  511 
Starting,  of  synchronous  oonvert- 

ers,  661 
Starting  of  synchronous  motors, 

579 
Starting  torque  of  polyphase  in- 
duction motors,  452 
Station  transformers,  152 
Stator  of  motor,  429 
Substation  transformer,  153 
Surges  of  current,  405 
Switch,  field-break-up,  663 
Switching  operations,  effect  of  on 

line,  405 
Synchronising  currents,  87 
Synchronising  of  paralleled  alter- 
nators, 78 
Synchronizing  power,  92 
Synchronous   booster   with   con- 
verter, 639 
Synchronous  condenser,  109,  567 
Sjmchronous  converters,  see  Con- 
verter, synchronous 
Synchronous  impedance,  of  alter- 
nators, 43 
method  of  calculating  reguli^ 
Uon,  45 
Synchronous  motor,  108 
armature  current  of,  542 
as  condenser,  567 
'  as  phase  modifier,  567 
as  voltage  regulator,  570 
circle  diagram  for,  557 


Synchronous  motor,  counter  e.m.f. 
of,  542 
damping  grids  in,  577 
effect  of  fidd  strength,  550 
hunting  of,  577 
maximum  load  of,  547 
most  economical  fidd  strength 

of,  553 
running  torque  of,  541 
speed  of,  541 
starting,  579 
structure  of,  541 
synchronous  position,  542 
V-curves  for,  553 
Synchronous  position  in  synchro- 
nous motor,  542 
Synchronous  reactance  of  alter- 
nators, 43 
Synchronous  reacto/s,  570 
Synchronous  speed  ^  of  induction 

motor,  433 
Synchroscope,  79 


Tap  coil  in  converter,  heating  of, 
621 

T-oonnection  of  transformer,  249 
current  relations  in,  254 

Tee,    double-tee    connection    of 
transformers  to  converter,  702 

Temperature,   effect  of   on   ma- 
terials, 8 

Terminals  of  transformer,  method 
ci  bringing  out,  126 

Theory  of  electricity,  368 

Third  harmonic,  392 

Three-phasebanks  of  transfcnrmerei 
parallel  connection,  262 

Three-phase  converter,  597 

Three-phase  transmission  line,  cost 
of,  338 

Three-phase  to  six-phase  tnms- 
.  formation,  237 
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Thre^-phaae  to  six-phase  trans- 
farmatioQ,  diametral  conneo- 
tioD  to  converters^  246 
double-delta  connection  to  con- 
verters, 246 
mesh  connection  to  transform- 
era,  240 
Three-phase  to  two-phase  trans- 
former connection,  249 
open-delta,  258 
Scott  connection,  249 
T-connection,  249 
Three-phase  transformers,  272 
Three-phase  transformer  connec- 
tions, 252 
Three-ring  converter,  capacity  of, 
628 
relative  capacity  of,  621 
Three-wire  generator,  direct  cur- 
rent, 675 
Tirrill  voltage  regulator,  54 
Torque    of    synchronous    motor, 

running,  541 
Transformer,  air  blast  type,  123 
auto-,  225 
banking  of,  199 
calculation  of  regulation,  186 
connections  for  three-phase  to 
six-phase,  237 
diametral      connections      to 

transformer,  246 
double-delta   connections   to 

convertere,  246 
mesh  connection,  240 
star  connection,  238 
connections   for   two-phase   to 
three-phase  ssrstems,  249 
open-delta,  258 
Scott  system,  249 
T-connection,  249 
connections      to      three-phase 
systems,  232 
Fr,233 


Transformer  connections  to  three- 
phase  systems,  FA,  234 
AF,  235 
AA,  236 

constant-current,  173,  290 
instrument,  298 
series,  298 

constant-potential,  172 

cooling  of,  121 

core-loss  current,  136 

distributing,  152 

double-tee  connection  to  con- 
verters, 702 

efficiency,  120 

exciting  current,  134 

function  of,  120 

fundamental  principles,  120, 126 

ll3[^gof,  122 

hysteresis  current,  134 

impedance  of,  176,..^ 

impedance  of,  in  parallel,  175 

leakage  reactance,  164 

losses  and  efficiency,  143 

losses  of,  121 

magnetic  power  component  of 
current,  134 

magnetizing  current,  130 

oil-insulated,  water-cooled,  124 

on  wrong  voltage,  156 

operation  and  polyphase  con- 
nections, 199 

paralleling,    proper    conditions 
for,  201 

performance  of  typical,  149 

phase    relations    between    flux 
and  induced  e.m.f .,  129 

primary  coils,  121,  126 

ratio  of,  127 

regulation,  120 

secondary  coils,  121,  126 

short-circuit  test  for  impedance 
of,  182 

station  or  power,  152 
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Tranaformer,  structure  of,  120 
substation,  153 
terminals  of,  126 
three-phasei  272 
ccure-type,  273 
shell-type,  275 
turn  ratio  of,  187 
value  of  Bm  in,  139 
voltage,  effect  of  power-factor 

on,  170 
voltage  regulation,  164 
Transmission,  frequency  of,  324 
Transmiasion  line,  fixed  charges, 
326 
regulation,  332 

voltage  drop  in  short  line,  332 
yearly  charges,  326 

Transmiasion  line,  long,  362 
capacity  reactance  of,  383 
rise  in  voltage  at  unloaded  re- 
ceiving end,  398 
imderground,  404 
Transmission  line  short,  323 
choice  of  alternating  or  direct 

voltage,  324 
most  economical  sixe  of  wire, 

323,325 
single-phase,  short,  323 
voltage,  choice  of,  323 
Transmission    line,    three-phase, 
cost  of,  338 
regulation, -341 
sise  of  wire  for,  338 
Turn    ratio    of    a    transformer, 
187 

Two-phase  to  three-phaae  traoa- 
f ormer  connection,  249 
open-delta,  258 
Scott  connection  240 
T-oonnecUon,  249 
Two-ring  converter,  relative  ca- 
pacity of,  621 


U 

Underground  cables,  404 

Unequal   voltage  ratios  in  par- 
alleled transformers,  206 

Unsteady  voltage,  effects  of,  in 
alternators,  22 
causes  of,  23 


Variable  losses  in  altematcM',  12 
V-curvBS  of  S3mchronou8  motor, 

553 
Vibrating  rectifier,  687 
Voltage,  at  load,  how  to  com- 
pute, 345 
drop  in  abort  line,  332 
effect  of  wrong  voltage  on  in- 
duction motor,  483 
of  alternator  affected  by  load, 

19 
of  alternators  in  parallel,  107 
of  tranamisaion  line,  323 
-regulation  of  alternators,  19 
synchrcHious  impedance 

method,  45 
Vdtage  regulation  of  altematon^ 
A.I.E.E.  rule  for,  45 
automatic,  53 
Voltage  regulation,  of  oonverten» 
635 
of  tranaformers,  164,  165 
effect  of  power-factor  on,  170 
Voltage  regulator,  54 
Vdtage  regulator  (feeder),  280 
automatic,  285 
compenaator  type,  281 
induction  type,  281 
Voltage  to  neutral,  344 
Voltage,  unateady,  effects  of,  in 
alternator,  22 
cauaea  of  in  alternators,  23 
Voltmeter,  contaot-maldn&  349 
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Water-oooled  transformers,  124 
Wave-forms,  irregular  e.m.f .,  effect 
oi  on  charging  current,  300 
fundamental  harmonic,  392 
minor  harmonic,  392 
Windings  of  alternators,  bracing 

of,  59 
Wound  rotor  induction  motor,  431 


Wound   rotor    induction   motor, 
efficiency  of,  471 
performance  curves  of,  467 

Wrong   voltage,    effect   of   oper- 
ating transformers  on,  156 


Yearly   charges  on   transmission 
line,  326 
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men  and  the  Electrical  Trades.  By  W.  H.  Timbie,  Wentworth 
Institute.  Flexible  covers,  pocket  size,  ziii+271  pages,  5  by  7^, 
224  figures.    Cloth,  $1.25  net. 

OONTINUOUS  AKD  ALTEBNATINQ  OURBENT  MAGHIN- 
EBY.  By  Professor  J.  H.  Morecroft,  Columbia  University. 
ix+466  pages,  5yi  by  8.    288  figures.    Cloth,  $1.75  net. 

OONTINUOUS  AND  ALTEBNATING  OUBBENT  MAOHIN- 
EBY  PBOBLEMS.  By  W.  T.  Kyan,  E.E.,  Assistant  Professor 
of  Electrical  Engineering,  the  University  of  Minnesota.  40  pages, 
5}iby8.    Cloth,  50  cento  net. 
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▲LTEBNATING  OUBBENT  ELE0TBI0IT7  AHB  ITS  APPU- 
GATION  TO  INDUSTBT".  By  W.  H.  Timbie,  Head  of 
Department  of  Applied  Science,  Wentworth  Institute,  and  H.  H. 
HiQBi^  Professor  of  Electrical  Engineering,  University  of  Mich- 
igan. First  Course.  x+534pages,  5}  by  8.  389  figures.  Cloth, 
$2.00  net. 

Second  Couree.  ix+729  pages.  5}  by  8.  357  figures.  Cloth 
$3.00  net. 

ELECTBIC  LIGHTING.  By  H.  H.  Higbie,  Professor  of  Electrical 
Engineering,  University  of  Michigan.     {In  preparalion.) 

HEAT  AND  HEAT  ENGINEERING 

HEAT;  A  Text-book  for  Technical  and  InduBtrial  Students.     By 

J.  A.  Randall,  Instructor  in  Mechanics  and  Heat,  Pratt  Institute. 
xiv+331  pages,  5K  by  8.    80  figures.    Cloth,  $1.50  net. 

GAS  POWER.  By  0.  F.  Hirshfeld,  Professor  of  Power  Engineering, 
Sibley  College,  Cornell  University,  and  T.  C.  Ulbricht,  formerly 
Instructor,  Department  of  Power  Engineering,  Cornell  University. 
viii+198  pages,  5Ji  by  8.    60  figures.    Cloth,  $1.25  net. 

STEAM  POWEB.  By  C.  F.  Hirshfeld,  Professor  of  Power  Engi- 
neering, Sibley  College,  Cornell  University,  and  T.  C.  Ulbricht, 
formerly  Instructor,  Department  of  Power  Engineering,  Cornell 
University,    viii-f  419  pages.    5  Ji  by  8,  228  Figures.  Cloth. 

HEAT  AND  LIGHT  IN  THE  HOUSEHOLD.  By  W.  G.  Whitbcan, 

State  Normal  School,  Salem,  Mass.     (In  -preparation.) 

MECHANICS  AND  MATHEMATICS 

ELEMENTARY  PRACTICAL  MECHANICS.    By  J.  M.  JiUfEBON, 

Girard  College,  formerly  of  Pratt  Institute,  xii+321  pages,  5  by 
7>i.    212  figures.     Cloth,  $1.50  net. 

MATHEMATICS    FOR    MACHINISTS.     By  R.  W.  BuR^mAM, 

Instructor  in  Machine  Work,  Pratt  Institute  Evening  School. 
vii+229  pages,  5  by  7.     175  figures.     Cloth,  $1.25  net. 

J^BJLCnOAL    SHOP    MECHANICS    AND    MATHSMATIOS. 

By  James  F.  JoHNSOii,  Superintendent  of  the  State  Trade  School, 
Bridgeport,  *  Conn,  viii+130  pages,  5  by  7.  81  figures.  Cloth, 
$1.00  net. 


ABITHM3BmG    FOB    CABPENTEBS   AND    BUIIJ>£BS.    By 

R.  BuRDBTTB  Dale,  Assistant  Professor  in  charse  of  Vocational 
Courses  in  Engineering  and  Correspondence  Instruction,  Iowa  State 
College,    ix+231  pages,  6  by  7.    109  figures.    Cloth,  $1.25  net. 


SHOP  TEXTS 

MACHINE  SHOP  PBACTIGE.  By  W.  J.  Kaup,  Special  Repre- 
sentative, Crucible  Steel  Company  of  America.  ixH-227  pages, 
5K  by  8.    163  figures.    Cloth,  $1.25  net, 

PATTEBN  MAKING.  By  Frederick  W.  Turner  and  Daniel 
G.  Town,  Mechanic  Arts  High  School,  Boston,  v+114  pages, 
5  by  7.    88  figures.    Cloth,  $1.00  net. 

PLAIN  AND  OBNAMENTAL  FOBOINO.  By  Ernst  Schwarz- 
kopf. Instructor  at  Stu3nresant  High  School,  New  York  City. 
x+267  pages,  5}i  by  8.    Over  400  figures.    Cloth,  $1.50  neL 

DRAFTING  AND  DESIGN 

DEOOBATIYE  DESIGN.     A  Text-Book  of  Practical  Methods. 

By  Joseph  Cuhhings  Chase,  Instructor  in  Decorative  Design  at 
the  College  of  the  City  of  New  York  and  at  Cooper  Union  Woman's 
Art  School,  vi-l-73  pages.  8  by  lOJi.  340  figures.  Cloth, 
$1.50  net. 

AOBICULTUBAL  DBAPTING.  By  Charles  B.  Howe,  M.E. 
viii+63  pages,  8  by  lOJ^.    45  figures,  26  plates.    Cloth,  $1.25  net. 

ABCHITEGTUBAL   DBAFTING.     By  A.  B.  Greenberq,  Stuy- 
vesant  Technical  High  School,  New  York,  and  Charles  B.  Howe, 
,  Bushwick  Evening  High  School,   Brooklyn.      viii+110   pages, 
8  by  10^.    53  figures,  12  plates.    Cloth,  $1.50  net. 

MECHANICAL  DBAETINQ.  By  Charles  B.  Howe,  MIE., 
Bushwick  Evening  High  School,  Brooklyn,  x+147  pages,  8  by 
10^.    165  figurc3,  38  plates.    Cloth,  $1.75  net. 

ENGINEEBINO   DBAFTING.      By   Charles  B.  Howe,  M.E./ 
Bushwick  Evening  High  School,  Brooklyn,  and  Samuel  J.  Berard, 
Sheffield  Scientific  School,  Yale  University.     (In  preparaiion.) 

DBAWING  FOB  BUILDEBS.  By  R.  Burdette  Dale,  Director 
of  Vocational  Course,  Iowa  State  College.  v4-166  pages,  8  by 
lOJi.    69  figures,  50  plates.    Cloth,  $1 .50  ne(. 


AGRICULTURE  AND  HORTICULTURE 

FIELD  AND  LABOBATORY  STUDIES  OF  SOILS.    By  Pro- 
fessor A.  G.  MgCall,  Ohio  State  University,    viii+77  pages,  I 
5  by  7.    32  figures.    Cloth,  60  cents  ne(.                                                   ^ 

FIELD  AND  LABOBATOBY  STUDIES  OF  OBOPS.  By  Pro- 
fessor A.  G.  McCall,  Ohio  State  University,    viii+133  pages, 

5  by  7.    54  figures.    Cloth|  85  cents  ne<. 

SOILS.  By  Professor  A.  G.  McCall,  Ohio  State  University.  (In 
preparation.) 

MABKET  OABDENINO.     By  Professor  F.  L.  Yeaw,  Oasis  Farm 

6  Orchard  Ck)mpanyy  Roswell,  New  Mexico.  Formerly  Professor 
of  Market  Gardening,  Massachusetts  Agricultural  College.  vi+ 
120  pages,  5  by  7.    36  figures.    Cloth,  75  cents  nel, 

THE  CHEMISTBY  OF  FABM  PBAOTIOE.     By  T.   E.   Eeitt, 

Chemist  of  South  Carolina  Experiment  Station,  and  Professor  of 
of  Soils,  Clemson  Agricultural  College,  xii+253  pages,  b}4  by  8. 
81  figures.    Cloth,  $1.25  ne^. 

STUDIES  OF  TBEES.  By  J.  J.  Levibon,  Forester,  Park  Depart- 
ment, Brooklyn,  N.  Y.  x+253  pages,  5ii  by  8.  156  half-tone 
illustrations.    Cloth,  $1.60  net. 

AOBIOULTUBAL  DBAFTING.  By  Chablbs  B.  Howe,  MJE. 
46  pages,  8  by  10^^.    45  figures,  22  plates.    Cloth,  $1.25  net. 

SCHOOL  ENTOMOLOGY.  For  Secondary  SchoolB  and  Agri- 
cultural Short  CoorsoB. '.  By  E.  Dwigbt  Sandebson,  Formerly 
Dean,  College  of  Agriculture,  West  Viiginia  University,  and  L.  M. 
Pbairs,  Professor  of  Entomology,  West  Viiginia  University.  356 
pages,  6  by  9.    233  figures.    Cloth,  $1.50  net. 


BIOLOGY 

LABOBATOBY   MANUAL  IN  OENEBAL  MI0B0BI0L0CF7. 

Prepared  by  the  Laboratory  of  Bacteriology,  Hygiene  and  Path* 
ology.  Michigan  Agricultural  College,  xvi+418  pages,  5i  by  & 
73  fif;ures.    Several  tables  and  charts.    Cloth,  $2.50  net. 


THE   LOOSE  LEAF  LABORATORY  MANUAL 


A  series  of  carefully  selected  exercises  to  accompany  the  texts 
of  the  Series,  covering  every  subject  in  which  laboratory  or  field 
work  may  be  given.  Each  exercise  is  complete  in  itself,  and  is 
printed  separately.    8  by  10}  • 


imporiani  NoHem 
WILEY  LOOSELEAF  MANUALS 

The  acHe  of  separate  sheets  of  ihe  Laboratory  Manuals  of  the  WHey 
Technical  Series  has  been  discontinued.  These  Mamuds  ufiU,  here- 
after, he  sold  only  as  a  complete  hook  loith  removal  leaves.  Descriptive 
literature  mU  he  sent  on  request. 

CHEMISTRY 

Exercises  in  General  Ohemistry.  By  Charles  M.  Allen, 
Head  of  Department  of  Chemistry,  Pratt  Institute.  An 
introductory  course  in  Applied  Chemistry,  covering  a  year's 
laboratory  work  on  the  acid-forming  and  metallic  elements  and 
compounds.  62  pages,  8  by  10^.  61  exercises. 
Complete  in  paper  cover.    Removal  leaves.    $1.00  neL 

Quantitative  Chemical  Analysis.  By  Chables  M.  Allen,  Head 
of  Department  of  Chemistry,  Pratt  Institute.  12  pamphlets. 
8  by  10}^.  Complete  in  paper  cover.   Removal  leaves.    $1 .00  net, 

QnalitatiTe  Chemical  Analysis.  By  C.  E.  Bivins,  Instructor  in 
Qualitative  Analysis,  Pratt  Institute.  11  pamphlets,  supple- 
mented by  Work  Sheets  by  which  the  student  is  taught  equa- 
tions and  chemical  processes.  Complete  with  work  sheets  in 
paper  cover.    Removal  leaves.    $1.25  net. 

Technical  Chemical  Analysis.  By  R.  H.  H.  Aungst,  Instructor 
in  Technical  Chemistry,  Pratt  Institute.  19  pamphlets.  8  by 
lOH*     Complete.    Removal  leaves.    85  cents  net. 

Bserdses  in  Industrial  Chemistry.  By  Dr.  Allin  RoqbbSi 
Instructor  in  Qualitative  Analysis,  Pratt  Institute.  (7n  prep* 
oration.) 


THE  LOOSE  LEAF  LABORATORY  MAS\JAh-€oni. 

MECHANICS  AND  HEAT 

EzerciBes  in  Mechanics.  By  J.  M.  Jameson,  Girard  College; 
Formerly  of  Pratt  Institute.  52  exercises.  Complete  in  paper 
cover.    Removal  leaves.    85  cents  net. 

Exercises  tor  the  Applied  Mechanics  Laboratory.  Steam; 
Strength  of  Materials;  Gas  Engines;  and  Hydraulics.  By 
J.  P.  KoTTCAMP,  M.E.,  Instructor  in  Steam  and  Strength  of 
Materials,  Pratt  Institute.  8  by  10}^.  58  exercises,  with 
numerous  cuts  and  tables.  Complete  in  paper  cover.  Beix>oval 
leaves.   $1  net, 

ELECTRICITY 

Exercises  in  Heat  and  Iis:ht.  By  J.  A.  Randall,  Instructor  in 
Mechanics  and  Heat,  Pratt  Institute.  17  exercises,  with  nu- 
merous cuts  and  diagrams.  8  by  lOJ/^.  Complete  in  paper 
cover.     Removal  leaves.    34  cents  net. 

Electrical  Measurements,  A.  0.  and  D.  0.    By  W.  H.  Timbib, 

Head  of  Department  of  Applied  Science,  Wentworth  Institute. 
52  Exercises.    Complete  in  paper  cover,  85  cents  net. 

Elementary  Electrical  Testing^.  By  Professor  V.  Karafetovf^ 
Cornell  University,  Ithaca,  N.  Y.  25  exercises.  Complete 
in  paper  cover.    Removal  leaves.    50  cents  net, 

Eleotrical  Measurements  in  Testing^.  (Direct  and  AUemaUng 
Current.)  By  Chester  L.  Dawes,  Instructor  in  BUectrical  En- 
gineering, Harvard  University.  In  charge  of  Industrial  Eleo- 
tricity,  Franklin  Union,  Boston.  39  Exercises.  Complete  in 
paper  cover.    Removal  leaves.    75  cents  net. 

AGRICULTURE  AND  HORTICULTURE 

Studies  of  Trees:  nieir  Diseases  and  Oare.  By  J.  J.  LsYisoNf 
M.F.,  Lecturer  on  Ornamental  and  Shade  Trees,  Yale  University 
Forest  School,  Forester  to  the  Department  of  Paries,  Brooklyn, 
N.  Y.  20  pamphlets,  8  by  lOJ^.  $1.00  net.  A  doth  binder  for 
above  sold  separately.    50  cents  net. 


THE  LOOSE  LEAF  LABORATORY  MANUAL-Corrf. 


Szerdses  in  Farm  Dairying.  By  Professor  C.  Larben,  De- 
partment of  Dairy  Husbandry,  South  Dakota  State  College. 
Loose  leaf.  8  by  10}.  69  Exercises.  Complete.  Removal 
leaves.    $1.00  net. 

Ezercises  in  Agncicultural  Ghemistry.  By  Professor  T.  E.  Keitt, 
Clemson  Agricultural  College.     {In  'preparation,) 

DRAWING 

AOBIOULTUBAL  DBAFTINQ  PBOBLEMS.  By  Charles  B. 
Howe,  M.E.  A  Manual  for  Students  of  Agriculture  to  Sup- 
plement the  Text  in  Agricultural  Drafting.  26  plates.  8  by 
10}^.    In  paper  cover.     Removal  leaves.     50  cents  net. 

THE  OBDEBS  OF  ABCHITECTUBE.  By  A.  Benton  Greenberg. 
A  Manual  for  Students  of  Architecture  to  Supplement  the 
Text  in  Architectural  Drafting.  20  plates.  8  by  lOH-  Ii^  paper 
cover.     Removal  leaves.     50  cents  net. 
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